ШЇ 


Biblioteka 
Politechniki Wroclawskiej 


SEWERAGE 
AND 


SEWAGE DISPOSAL 


A TEXTBOOK 


BOOKS BY 
METCALF AND EDDY 


AMERICAN SEWERAGE PRACTICE 
THREE VOLUMES 


Vout. I —- DESIGN or SEWERS 
Second Edition 
759 pages, 6 X 9, 305 illus., 167 tables 


Vor. II — CONSTRUCTION OF SEWERS 
564 pages, 6 X 9, 181 illus., 81 tables 


Vor. III — DISPOSAL OF SEWAGE 
Third Edition 
836 pages, 6 X 9, 227 illus., 156 tables 


SEWERAGE AND SEWAGE DISPOSAL 


A TEXTBOOK 
. SECOND EDITION 
783 pages, 6 X 9, 224 illus., 111 tables 


SEWERAGE / 34), 7 
AND 
SEWAGE DISPOSAL 


A TEXTBOOK 


BY 
LEONARD METCALF 
AND 


HARRISON P. EDDY 


SEcoNp EDITION 
Revisep sy Harrison P. Eppy 
FIFTEENTH IMPRESSION 


McGRAW-HILL BOOK COMPANY, Inc. 
NEWYORK AND LONDON 
1930 


ко о 
= SO 
ez s sowie 


2 FS 


Sapp pod. 


Сорүніснт, 1922, 1930, BY THE 
McGraw-Hit Book Company, Inc. 


PRINTED IN THE UNITED STATES OF AMERICA 


Inw. L. 0163 


м 


PREFACE TO THE SECOND EDITION 


This book has been almost entirely re-written, with the object 
of making it more valuable as a text book for class use, and of 
bringing it up to date in its discussion of principles and practices. 
To make it better suited for teaching, the assistance of Professor 
Richard С. Tyler of the Massachusetts Institute of Technology 
and of Professor Gordon M. Fair of Harvard University was 
enlisted: and they have had much to do with putting the book 
in the shape in which it now appears. 

The basis for this book, as was the case with the first edition, is 
the authors’ three volume treatise on American Sewerage 
Practice. The recent revision of Volume I of that work pro- 
vided the greater part of the new material for the portion of this 
book relating to design of sewers. Other new material has been 
taken from various sources, most of which are referred to in the 
text or listed in bibliographies. 

Before undertaking the revision, letters were sent to all the 
professors who were known to have used the book in their classes, 
with a request for suggestions as to the manner of making the 
book more useful. Many helpful comments were received. It 
is hoped that the criticisms of the first edition have been met in 
this one. iim 

That the arrangement of material, especially in the portion 
of the book devoted to. disposal of sewage, has been considerably 
changed, will be obvious to anyone familiar with the first edition. 
It is believed that the new arrangement is more logical and better 
adapted to class work. 

The former chapter on “Cost Estimating" has been replaced 
by one on “Financial Considerations." The subject of cost 
estimating is treated more briefly, but it may be that the student 
will obtain from it quite as accurate a conception of the principles 
involved and of their proper application as from the former more 
lengthy discussion. More than this appears unnecessary. 
There has been added a short discussion of the methods of financ- 
ing the construction and operation of sewerage works—by 
bonding, by general taxation, by special assessments, and by 

* Now Dean of Engineéring, University of Washington. 
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service charges. Тһе economic considerations relating to these 
methods are discussed and explained, although not in great detail, 
the object being to provide the student with a sound understand- 
ing of the basic principles which apply to any case. 

The death of Mr. Metcalf, in January 1926, left upon the 
surviving author the responsibility for this revised edition. He 
gratefully acknowledges his indebtedness to Professors Tyler and 
Fair, whose assistance has already been noted; to his partner 
Charles W. Sherman, who has edited the entire book for printing; 
and to other partners and various members of the staff of Metcalf 
and Eddy who have aided in its preparation, more particularly 
John W. Raymond, Jr., George C. Houser and Philip W. Taylor. 


Harrison P. Еррү. 
Boston, Mass. 
December, 1929. 


PREFACE TO THE FIRST EDITION’ 


Since the three volumes of “American Sewerage Practice" 
were published in 1914-1915, the authors have been urged to 
prepare а single-volume abridgment of them for class use in 
engineering schools. 'The authors were reluctant to do this, 
because of two conditions. The first is the great variation in the 
time devoted to sewerage engineering in different schools. This 
has the result that a textbook so brief as to verge on the super- 
fieial from the viewpoint of one class may be too detailed for 
another. The second condition is the fact that some of those 
features of sewerage engineering which in practice it is most 
important to master are apparently held by those laying out 
college courses to deserve little attention from students. For 
example, a wise estimate of the quantities of sewage and storm 
water to be handled is the basis of design of a sewerage system, 
yet the methods of preparing such estimates and actual practice 
in their use receive relatively little attention in college courses. 
Furthermore, the best arrangement of the main sewers in а 
sewerage plan may depend largely upon the treatment, if any, 
that the sewage must receive before disposal and upon the place 
of disposal, subjects involving a knowledge of the nature of 
Sewage and the changes which it undergoes under natural con- 
ditions or those involved in specific methods of treatment. Yet 
some college classes in sewerage engineering receive no instruc- 
tion in sewage treatment. 

As the requests for a textbook continued, the authors finally 
decided to prepare а book giving the information which they 
consider it desirable for the young student to acquire before 
taking "p work in this field. In a sense, they have felt under 
obligations as professional engineering specialists to do their 
part in smoothing the way for the first steps taken by engineering 
students in this branch of engineering. 

This book ean be used in two ways. The text can be read 
and mastered within the time allotted to the subject even when 


the course is very short. Where more time is available, the 
* Portions of the original preface have been omitted in this revision. 
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authors believe that the student will gain a much better grasp of 
the fundamentals of the subject by devoting most of his addi- 
tional time to the solution of problems. He should also lose no 
opportunity to see sewerage construction in progress and sewage 
treatment works in operation. 

There is little in this textbook not covered in much greater 
detail in “American Sewerage Practice." The three volumes 
of that treatise have elaborate indices, so that it seemed unneces- 
sary to insert references to the treatise in this textbook. The 
student is assumed to have access to textbooks on hydraulies, 
masonry and reinforced concrete. No cost data are given, 
because the great changes in costs induced by the war make it 
necessary to employ older data with a great deal of caution. 
They must be supplemented, too, by practical knowledge of 
current changes which very few undergraduate students possess. 

The authors are engineers, not teachers, hence this text book 
reflects the engineer’s rather than the teacher’s viewpoint. They 
will appreciate the more, therefore, any suggestions for increasing 
its usefulness to undergraduate students and their instructors. 
Constructive criticism is invited, because through it the experi- 
ence of the authors and other engineers in designing, building 
and operating sewerage and sewage treatment works, can be 
made more helpful to the students who will eventually carry the 
responsibility for such undertakings. 

The authors take pleasure in giving recognition to Mr. John M. 
Goodell, for many years Editor of ‘Engineering Record," who 
assisted them in the preparation of “ American Sewerage Prac- 
tice" and who has done the greater part of the work of condensing 
its three volumes into this book. Credit is also due to the 
junior partners and members of the staff of Metcalf and Eddy, 
and to the publishers, for their helpful assistance. 

As the book reflects the past experiences and current opinions 
of many practicing engineers, it should be of service to the 
student. 

LEONARD METCALF. 


Harrison P. Eppy. 
14 Beacon STREET, 
Boston, Mass. 
December, 1921. 
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SEWERAGE AND SEWAGE DISPOSAL 
A TEXTBOOK 


CHAPTER I 
INTRODUCTION 


1. Wastes.— The wastes produced by a municipality consist 
of sewage and municipal refuse; the former is liquid, made up 
of the used water supply of the community, containing bodily 
discharges or excreta, household and industrial wastes; the 
latter comprises the solid wastes,—garbage, rubbish, ashes, 
street sweepings, stable refuse, offal or market refuse, dead animals, 
and industrial refuse (including waste building materials). The 
prompt, continuous and sanitary removal of wastes to suitable 
places for disposal, usually situated at some distance from residen- 
tial districts, is essential to the health and convenience of the 
community. 

Sewage has been defined by the Committee on Sewerage and 
Sewage Disposal of the American Public Health Association 
as “а combination of (a) the liquid wastes conducted away from 
residences, business buildings and institutions and (b) from 
industrial establishments, with (c) such ground, surface and 
Storm water as may be admitted to or finds its way into the 
sewers.” It is extremely putrescible, its decomposition pro- 
duces large quantities of malodorous gases, and it may contain 
numerous pathogenic or disease producing bacteria such as 
dwell normally in the intestinal tract or are present in certain 
industrial wastes, as from tanneries or laundries. Its immediate 
and unobtrusive removal from its source in residences and 
industrial plants to а point sufficiently remote from densely 
settled areas to permit of its discharge or suitable treatment 
without offense, is most desirable. 

2. Sewers.—' The removal of sewage is usually accomplished 
through underground conduits called sewers, though excreta 
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are sometimes collected and removed separately in pails or 
other containers. Where the sewers carry the household and 
industrial wastes only, they are called separate sewers. Those 
carrying storm water from the roof and street surfaces are known 
as storm-water drains, while those carrying both sewage and 
storm water are called combined sewers. The building connection 
(sometimes called house sewer) connects the house plumbing or 
drainage system to the lateral sewer in the street. The laterals 
discharge into sub-main or main sewers, which in turn discharge 
through outfall and trunk sewers or intercepters to the point 
of disposal. Intercepters are generally laid transversely to the 
general sewer system to intercept the dry-weather flow of sewage 
and such additional surface and storm water as may be desirable. 
Relief sewers are designed to carry a portion of the flow from a 
district already provided with sewers of insufficient capacity, 
and thus prevent over-taxing the latter, while storm-water overflow 
sewers are designed to carry the excess over a certain volume of 
combined sewage from a main or intercepting sewer to an inde- 
pendent ontlet. 


HISTORICAL 


3. Sewers of Antiquity.— The first record of а sewer which 
Curt Merckel, the antiquarian of engineering, has been able to 
find is on an old Babylonian seal cylinder. Layard's explora- 
tions revealed arched sewers in Nineveh and Babylon dating 
from the Seventh Century before Christ. Schick and Warren 
have unearthed considerable information about the sewers of 
Jerusalem; the works of this class in Grecian cities are fairly 
well known, and the great underground drains of Rome have 
repeatedly been described. It is known, however, that these 
channels and conduits were not used to any substantial extent 
by means of direct connections to them from the houses, for 
the requirements of public health were little recognized then 
and compulsory sanitation would have been considered an 
invasion of the rights of the individual. Livy states that the 
Roman building regulations only stipulated that the house 
connections were to be made at the cost of the property owners. 
Public latrines were doubtless used by most of the people and it 
is probable that the gutters were the chief receptacle of the ordure 
of the city, which was washed thence into the sewers. These 
must have been extremely offensive when not flushed, for other- 
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wise the regular delivery of water for the purpose of cleaning 
them would not have been so emphasized in the following notes 
by Frontinus, а water commissioner of the city whose valuable 
notes of engineering work have been edited by Clemens Herschel: 


I desire that nobody shall conduct away any excess water without having 
received my permission or that of my representatives, for it is necessary 
that a part of the supply flowing from the water castles shall be utilized not 
only for cleaning our city but also for flushing the sewers. 


4. The Beginning of Modern Sewerage Practice.—It is 
astonishing that from the day of Frontinus (the First Century, 
A.D.) to that of W. Lindley,' there was no marked progress in 
sewerage. The renaissance began in Hamburg, where a severe 
conflagration destroyed part of the city in 1842. The portion 
ruined was the oldest section and it was decided to rebuild 
it according to modern ideas of convenience. This work was 
intrusted to Lindley, who carried it out in a way that aroused 
warm praise among engineers of a somewhat later period, when 
the test of service had placed the seal of approval on his plans. 
Twenty-five years after the sewers were completed they were 
TF by a committee of experts to be clean and almost without 
odor. 

The sewerage of Hamburg, while indicative of an awakened 
public recognition of the need of improvement in such works, 
was hardly the result of any real appreciation of the value of 
sanitation but was, rather, the result of business shrewdness in 
taking advantage of exceptional local conditions to plan streets 
and sewers to answer in the best way the recognized needs of 
the community and the topographical conditions. The history 
of the progress of sanitation in London probably affords a more 
typical picture of what took place quite generally about the 
middle of the Nineteenth Century in the largest cities of Great 
Britain and the United States. 

_ 5. Early London Sewerage.—A statute was passed in 1531 
in Henry VIII's reign? and amended in that of William and 
Mary which afforded the legal basis of all sanitary works of 
Sewerage well into the Nineteenth Century. For a period of 
about three hundred years, while London outgrew the narrow 


n ied was one of the leading English engineers of his day, Sir Robert Rawlinson being 
id ue rival at the head of the sanitary branch of the profession. He became thoroughly 
entified with German work, however, first at Hamburg and later at Frankfort. 


2 А 
: Statutes relating to local drainage problems had been passed in the reigns of Henry 
II, Henry VI, and Henry VII. 
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limits of the city proper and its adjacent parishes and became a 
great metropolis, the center of the world's commerce, sanitation 
was as little considered as magnetism or the utilization of steam 
for power purposes. The city was better off than most of the 
metropolitan district, for it had Commissioners of Sewers elected 
annually by the Common Council from its members. They 
had power over all conditions relating to public health and 
comfort and had authority to appoint a medical officer of health. 
But the city was only a small part of the metropolitan area, 
720 out of 75,000 acres in 1855, with only 128,000 out of a total 
population of 2,500,000 and less than 15,000 out of a total of 
300,000 houses. Outside the city, the methods of local govern- 
ment were chaotic; in some of the parishes, surveyors of highways 
were appointed to do very restricted engineering work, and in 
eight there were Commissioners of Sewers, apparently having 
powers modeled after those of London but less extensive. 

This lack of central authority rendered a systematic study and 
execution of sewerage works impossible. As late as 1845 there 
was no survey of the metropolis adequate as a basis for planning 
sewers. The sewers in adjoining parishes were at different 
elevations so that junctions of them were impracticable. Some 
of the sewers were higher than the cesspools which they were 
supposed to drain, while others had been so constructed that 
for them to be of any use the sewage would have had to flow 
uphill. Large sewers were made to discharge into small sewers.! 

The first engineer to make a comprehensive study of metro- 
politan sewerage needs in an official capacity, John Phillips, 
gave this testimony of the condition of London basements 
and cellars in 1847: 


There are hundreds, I may say thousands, of houses in this metropolis 
which have no drainage whatever, and the greater part of them have stink- 
ing, overflowing cesspools. And there are also hundreds of streets, courts 
and alleys that have no sewers; and how the drainage and filth are cleaned 
away and how the miserable inhabitants live in such places, it is hard to tell. 

In pursuance of my duties from time to time, I have visited very many 
places where filth was lying scattered about the rooms, vaults, cellars, areas, 
and yards, so thick and so deep that it was hardly possible to move for it. 
I have also seen in such places human beings living and sleeping in sunk 
rooms with filth from overflowing cesspools exuding through and running 
down the walls and over the floors . . . The effects of the effluvia, stench, 
and poisonous gases constantly evolving from these foul accumulations 


1 Jepson: “Sanitary Evolution of London.” 
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were apparent in the haggard, wan, and swarthy countenances and enfeebled 
limbs of the poor creatures whom I found residing over and amongst these 
dens of pollution and wretchedness. 


6. Cholera Outbreaks.—In 1847, scared by an outbreak 
of cholera in India, which had begun to work westward, a royal 
commission was appointed to inquire into sanitary improvements 
for London. This body reported that the sewerage of the entire 
metropolitan distriet should be handled by a single board, and 
in 1848 Parliament followed this advice and ereated the Metro- 
politan Commission of Sewers. That body and its successors 
in the office unfortunately failed to measure up to their oppor- 
tunities; they produced reports showing clearly the need of 
extensive sewerage works and other sanitary improvements, 
and built the Victoria sewer at great expense, which fell into ruins 
not many years later, but did little more. In the summer of 
1848 cholera was discovered in London, and before the winter 
was over it elaimed 468 vietims. 1% broke out again in the 
spring of 1849 and before it ended about 14,600 deaths were 
recorded, as against 6,729 in London in the 1832-1833 epidemic. 

In 1852 cholera again appeared and in 1853 it slowly gained а 
foothold. In 1854 it ran its terrible course, claiming a mortality 
of 10,675 in the last half of that year. The connection between 
à contaminated water supply and the rapid spread of the disease 
was clearly shown, but it was also apparent that the filthy 
living conditions in most houses, due to the absence of effective 
Sewerage, was a great hindrance in combatting the scourge. 
In 1855 Parliament passed an act “for the better local manage- 
ment of the metropolis;" this laid the basis for the sanitation 
of London and provided for the Metropolitan Board of Works 
which soon after undertook an adequate sewerage system. 

Apparently, it was not until 1852, when J. W. Bazalgette 
became chief engineer of the Commission appointed in 1848, 
that any beginning was made in formulating policies, although 
at least two engineers of high standing connected with the 
local works of certain subdivisions of the metropolitan district 
had been making valuable studies. Bazalgette seems to have 
possessed the executive ability previously lacking; he tentatively 
developed plans for interception and then worked them out 
in detail in collaboration with W. Haywood, the unusually 
gifted and highly respected engineer of the City Commissioners 
of Sewers, who had a thorough local engineering experience 
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and was responsible for many of the basic assumptions upon 
which the plans were prepared. But no action was taken on 
these plans until the Metropolitan Board of Works appointed 
Bazalgette as its engineer and he had been compelled to uphold 
them against lay and engineering criticism for several years. 
The works were not actually undertaken until 1859. 

7. Early Estimates of Sewage Flow.—In designing these 
great intercepting and outfall sewers to remedy the insanitary 
conditions, Bazalgette adopted a mean velocity of 2.2 ft. per 
second as adequate to prevent silting in a main sewer half 
full, ‘‘more especially when the contents have been previously 
passed through a pumping station." The computation of the 
house sewage was based on an average density of population 
of 30,000 persons per square mile except in the outlying distriets, 
where it was assumed at 20,000. The sewage was estimated 
at the assumed water consumption, 5 cu. ft. per capita daily. 
One-half of this sewage was assumed to flow off within 6 hours. 
The storm-water runoff, for which provision was made, was a 
rainfall at the rate of 14 in. per day received during the 6 hours 
of maximum sewage flow, with overflows to discharge the excess 
due to larger amounts through some of the old sewers directly 
into the river. 

It is not surprising, in the light of present information sum- 
marized in one of the following chapters, that these estimates 
proved too low and flooding took place in low-lying districts. 
As for the minimum mean velocity selected, it was a little higher 
than that commonly accepted as the minimum by present day 
engineers, although not as high as is desirable when practicable. 

Prior to Haywood and Bazalgette's work on the London 
intercepting sewers, Phillips and Roe were prominently before 
the publie as sewerage experts, and among English-speaking 
engineers Roe's Table! was used for many years in selecting 
the size of sewers. It was acknowledged to be entirely empirical 
and was said to be based on-Roe’s observations in the Holborn 
and Finsbury divisions of the London sewers during more than 

1 Roe's Table was not accepted by some contemporary London Engineers, and in 1865, 
W. Hay wood, engineer of the city, who remained for half a century а leading authority on 
English municipal engineering, stated at a meeting of the Institution of Civil Engineers 
that there were no reliable gagings of London sewers in existence and that he had never been 
able to obtain any accurate information regarding such work from either Phillips or Roe. 
He stated that he had been forced to make extensive gagings in consequence, and these 


showed that about half the sewage coming daily over the 11 sq. mi. tributary to the gaging 
stations passed off between 9 A.M. and 5 P.M. 
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20 years. It gave the areas which could be drained by sewers 
of various sizes and on various slopes, as indicated by that 
experience. 

It should be said here that sewerage progress elsewhere 
in England was apparently less opposed than in London. In 
1848 Parliament passed a sanitary code applying to all parts 
of England and Wales except London, and in 1855 it enacted a 
nuisance removal law for all England; these laws were the basis 
of the subsequent sanitary progress outside the metropolis for 
many years. It will be observed, however, that the development 
of sewerage undertakings in that country was а direct 
result of the awakening of the people by a succession of 
epidemies of cholera, for progress did not begin until that disease 
had twice terrorized the country within a short period. 

8. Early Paris Sewers.— The sewerage systems of Paris, 
like that of London, was inaugurated as a result of a cholera 
epidemic. The system is unique in some ways, although in 
its early days the Parisian sewers were doubtless little different 
from the conduits enclosing old brooks or receiving storm water 
which were constructed in many large cities. The Menilmontant 
Power; mentioned in a record of 1412, was of this type, and 
remained uncovered until about 1750. It intercepted the 
drainage of the streets on the northern slope of the city’s area 
lying on the right bank of the Seine, and was called the “great 
drain” (grand égout or égout de ceinture). The part of the 
city on the left bank of the river was drained by open gutters 
leading down the centers of the streets to the river. 

The first attempt to study the sewerage needs of the city 
comprehensively apparently was made in 1808, when there 
were 1415 miles of drains with about 40 outlets into the river, 
and during the next 24 years about 101$ miles more of drains 
were constructed. In 1832 the ravages of cholera awakened 
the authorities to a partial realization of the city's insanitary 
condition. The following year a topographical survey was made 
and, with the aid of the maps based upon it, five systems or divi- 
sions of sewerage were planned, based on topographical features of 
the territory rather than on the administrative boundaries which 
caused so much delay in the development of rational sewerage 
works at London. 

The new sewers built in Paris from 1833 onward were made 
6 ft. or more high wherever possible, in the belief that the work- 
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men employed in cleaning them would discharge their duties 
more efficiently if they could labor without being forced to take 
unnatural positions. Toward 1848 the smaller sewers were 
given a minimum height of 5.5 to 5.9 ft. without exception, and 
а width of 2.3 to 2.6 ft. at the springing line of the arch, 
the width at the invert being a trifle less. Humblot says, 
“These dimensions are too scanty; for getting about easily 
at least 2 m. height and 1 m. width are needed." When it 
became necessary later to enlarge some of these small sections 
to receive water mains, the top was widened out on one side 
(sometimes on both sides) while the lower part was left narrow, 
thus producing those sections shaped something like the letter 
P which have been the subject of strange comments from persons 
unfamiliar with their origin. 

Although there has been a great deal of criticism of the large 
Parisian sections, it has generally not been taken into account 
that the sewers of that city were built with a view to removing 
street refuse as well as sewage and rain water. There are no 
catchbasins on these great drains, so that everything entering 
the inlets and not caught in the little baskets Fuge ded in some 
of them, passes direetly into the sewers. . 

An interesting feature of the work ена, іп 1833 was 
its recognition of the principle of interception. Longitudinal 
drains of large section were laid out parallel to the river and 
only 3 of the 40 old mouths of independent sewers were left in 
service, the remaining systems being made to discharge into the 
intercepters. The rain water falling on the roofs was taken at 
first through leaders to the gutters, but later was diverted in 
some cases to the large “house drains," with sections big enough 
for а man to walk through, connecting the houses with the 
sewers but used only for delivering waste water and not for 
excrementitious matter. The latter was discharged for many 
years into cesspools, one frequently serving for an entire 
block of houses. 


1 “Опе reason for making the smallest class of public sewers in Paris so much larger than 
they are in every other city is the practice which, till within 10 years, existed only there, 
of placing the water mains in them." E. S. Chesbrough, 1856. In commenting on the 
location of water mains in the sewers, Humblot stated in a report, in 1886, that the flat 
portions of Paris were largely on filled ground and the hills were undermined by old quarries, 
so that leaks in mains laid in earth would rarely be detected, and it was particularly desirable 
to keep the mains exposed so that their condition could be observed constantly. "Telegraph 
and telephone lines and pneumatic tubes for transporting mail were placed in the sewers 
on account of the facility of installation and maintenance. Gas mains were also placed in 
а few of the sewers until explosions led to the abandonment of this practice. 
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9. Dry vs. Water-carriage Systems.— The Parisians com- 
mitted the mistake, about 1820, of insisting by ordinance on 
cesspool construction. It was recorded that the whole subsoil 
of Paris was on the point of becoming putrid with cesspit matter, 
and that the ordinance was passed in consequence. The cess- 
pools finally became so offensive that the nostrils of the Parisians 
were plagued and a new system of sewerage was developed. 
At that time European sanitarians were divided into two schools, 
advocating respectively the “агу” and the ''water-carriage " 
methods of collecting exerementitous matter. In the former 
this matter is collected and removed in pails, and in the latter it is 
flushed into the sewers. The former is still used in a number of 
European cities, but is employed only on a small scale in the 
United States. 

There are sections in many cities where it is impracticable 
to discharge sewage into the city sewerage system due to topo- 
graphical obstacles difficult or expensive to overcome, to remote- 
ness, ог to lack of funds. Неге the “агу” method is sometimes 
employed, but the use of cesspools is to be preferred if soil 
conditions are adapted to their use. The former is insanitary, 
inconvenient, expensive as to final disposal of excreta, and 
frequently a menace to public health through the spreading of 
disease germs by flies. 

Tight cesspools require frequent removal of their contents and 
transportation to a place of disposal; and if not emptied in time, 
cause much trouble by overflowing. Leaching cesspools, which 
are intended to allow their contents to percolate into the sur- 
rounding earth, are often satisfactory if located in porous earth 
and at a sufficient distance from dwellings: but their use results 
in pollution of the soil and endangers well water suppliés, and 
after a time the earth is likely to become clogged so that the 
contents of the cesspool will no longer percolate away. 

The water-carriage system is sanitary and removes the house- 
hold wastes immediately and economically to the point of dis- 
posal. It is the most satisfactory method in use at the present 
time and where it is at all practicable, should be used in preference 
to the “dry” system or cesspools. 

10. Early American Sewers.—Little is known of the early 
sewerage works in the United States. Often they were con- 
structed by individuals or the inhabitants of small districts, 
at their own expense and with little or no public supervision. 
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There was a tendency in this country, as elsewhere, to con- 
struct the early sewers of needlessly large dimensions. Опе of 
the oldest sewers in Brooklyn was in Fulton Street. Although 
it drained an area of less than 20 acres and was on a grade of 1 
in 36, it was 4 ft. high and 5 ft. wide. For many years the 
largest sewer in Manhattan was that in Canal Street, built 
somewhere between 1805 and 1810; it was 8 by 16 ft. in section 
and about 1850 was in very bad condition, being referred to by 
engineers of that time as affording instructive information of 
things it was wise to avoid. Its large size doubtless was made 
necessary by the existence of a brook at this place which was at 
one time provided with plank walls and was used by small 
boats, as illustrated in Valentine's “Manual of New York." 
In some cases, the sewers were not only very large at their 
outlets but were continued of the same size to their heads; it 
was impossible to secure adequate velocity in such sewers unless 
they were laid on steep grades, and consequently some of them 
became offensive when the sludge accumulating in them under- 
went decomposition. In some cases, in fact, the slopes were in 
the wrong direction. 

It should be noted that sewers were constructed originally, 
both here and abroad, for the removal of storm water, all exereta 
being excluded from the sewers of London till 1815; from those 
of Boston till 1833; and from those of Paris till 1880. In 1847, 
the connection of houses and cesspools to the sewers was required 
by law in London, while in Baltimore even as late as in 1922 
there remained 20,000 houses unconnected with sewers. 

The first application of engineering skill to the design of 
American sewers was in 1857, when Julius W. Adams was 
appointed to prepare plans for the sewerage of Brooklyn, N. Y. 
For many years thereafter the Brooklyn sewers served as models. 
In the following year E. S. Chesbrough submitted his first report 
on a comprehensive sewerage system for Chicago, Ill. In 1874, 
J. Herbert Shedd established the basie principles for the design of 
a sewerage system at Providence, R. I. Two years later a 
committee, consisting of Messrs. E. S. Chesbrough, Moses 
Lane, and Dr. C. F. Folsom, reported on the sewerage of Boston, 
Mass., advocating the general plan now in effect. 

11. Introduction of Separate Sewers.—The United States 
suffered, just as England did at an earlier date, from the 
improper design of separate systems of sewerage in which the 


INTRODUCTION 11 


house sewage and rain water are kept nearly or quite distinct. 
Just who designed the first system of sewers for removing 
house sewage separately is not definitely known, but the prin- 
ciple was strongly advocated as early as 1842 by Edwin 
Chadwick. He has been called the “father of sanitation in 
Englafhid," and unquestionably played an important role in 
arousing that country to the need of greater cleanliness, not 
only in cities but also in rural districts. He was a man of 
convincing address, great self-reliance, and enthusiasm, and 
strong imagination which was, unfortunately, not restrained 
by technical knowledge. As a result he advocated, even in 
meetings of engineers, so-called hydraulic principles and some 
features of design that were wholly incorrect, which at last 
resulted in his being publicly branded as a charlatan at a meeting 
of the Institution of Civil Engineers at which he was in 
attendance. 

However, the principle of the separation of house sewage 
from rain water, advocated by Chadwick, was so meritorious 
for many places that it was developed along rational lines by а 
number of leading English engineers, notably Sir Robert 
Rawlinson, whose “Suggestions as to Plans for Main Sewerage, 
Drainage, and Water Supply," published by the Local Govern- 
ment Board, did much to prevent the laying of sewers of too 
small size and poor alignment, without proper facilities for the 
cleaning which is likely to be necessary in all such works. 

The separate system received much study by American 
engineers, as was natural in view of their reliance on English 
practice for precedent. Fortunately, however, the difference 
between the character of the rainfall in England and the United 
States was known here and its influence on the design of sewerage 
works was appreciated. 'The English rains are more frequent 
but less intense, and hence our storm-water drains must be 
larger for like topographical conditions. Our heavier rains 
afford more vigorous flushing action in the sewers, so that the 
necessity for the rather elaborate provisions for flushing combined 
sewers in many European cities is not so evident here. Wherever 
the surface drainage could be cared for satisfactorily at a low 
cost without the use of large combined sewers receiving both 
sewage and rain water, there was а manifest advantage in adopting 
the separate system, providing only the sewers and leaving the 
building of storm-water drains for the future. This was done 
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at about the same time (1880) in designs prepared by Benezette 
Williams for Pullman, Ill, and George E. Waring, Jr. for 
Memphis. The Memphis system was the most conspicuous, 
although a comparative failure, a fact which the people of that 
city naturally suppressed for business reasons for many years. 

By 1882 the main lines in some places were reported by the 
City Engineer, Niles Meriwether, to be taxed to their full 
capacity. "The inadequate capacity of the larger sewers resulted 
in the construction of a relief sewer during 1885-1886. Engineers 
familiar with the conditions were convinced that some of Colonel 
Waring's favorite details had proved defective, and that the 
Rawlinson type of separate system, with larger pipes laid without 
vertical or horizontal bend between successive manholes, was 
preferable. The partial failure of the so-called Waring system 
was demonstrated, therefore, in about 5 years’ experience at 
Memphis; this was a little longer than was required to demon- 
strate the same thing at Croydon, England, 30 years before the 
Memphis experiment. The National Board of Health felt 
some distrust regarding such systems soon after its formation, 
and accordingly it sent Rudolph Hering to Europe on a tour 
of investigation, which lasted nearly a year. On his return 
he prepared an elaborate report on the principles of sewerage 
and their exemplification in the best works of Europe, which 
outlined the respective fields of the separate and combined 
systems. 

12. Development of Methods of Sewage Treatment.—The 
disposal of the sewage of most cities, until recent years, was 
carried out by the easiest method possible, without much 
regard to unpleasant conditions produced at the place of disposal. 
Irrigation with sewage was apparently practiced at ancient 
Athens, but there is very little definite information on any 
methods of disposal on land down to about three hundred 
years ago, when sewage farming was successfully introduced 
at Bunzlau, Germany. The earliest municipal work of the kind 
in Great Britain was on the Craigentinny meadows of about 
four hundred acres extent, receiving the sewage of a part of 
Edinburgh for about a century. The subject of disposal received 
only occasional local attention, however, until the construction 
of sewerage systems after the cholera epidemics of 1832-1833 
and 1848-1849. Owing to the small size of British streams, 
their pollution by the sewage discharged into them soon became 
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a nuisance. Interference with agricultural and manufacturing 
uses of water was apparently at first given more attention than 
possible danger to health. When the cholera epidemic of 
1854 had been suppressed, Parliament passed the comprehensive 
Nuisances Removal Act of 1855, to which reference has already 
been made. This did not make sewage treatment compulsory, 
however, nor did the Rivers Pollution Prevention Aet of 1876, 
although as early as 1865 а royal commission had reported: 

First, that whenever rivers are polluted by a discharge of town sewage 
into them, the towns may reasonably be required to desist from causing that 
publie nuisance. 

Second, that where town populations are injured or endangered in health 


by a retention of cesspool matter among them, these towns may reasonably 
be required to provide a system of sewers for its removal. 


In 1880 the discovery of the bacillus of typhoid fever, by 
Eberth in Germany, marked the beginning of а new era in 
sanitation. Previously, the relation of pollution to disease 
had been but faintly understood, as the science of bacteriology 
was in its infancy, and its application to matters of stream 
pollution and sewage disposal had not been grasped. In 1877 
Shloesing and Muntz, in France, and, in 1882, Robert Warington, 
in England, proved conclusively that the oxidation of ammonia 
and organic matter was effected by the agency of living organisms, 
and Warington proceeded to devise practical methods whereby 
living organisms could be utilized for the nitrification of the 
organic matters in sewage. Later, through the studies at the 
Lawrence Experiment Station of the Massachusetts State Board 
of Health, the fundamental biological conditions underlying the 
oxidation processes of sewage treatment became established. 

Two methods of treating sewage had been in vogue before 
this time. The irrigation of land by sewage was the older of 
these, but the precipitation of the soiids and some of the dis- 
solved matter by chemical treatment and subsequent sedimen- 
tation attracted more attention owing to its exploitation by 
promoters as well as to the favorable opinion of it held by many 
careful and conservative engineers. 

The density of population in England and the very small 
amount of land well suited for sewage farming and filtration 
led to partieular interest in intensive methods of treatment, 
whereby in plants of comparatively small area the sewage was 
rendered suitable for a final treatment on land, which was 
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practically compulsory for most English systems discharging 
into fresh water. This constraint was exercised by the Local 
Government Board, without whose approval money could not 
be raised for publie works except by special act of Parliament; 
the Board required a final land treatment until comparatively 
recently. Consequently septic tanks, trickling filters, and 
contact beds, which were rapidly developed after the underlying 
biological factors had been determined, were received with 
acclamation and tested on a practical scale that was unwarranted, 
for instance, in Germany. 

'The disposal of sewage in the United States did not receive 
so much attention 40 years ago as in England, because the 
extent of the nuisance eaused by its discharge into the relatively 
large bodies of water was not so marked and because of the 
greater area of land suitable for broad irrigation or intermittent 
filtration on beds graded in situ, and of relatively cheap materials 
suitable for the construction of artificial treatment beds in some 
localities where pollution was objectionable. Its importance 
was foreseen by the Massachusetts State Board of Health early 
in the seventies, and its secretary, Dr. C. F. Folsom, made a 
careful study of disposal in Europe, which resulted, in 1876, 
in a report which was the most complete statement that had 
been made of the state of the art at that time. Irrigation 
and filtration were introduced in a few places, but it was not 
until certain rivers in Massachusetts became quite offensive 
that any work on a large scale was undertaken. The first 
extensive treatment plant utilized chemical precipitation and 
was built at Worcester, Mass., in 1889-1890, from the plans of 
Charles A. Allen with the advice of James Mansergh of London 
and Prof. Leonard P. Kinnicutt of Worcester. It was about 
this time (1887), that the Massachusetts State Board of Health, 
which had been given large powers of control over the disposa! 
of sewage, established the Lawrence Experiment Station for the 
study of both water and sewage treatment; the influence of the 
research work done there has been deep and far-reaching, as 
above noted, being particularly noteworthy for the prominence 
given in early years to intermittent filtration, а method of dis- 
posal neglected in England on account of the limited tracts of 
land suitable for its practice. The increasing demand for 
sewage treatment and the impracticability of procuring sufficient 
areas of suitable soil for land treatment in many localities, 
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partieularly for cities even of moderate size, have led to the 
rather wide adoption in the last quarter-century of more inten- 
sive methods of treatment. 

13. Respective Usefulness of Separate and Combined Sewers. 
A combined sewerage system requires but a single conduit in a 
street, thus saving a portion of the space required by the two 
conduits of the separate system. This is important in streets 
congested with underground structures. Usually the quantity 
of domestic and industrial sewage is not greater than the margin 
of error in estimates of the quantity of storm water to be removed. 
Therefore the inclusion of the sewage with the storm water 
does not require a combined sewer appreciably larger than the 
storm-water drain required for serving the same district ade- 
quately. Even where an appreciably larger section is required, 
the additional cost of building the combined sewer as compared 
with the cost of the drain will generally be practically negligible. 
Hence the cost of a combined system is less than that of both a 
separate sewer system and a storm drainage system, where 
complete underground removal of storm water and sewage is 
necessary. 

It may be undesirable to allow storm water from urban districts 
to contaminate neighboring bodies of water, not only because of 
sanitary objections but sometimes because of the disagreeable 
appearance of accumulations of refuse or deposits of sediment form- 
ing on the bottoms of these water courses, or of floating matter 
and slick. Such conditions in many cases make necessary an 
extensive drainage system which might as well be used to remove 
sewage, thus avoiding the additional expense of dual systems. 

Where a separate system of sewers is paralleled by a drainage 
system and roof water cannot be allowed to flow over the surface 
of the ground, a system of collecting drains is required outside 
the buildings in addition to the usual inside plumbing, or two 
systems of plumbing are necessary within the buildings, one 
to take care of the sewage and the other to remove the roof 
water. This is not only expensive to the property owner but 
such systems offer opportunities for mistakes in making connec- 
tions which need only be few in number to defeat the entire 
purpose of the separate systems. There have been sewerage 
and drainage systems administered so badly that the surface 
water was discharged through incorrectly made connections 
into separate sewers, forcing the sewage back into the cellars 
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and out through manholes upon the streets; in other cases 
sewage has been discharged into drains, resulting in unnecessary 
and objectionable pollution of waters into which they emptied. 

Notwithstanding these disadvantages of the separate system 
there are certain conditions under which it may be advantageous. 
Dr. Hering summarized! some of them as follows: 


The separate system is suitable, 

Where rain-water does not require extensive underground removal and 
can be concentrated in a few channels slightly below the surface, or where it 
can safely be made to flow off entirely on the surface. Such conditions are 
found in rural districts where the population is scattered, on small or at 
least short drainage areas, and on steep slopes or side hills. 

Where an existing system of old sewers, which cannot be made available 
for the proper conveyance of sewage, can yet be used for storm-water 
removal. 

Where purification is expensive, and where the river or creek is so small 
that even diluted sewage from storm-water overflows would be objectionable, 
especially when the water is to be used for domestic purposes at no great 
distance below the town. 

When pumping of the sewage is found too expensive to admit of the 
increased quantity from intercepting sewers during rains, which can occur 
in very low and flat districts. 

Where it is necessary to build a system of sewers for house drainage with 
the least cost and delay, and the underground rain-water removal, if at all 
necessary, can be postponed. 

The principle of separation, although often ostensibly preferred on sani- 
tary grounds, does not necessarily give the system in this respect any decided 
advantage over the combined, except under certain definite conditions. 
Under all others, preference will depend on the cost of both construction and 
maintenance, which only a careful estimate, based on the local requirements, 
can determine, 


GENERAL FACTORS AFFECTING THE SEWERAGE PLAN 


The general plan of a sewerage system is governed by twe 
prime factors, the topography of the city and the place of 
disposal of the sewage. The two are sometimes so simple 
in their effect that the general arrangement to be followed 
is self-evident, but in other cases they have complex inter- 
relations which require protracted study before the best system 
can definitely be determined. 

14. Influence of Topography on Sewerage Plan.—The arrange- 
ment of the small and large sewers which make up a sewer 
system is influenced largely by the topography of the city. 


Report to National Board of Health on European Methods of Sewerage and Sewage 
Disposal, 1881. 
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Tn a large city situated on a flat plain without any neighboring 
rivers or lakes into which the sewage can be discharged without 
elaborate treatment, the radial system may prove best. This 
has its most elaborate development in Berlin, where it was 
introduced by Hobrecht. The city is divided into a number of 
sectors and the sewage of each sector is carried outward by 
pumping to its independent disposal farm, or the trunk sewers 
of two or more sectors may be connected to a farm. The 
advantage of this system is that most of the sewers are likely 
to be of adequate capacity for а long period, and the large 
expensive sewers are reduced to their minimum length. 

In most cases such an arrangement is rendered impracticable 
by the configuration of the ground surface. Usually, moreover, 
old sewers complicate the problem, for it is always desirable 
to utilize existing structures so far as practicable. Only in 
rare cases does the engineer have an opportunity to design a 
complete sewerage system for a large city, as was the case 
in New Orleans and in Baltimore. 

In Baltimore, where the sewage had to be taken 534 miles 
outside the city for treatment, and where there was no objection 
to the discharge of storm water into the nearest water courses 
adapted to receiving it, separate systems of sewers and drains 
were built. 'The city is intersected by four streams, which 
discharge into branches of the Patapsco River. One of these 
Streams received so much foul run-off that it has been covered 
over; the others are open. The Patapsco and its branches are 
tidal arms of Chesapeake Bay. The drainage area was divided 
into 28 distriets, and the storm-water drains in each one were 
planned independently of the rest, to fit the topography and 
arrangement of streets in the best way. These drains were 
kept as close to the surface as possible, in the interest of economy 
and in order not to force the sewers so low that it would be 
difficult to connect the houses with them. In one low-lying 
district where the drainage problem was particularly difficult, 
the plans called for raising the street grade and building a drain 
to carry the storm water into the Patapsco River instead of a 
nearer stream which was likely to have its surface raised con- 
siderably during floods, a condition which might cause a sur- 
charge of the drains emptying into it. 

The removal of the house sewage was a much more complicated 
problem. Part of it comes from districts which are high enough 
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to enable the sewage to flow by gravity to the treatment works, 
but a large part has to be pumped. ‘The dividing contour line 
between these two sewerage distriets was determined by two 
factors, the elevation at which the sewage must be discharged 
at the treatment works and the minimum safe slope of the 
outfall sewer from the city to the works. 'The accompanying 
plan of the main sewers, Fig. 1, shows where the outfall sewer 
reaches the eastern boundary of the city and is continued through 
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Fic. 1.—Baltimore main sewer system. 


it toward the western boundary as a high-level main, receiving 
all the sewage that can be delivered by gravity to the disposal 
works. The sewage of the low-lying portions of the city is 
collected by four main sewers, on two of which are small pumping 
plants to lift the sewage to avoid excessive depth of trench, 
which is undesirable on account of the high cost of construction 
in deep trenches in water-bearing soil, and the difficulty of 
connecting the tributary sewers satisfactorily with deep-lying 
mains. All these mains run to a station containing five pumps, 
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each with а nominal rating of 27,500,000 gal. a day against a 
total head of 72 ft. These pumps force the sewage through two 
lines of 42-in. east-iron mains 4,550 ft. long into а sewer about 
1 mile long, discharging by gravity into the main outfall sewer. 

Between the arrangement of sewers in the Borough of Man- 
hattan, formerly discharging both storm water and house 
sewage through short lines into the nearby rivers through 
many outlets, and the arrangement at Baltimore with its separa- 
tion of the storm water and the sewage, its high and low levels, 
pumping stations, long outfall sewer and elaborate sewage 
treatment works, there is an infinite variety of combinations 
practicable. In every ease, however, the topography suggests 
the natural drainage and the street plan exercises а more or 
less strong modifying influence. Special attention should be 
paid to the low-lying districts, for it is there that the largest 
sewers must be built in many cases, and the difficulties of con- 
struction are the greatest. It may be found advisable to reduce 
such work to a minimum by constructing an intercepting sewer 
at a somewhat higher level and thus restrict the construction 
in the low-lying sections to small sewers only deep enough to 
Serve the property of those districts. 

Another influence of topography on sewerage plans, often 
overlooked, was stated as follows by Dr. Hering in his report 
of 1881 to the National Board of Health: 

In ease of sudden showers on a greatly inclined surface which changes to 
a level below, the sewers on the latter will become unduly charged, because a 
greater percentage flows off from a steeper slope in a certain time. То 
avoid this uneven reception, the alignment should, as much as possible, be 
80 arranged as to prevent heavy grades on the sloping surface, at the expense 
of light ones on the levels. In other words, the velocity should be equalized 
as much as possible in the two districts. This will retain the water on the 
slopes and increase its discharge from the flat grounds, thus corresponding 
more to the conditions implied by the ordinary way of calculating the 
capacity of sewers. It will therefore become necessary not to select the 
shortest line to the low ground, but, like a railroad descending a hill, a 
longer distance to be governed by the gradient. This does not necessarily 


imply a longer length of sewers for the town, because more than one sewer 
for a street is not required by it. 


Still another decided influence of topography is shown where 
the configuration and surroundings of the city are such that 
it is advisable to employ combined sewers in all parts of the 
city down to the lowest contour line which will permit storm- 
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water overflows to be used. This is the rule adopted by E. J. 
Fort for the new sewerage works of Brooklyn. Below this 
contour line, the combined sewers become storm-water drains, 
run àt а higher level than the separate sewers, so as to have а 
free outlet to tide water, and the sewage of the low districts 
is pumped to points of disposal. 

After the most favorable location of the sewers has been 
determined from an exclusive sewerage viewpoint, the desira- 
bility of minor changes of position to avoid needless interference 
with travel through busy streets should receive attention. 
The construction of a sewer in a narrow or crowded street costs 
the community a considerable sum in indirect damages and 
directly affects those having places of business on the streets. 

15. The Necessity for Sewage Treatment.—The main diffi- 
culty in sewage disposal is due to the putrescible organic sub- 
stances present in the sewage and in that portion of the street 
wash which flows away during the early part of a rain. These 
substances necessitate treatment of the sewage to prevent 
objectionable conditions in many instances. While these 
deleterious organic substances are small in amount—generally 
considerably less than one-tenth of 1 per cent, the remaining 
99.9 per cent of the sewage being water—their successful handling 
and treatment constitutes the essential problem in sewage 
disposal. 

The part of the street wash which enters the sewers and 
drains after the refuse on the pavements has been carried off is 
relatively much less polluted, and on this account it can often 
be discharged into waters or over land unfitted to receive seri- 
ously polluted water. Where the streams into which sewage 
must be discharged are small and it is necessary to keep them clean, 
as is generally the case in Great Britain, the chief objection to 
the discharge of storm water into them is due to the suspended 
solids carried by the flowing water. These may form undesirable 
deposits on the banks and the bed of a stream and the refuse 
floating on the surface may give an objectionable appearance 
to the water. Consequently it is the general engineering rule 
in Great Britain that where the dry-weather sewage must be 
treated before it is discharged into а body of water, the storm 
flow must also be treated before discharge into the same body 
of water, until its volume equals at least three times the normal 
flow of dry-weather sewage. Many American cities with com- 
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bined sewers now permit the discharge of untreated storm 
flows into neighboring rivers or lakes, and it is not unlikely 
that some of them will be faced with the necessity of installing 
works for removing part of the suspended matter from the 
storm flows before final discharge. Even where separate 
storm drains are provided such treatment may be necessary 
in some cases. 

The necessity for a large part of the treatment which sewage 
should receive before its final disposal is due to the organic 
matter it contains. Under normal conditions, this changes 
fairly rapidly into other substances, some of them offensive, 
and the change is accompanied by a rapid growth of bacteria. 
Some species of bacteria originally present may be objectionable 
in the water receiving the sewage. The purpose in treating 
sewage is to remove the solids which cause deposits in the rivers 
and ponds, as well as undesirable surface conditions, and to 
carry out certain changes in the organic matter without causing 
offense, under the control of the operator of the treatment 
works, until the final effluent from the works has its organic 
matter in such a state that any further changes which it may 
undergo сап proceed in the river or lake without detriment to 
the quality of the water for the purposes for which it is used. 

There are many different methods of treatment, such as 
dilution in а large body of water, removing the solids by screens 
or by sedimentation in small or large tanks, allowing the sewage 
or the organic solid matter settling from it to remain in tanks 
under conditions which will cause various changes in it, changing 
the character of sewage by aeration, and filtering the sewage or 
the effluent from some previous form of treatment. In each of 
these methods of treatment a certain minimum fall through 
the tanks or filters and the outfall sewer is necessary and must 
be provided, naturally or by pumping, and consequently the 
method of treatment and disposal of sewage affects not only the 
direction from the city which the outfall sewer or sewers must 
take but also the slopes of such sewers. 

16. Influence of Method of Disposal on Sewerage Plan.— 
There are three general methods of disposal which affect the 
design of à sewerage system. 

One of these disposal methods is to discharge directly into а 
river or other body of water on the shore of which the city lies. 
The Borough of Manhattan, New York City, arrangement prior 
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to about 1922 shown in Fig. 2, was an example of this, with its 
numerous main sewers running east and west to outlets at the 
Hudson and East Rivers. 

Another method of disposal is to intercept the sewage and 
convey it to a point in the adjoining body of water where it 
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Fic. 2.—Locations of sewer outlets in 1922, New York City. 


will not cause trouble; this may not be necessary at first, but 
in most cases it is inevitable if the city grows as rapidly as do 
most American municipalities, and attention must be paid to it, 
particularly to the future desirability of separating the sewage 
from part of the storm water. The Cleveland system shown 
in Fig. 3 is an example of this intercepting plan, although some 
of the sewage is now being treated before its discharge. 
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À third method of disposal is to treat the sewage so as to 
materially change its character before it is discharged into a 
body of water. This makes it necessary to deliver the sewage 
to treatment works, suitable sites for which are difficult to 
proeure in many cases, partieularly where the country is well 
built up and enough open land properly situated is not available 
in the city, while neighboring towns object to the plant being 
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Fig. 3.—Cleveland intercepting sewer system. 


located within their limits. The separation of storm water from 
the sewage often becomes financially advisable, so as to permit 
the former to be discharged by short, direct lines into the river, 
lake or bay nearby. In the case of combined sewers, the same 
end is attained by making provision at one or more points for 
the discharge of the storm water in excess of a predetermined 
amount, through overflow weirs or chambers into channels or 
other outlets leading directly to the river or lake. 
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In cities situated on rivers it is customary to convey the ` 
sewage to a point below the thickly settled district, whether 
the sewage is to be discharged in its raw state or is to be treated 
by some artificial means before discharge. This plan avoids 
the danger of causing objectionable conditions along the water 
front and, perhaps, the contamination of the local water supply 
by the discharge of sewage into the river. Similarly, cities 
situated on the Great Lakes may convey their sewage in the 
direetion of the trend of the waters to a point well beyond the 
populous districts. This policy is not so well established nor 
so effective as in the river cities, for the lacustrine current is 
not so marked as most river currents and it may be altered 
temporarily by adverse winds. Cities situated on tidal waters 
often build long intercepting sewers to convey the sewage to 
favorable localities for discharge. 

Each method of treatment has certain requirements which 
may determine the location at which it can be practiced. Inter- 
mittent sand filtration requires large areas of suitable sand. 
Rapid filtration through deep beds of coarse aggregates requires 
more head than other methods. Aeration requires a power 
plant to supply compressed air. Some tank treatments are 
accompanied by offensive odors. These conditions, explained 
in later chapters, make it desirable to study the practicability 
of discharging sewage at several nearby points, after suitable 
treatment to fit it for the conditions at each outlet, rather than 
the delivery of all of the sewage through a long, expensive 
outfall sewer to a single treatment plant. It should be under- 
stood at the beginning of any study of sewage disposal that the 
purpose of treatment is to protect the water or land receiving 
the sewage. Changing the character of the sewage merely 
for the sake of making it less offensive or dangerous is a waste of 
money unless it is necessary, just as it is a waste of money to 
provide works to carry the sewage farther than the local con- 
ditions in each сазе require. It should also be understood that 
where the conditions warrant treatment by dilution, which means 
the discharge of sewage into a large body of water, that method of 
treatment is not only the cheapest in first cost in most cases but 
is just as well established as a truly scientifie process as the most 
elaborate artificial treatment by sedimentation, aeration, filtra- 
tion and sterilization, needed by a city not favored by Nature 
with conditions admitting the use of less expensive methods. 
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17. Municipal Liability for Inadequate Sewers.— There is а 
quite general belief that a city is never liable for damages caused 
by the inadequate capacity of sewers. As a matter of fact, 
a city may be liable for such damages under certain conditions, 
and even where there is no legal liability a grave moral responsi- 
bility rests upon the engineer who designs a sewerage system. 
The present legal aspect of the subject places the engineer 
upon a strictly professional plane like that of a physician or 
lawyer, and it is one of the few instances in which the courts 
have recognized the professional nature of engineering. 

It has been held that if a city has a collection of sewers and 
it cannot prove that this collection was built or rebuilt in accord- 
ance with a comprehensive plan prepared by an engineer 
presumably competent to design such works, the city is liable 
for any damages which may result from the inadequate capacity 
of the sewers.! This makes it advisable for the city to employ 
competent engineers to design its sewers and to approve the 
sewers in any additions incorporated within the municipal 
boundaries from time to time. 

In some cases the courts have held that if а city employs a 
presumably competent engineer to design its sewerage system 
and the construction proceeds in conformity with his plan and 
subsequent modifications of it by presumably competent 
engineers, it is not liable for damages due to a fault in the plan. 
In Massachusetts, it is not clear that the sewer system must 
be designed by an engineer, the law being stated? as follows: 
“Certain governing principles of law are well established. 
A municipality is not responsible for any defect or want of 
efficiency in а general plan for drainage adopted by a board of 
publie officers, even though private individuals may be exposed 
to great inconvenience and loss." The city is liable, however, 
for damages due to the known lack of repair of sewers or its 
failure to maintain them to the standard of efficiency of the 
original construction. 

The damages caused by inadequate sewers are generally 
due to an insufficient estimate of the quantity of sewage for 
which provision must be made, particularly where the combined 


1 A typical ruling of this sort was made in the case of Hart vs. City of Neillsville, 104 N 
W. Rep. 699, where the Wisconsin Supreme Court made the decision. 

2 Diamond vs. North Attleborough, 219 Mass. 590; see, also, 4 N. E. Rep. 321 (New York 
Court of Appeals); 61 Atl. Rep. 180 (Maine Supreme Court). 
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system is used. Too large capacity not only causes needless 
expense but develops a tendency for the sewage to flow so slowly 
and in such shallow streams that part of the suspended solids 
will settle on the inverts, forming offensive deposits. If the 
sewers are too small, cellars may be flooded with sewage, 
which may even rise from manholes and gutter inlets and flow 
over the surface of the ground, resulting in damage and litigation. 
The subject, in some respects, is one of the most important in 
the field of sewerage engineering, one calling for sound judgment 
as well as knowledge. 


SEWERAGE OF BUILDINGS 


18. The Plumbing System.—Since the house plumbing system 
is the beginning or upper end of the sewerage system, it is 
desirable to consider it briefly before entering upon the detailed 
study of the sewers themselves. 

The plumbing system of a building includes the pipes for the 
water supply, the fixtures for its use and the drains for its removal. 
The drains sometimes carry rain water from the roof when the 
city permits its discharge into the sewer. The names of the 
various pipes and fixtures are shown on Fig. 4. 

19. Relation of Plumbing to Health.—As the house drainage 
system carries putrescible material sometimes containing patho- 
genic or disease producing bacteria, it is necessary that it be 
both water and air tight so as to prevent the leakage of sewage 
or foul air and gases into the building. Such leakage yields 
unpleasant odors and makes possible the infection of food through 
insect carriers. Leakage in the soil outside the building may 
contaminate the water in adjacent wells. Gases given off from 
decomposing feces, fats and other household wastes or from 
gasoline from garages, are common in sewers and may enter a 
building through leaky or unsuitably constructed plumbing. 
Illuminating gas may leak into sewers, and the processes of 
decomposition produce hydrogen sulphide, carbon dioxide, 
methane and other gases. While there is slight probability of 
the presence of bacteria in sewer gases, they are malodorous 
and may produce headache, nausea and fatigue. It is evident, 
therefore, that the plumbing system should be suitably con- 
structed to provide for convenience and the protection of health, 
although the latter has often been overemphasized. 
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20. Basic Plumbing Principles.— The U. S. Bureau of Stand- 
ards! has formulated the basic principles to be observed in all 
plumbing installations as follows: 
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Fig. 4.—Typical vent and drainage system for dwelling. ? 


1. АП premises intended for human habitation or occupancy 
shall be provided with а supply of pure and wholesome water. 


1" Recommended Minimum Requirements for Plumbing in Dwellings and Similar Build- 


ings." 1924, p. 13. 
2 Adapted from Wisconsin State Plumbing Code. 
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2. Buildings in which water-closets and other plumbing 
fixtures exist shall be provided with & supply of water adequate 
in volume and pressure for flushing purposes. 

3. The pipes conveying water to water-closets shall be of 
sufficient size to supply the water at а rate required for adequate 
flushing without unduly reducing the pressure at other fixtures. 

4. Devices for heating water and storing it in “boilers,” 
or hot-water tanks, shall be so designed and installed as to 
prevent all dangers from explosion and also prevent а back 
flow of hot water through a meter connected with a publie water 
supply. 

5. Every building intended for human habitation or occupancy 
on premises abutting on а street in which there is a publie sewer 
shall have a connection with the sewer, and, if possible, a separate 
connection. 

6. In multiple dwellings provided with a house drainage 
system there shall be for each family at least one private 
watercloset. 

7. Plumbing fixtures shall be made of smooth non-absorbent 
material, shall be free from concealed fouling surfaces, and shall 
be set free of inclosures. 

8. The entire house drainage system shall be so designed, 
constructed, and maintained as to conduct the waste water or 
sewage quickly from the fixture to the place of disposal with 
velocities which will guard against fouling and the deposit of 
solids and will prevent clogging. 

9. The drainage pipes shall be so designed and constructed 
as to be proof for a reasonable life of the building, against leakage 
of water or drain air due to defective materials, imperfect con- 
nections, corrosion, settlements or vibrations of the ground or 
building, temperature changes, freezing, or other causes. 

10. The drainage system shall be provided with an adequate 
number of cleanouts so arranged that in case of stoppage the 
pipes may be readily accessible. 

11. Each fixture or combination fixture shall be provided with 
a separate, accessible, self-scouring, reliable water-seal trap 
placed as near to the fixture as possible. 

12. The house-drainage system shall be so designed that 
there will be an adequate circulation of air in all pipes and no 
danger of siphonage, aspiration, or forcing of trap seals under 
conditions of ordinary use. 
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13. The soil stack shall extend full size upward through the 
roof and have a free opening, the roof terminal being so located 
that there will be no danger of air passing from it to any window 
and no danger of clogging of the pipe by frost or by articles 
being thrown into it or of roof water draining into it. 

14. The plumbing system shall be subjected to & water or 
air pressure test and to a final air-pressure test in such а manner 
as to disclose all leaks and imperfections in the work. 

15. No substances which will clog the pipes, produce explosive 
mixtures, or destroy the pipes or their joints shall be allowed 
to enter the house-drainage system. 

16. Refrigerators, ice boxes, or receptacles for storing food 
shall not be connected directly with the drainage system. 

17. No water-closet shall be located in a room or compartment 
which is not properly lighted and ventilated to the outer air. 

18. If water-closets or other plumbing fixtures exist in buildings 
where there is no sewer within reasonable distance, suitable 
provision shall be made for disposing of the house sewage by 
some method of sewage treatment and disposal satisfactory to 
the health authority having jurisdiction. 

19. Where а house-drainage system may be subjected to 
back flow of sewage, suitable provision shall be made to prevent 
its overflow in the building. . 

20. Plumbing systems shall be maintained in a sanitary 
condition. 

21. The Water Supply.— То determine the pipe sizes required 
for the water supply system, it is necessary to know the amount 
to be supplied to the various fixtures. The Bureau of Standards! 
has suggested that fixtures be rated upon a fixture unit basis, 
this unit being 1 eu. ft. per min. or the rate of discharge from 
an ordinary wash basin with а 114 in. outlet. The following 
values for the various fixtures are recommended by the Bureau. 


Fixture Unit 


Lavatory Or wash: DRAINS oen efe qu Хе k жау 1 
Kitchen nk ques аа ааа EE 1% 
Bath n LO ORO EIC OS EODD OE 2 
Laundry tray, urinal, shower bath or floor drain........ 3 
БОТА ИО scatti oS eA S CLEA г 4 
Water сїовеў.........-...: в, БУ aie cdm mnt 6 


t “Recommended Minimum Requirements for Plumbing in Dwellings and Similar 
Buildings," 1924. 
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With the discharge rate known, the diameter of pipe is com- 
puted by any of the accepted hydraulic formulas. 

Table 1 gives the approximate quantities of water to be 
supplied to the various fixtures with the necessary pipe sizes, 
as suggested by W. S. Timmis.! 


TABLE l.—REÉcoMMENDED 81485 oF WATER 8орриү Pipes TO FIXTURES 
(Standard wrought pipe) 


Number of fixtures 


Fixture 
1 2 1 8 12 16 24 32 40 
Water closet 
Tank type—g.p.m............ 8 16 24 48 60 80 96 |128 |150 
Ранар оры м 35| 1 14| 1| 15) 2 2 2 
Flush valve type—g.p.m...... 30 50 80 |120 |140 |160 |200 |250 |300 
етеу УРО: 1 1M| 134) 2 2 2 234) 23g] 214 
Urinal 
Tank type—g.p.m............| 6 12 20 32 42 56 72 90 |120 
PADS шө Шагы. octets els ЫЛ 34; 1 14| 14| 134) 15 2 2 
Flush valve type—g.p.m...... 25 37 45 75 85 |100 [125 [150 [175 
PIDE Wise n... cruore y 1 14| 14| 1M| 15| 2 2 2 2 
Wash basin! 
CEDENS Eus РУТИТЕ 4 8 12 24 30 40 48 64 75 
Pipe айе, Jn... ele oai M| M 34] 1 1 14| 134) 16| 1M 
Bathtub 
Gpand Шабан шири; 15 30 40 80 96 |112 [144 |192 |240 
Pipe апше, Jn... cicer eod d 34) 1 1M| 1$ 2 2 2 214| 21 
Shower bath 
[€ Pres IRSE CAPAS SEA UPS SEA 8 16 „3° 64 96 |128 [192 |256 |320 
Pipe size, ів................ M 34] 1M| 14 2 2 234) 23| 3 
Sinks! 
Slop, kitchen 
G.p.m... dee 15 25 40 | 64 S4 96 120 |150 |200 
Pipe візе, їп.............. 34| 1 14| 13| 114| 2 2 2 21$ 
! Each faucet. 


Sizes based on pressure drop of 30 Ib. per 100 ft 
Hot-water faucets to be disregarded when estimating sizes of risers and mains. 


22. The Drainage System.—The vertical drains carrying 
the discharge from fixtures are called soil ог wasté stacks, the 
former term being employed where the pipe carries the discharge 
of water closets. The horizontal runs are called drains and are 
laid on slopes of from 1$ to 15 in. per foot. А trap is a depressed 
portion of the drain constructed so as to remain filled with water 
to prevent the free passage of sewer air, insects or vermin through 
the fixture into the room. Plumbing regulations require that 
all fixtures be trapped. Traps are usually vented as indicated 
in Fig. 4, to prevent their being siphoned or emptied by their 

1 Timms, W. S.: Journal, Am. Soc. Heating and Ventilating Engineers, 1922; 28, 397. 
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own discharge or that of other fixtures. "Vents have a minimum 
diameter of 114 in., the required size of the main vents or vent 
stacks being determined by the size of the soil or waste stack, 
the number of fixture units served and the length of vent or vent 
stack required. 

'The problem of computing the size of soil stack needed for 
any particular case is more difficult than the computation for 
the water supply pipe sizes because the material to be carried 
lacks homogeneity. This material is a mixture of air, water 
and solids and while the solids only slightly affect the pressures 
produced in the stack, the air and water mixture undergoes 
numerous changes in volume and arrangement in the stack 
section, accompanied by rapid fluctuations in pressure. The 
matter is too complex for consideration here and the student is 
referred to the report of the Sub-Committee mentioned above 
for a more detailed discussion. The passage of a slug of water 
down the stack produces positive pressures or pressures greater 
than atmospheric at fixtures connected to the stack below the 
slug, while negative, or less than atmospheric pressures, are 
produced after the slug has passed. When it is realized that 
numerous slugs often follow each other in rapid succession, 
it is apparent that the pressure exerted on a given vent at any 
moment is difficult to ascertain. The pressure thus exerted 
at unvented traps is of the magnitude indicated by the formula 
P = kH?*, where P is the pressure at the trap, k is a constant 
depending upon piping details and the units used for expressing 
pressure or discharge, Н is the height of fall to the fixture at 


TABLE 2.— RECOMMENDED Sizes OF SOIL AND Waste STACKS 


Number of fixture Number Ө! жааш Diameter of Maximum 
: closets or AE n permitted 
une equivalent ; M length, ft. 
TORIA ЛУИ 14 45 
230 8MR Oe о: dera 1% 60 
950 AS, e aves 2 75 
19 об 9 ol ое 216 105 
37 to 72 1 to 12 3 150 
73 to 300 13 to 50 4 225 
301 to 720 51 to 120 5 300 
721 to 1,080 121 to 180 6 400 
1,081 to 1,920 181 to 320 | 8 600 
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which the pressure is to be determined. Or, if the relationship 
between pressure and discharge is desired, the formula may be 
written P = kQ”, where Q is the discharge rate down the 
stack. In these formulas the exponent, given as 2.5 for a trap 
having no vent, is reduced when vents are provided and may be 
as low as 0.33 for a completely vented trap. 

The sizes of stacks recommended by the Bureau of Standards 
are given in Table 2. Where roof water is admitted to the 
house sewer, 180 sq. ft. of roof surface is taken as equivalent to 
one fixture unit. 


CHAPTER II 
QUANTITY OF SEWAGE 


In this chapter the term “sewage” will be restricted to the 
liquids which are ordinarily discharged by separate sewers, 
comprising (1) water derived primarily from the publie water 
supply and containing domestic and industrial wastes, (2) 
water derived primarily from privately owned water supplies 
and containing industrial wastes, and (3) infiltration. 

The quantity of sewage to be removed from any community 
depends upon the population and the per capita contribution of 
sewage. The population of an urban community having unde- 
veloped areas or one which may increase in area by annexation, 
will ordinarily increase with time and it is wise to make pro- 
vision for some growth when designing sewerage works. 

23. Period of Design.—The fulfillment of a sewerage 
project of any considerable size requires much time and the 
expenditure of large public funds, and the construction often 
causes material public inconvenience, so that in general it 
will prove economical to so design the main structures that they 
will be capable of serving the community adequately when its 
development and population shall have equalled those estimated 
for a time some years or decades after the completion and the 
beginning of operation of the works. The number of years from 
the date of design to the estimated date when the conditions of 
design will be reached is the “‘ period of design," sometimes called 
the “economic period of design." 

Laterals and submain sewers are usually designed to serve 
their tributary areas when completely developed, or for con- 
ditions estimated to be reached far in the future, as the slight 
additional eost for increased sizes of small pipes is usually 
immaterial compared to the total cost of the works. Large 
sewers, pumping stations and treatment works are usually 
designed for a comparatively short period of time, since these 
structures can generally be relieved or supplemented by parallel 
sewers or additional units. Many conditions may influence 
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the growth of a community and estimates of future requirements 
are attended by much uncertainty. It is, therefore, usually 
inadvisable to predicate designs for main sewerage and drainage 
works upon estimates of conditions assumed to exist more than 
from 30 to 50 years in the future. If the exact conditions of 
development, rate of growth, requirements, rates of interest 
and construction and operating costs could be exactly determined 
for the future, it would be possible to compute an ‘“есопотіс 
period of design." As these items cannot be determined with 
exactness, the engineer must determine the period of design by 
the exercise of his judgment. 

24. Forecasting Increase of Population.— The increase in 
the population of a city is sometimes affected by exceptional 
conditions, which may be temporary, as was the case in Washing- 
ton during 1917 and 1918, or permanent, as where a new industry 
develops phenomenal growth, like the rubber industry in Akron 
or the automobile industry in Detroit. Sometimes, as at Gary, 
Ind., practically a new city develops in a few years about a 
great industry. But in the usual case, the past records of 
growth of a city and the records of the growth of similar places 
furnish fairly reliable guides for estimates of future development 
for periods of 25 to 40 years. 

The following methods of forecasting population growth 
may be applied to urban communities in the United States. 
Their application in studying problems in foreign countries 
should be made with caution as some factors which apparently 
are almost negligible in this country, such as racial characteristics, 
the social organization and climate, may be found to exert 
powerful influences on the growth of foreign communities. 

The various available records may be used in any one of 
four ways, according to the assumptions made regarding thé 
rate at which the population increases. These four assump- 
tions are: 

1. Assumed Uniform Percentage Rate of Growth.—When 
cities are young and thriving, it often happens that their rate 
of growth is high for some years, but an assumption that this 
percentage rate will persist for a long period will certainly 
lead to an over-estimate of the population in most cases. The 
assumption of a uniform percentage rate of increase is apparently 
most reliable in the case of old, large cities not subject to periods 
of great commercial or industrial activity. 
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2. Assumed Curvilinear Rate of Growth—The information 
furnished by diagrams of the past growth of cities is very instrue- 
tive, but an attempt to predict the future growth of a city from 
its past development alone, by extending the curve of that develop- 
ment, is likely to give misleading results, as will be shown later. 
Diagrams have a useful place in the study of changes in popu- 
lation, but they are not a substitute for an investigation of the 
various influences which have affected the city’s growth in the 
past and may affect it in the future. 


Aand Bare Mathematical Curves 
based ирот Actual Increase in Popu- 
lation of Milwaukee from 1900 

to (910 


7A de 

mmm 

ENUVZ T |) 

ALE 

д ке 

NT ! N All Curves Comerde es fo mis 
a. "Population a thes Pant 


These Dates Apply to Milwaukee only. 
Fic. 5.—Growth of large American cities. 


3. Assumed Arithmetical Rate of Increase.—Occasionally it 
is assumed that a city will gain approximately the same number 
of inhabitants annually, leading to a straight-line increase of 
population like that shown by line B, Fig. 5. This assumption 
may be warranted in the case of a few large cities with good 
transportation facilities into suburban towns, which result in 
many persons doing business in the large city being enumerated 
as suburban residents. As their business life is spent in the 
large city, they must be classed for purposes of water supply 
and sewerage as inhabitants of both places, a fact often over- 
looked in engineering discussions of population. Commercial 
districts often require large sewerage capacity, yet the census 
taker wil) *eport a very small population in them. Small cities 
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without industries, which are the commercial centers of pros- 
perous agricultural regions, occasionally show a tendency toward 
uniform rate of growth, but if they become producers as well 
as traders, through the development of manufacturing, they 
are likely to grow for а time more rapidly than the assumption 
of arithmetical progression will indicate. 


Rate of Growth per I0 Years per cent 
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Population at Бейиш ot decade. 
Fic. 6.— Relation of rate of growth of population to total population in American 
cities. 


4. Assumed Decrease in Percentage Rate of Growth.—As a 
rule it is found that the larger the city becomes, the smaller 
will be the percentage rate of growth from year to year. In 
Fig. 6 there are shown diagrams of the rates of growth of ten 
of the large cities of this country, in which the percentage growth 
in 10 years is plotted as ordinate against the population at the 
beginning of the decade as abcissa. The general reduction in 
rate of growth as the cities increase in size is distinctly marked. 
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The curve representing the averages, after smoothing the irreg- 
ularities, is shown by the heavy line. АП of the figures for 
Chicago and a portion of those for Philadelphia have been omitted 
as representing conditions so abnormal that they cannot fairly 
be included, even in making up averages. There is not only a 
decrease in the percentage rate of growth of cities as they grow 
in size, but there is also а general decrease in the percentage 
rate of growth of the entire population of the country, as shown 
in Table 3. The rate varies with difference in geographical 
location as indicated in Table 4, which also shows the variations 
in rate of change in cities and towns of different size and in rural 
areas. Cities of 25,000 to 100,000 population are growing most 
rapidly, while the rate of increase in rural population is very 
much smaller, being only 5.4 per cent in 1910-1920. Table 5 
shows the rate of growth in the larger cities by decades since 
1840. 


TABLE 3.—PoPuLATION AND RATE oF GROWTH OF UNITED STATES 


Growth during decade 


Date Population 
Numerical Per cent 

1790 3,929,214 

1800 35.1 
1810 36.4 
1820 88.1 
1830 33.5 
1840 82.7 
1850 23,191,876 35.9 
1860 31,443,321 35.6 
1870 39,818,449! 26.6! 
1880 50,155,783 26.0 
1890 62,947,714 12,791,931 25.5 
1900 75,994,575 13,046,861 20.7 
1910 91,972,266 15,977,691 21.0 
1920 105,710,620 13,738,354 14.9 


! Census reports claim a deficiency in enumeration of Southern states for 1870. The 
Census Bureau gives estimated population and percentage as stated. The actual population 
as returned for 1870 was 38,558,371. 


As а rule the assumption of a decreasing percentage rate of 
increase is the most reliable of the mathematical methods of 
estimating future populations, particularly if it is checked by 
basing the prediction on the experience of comparable cities 


TABLE 4.—RarE or GROWTH or AMERICAN CirrEs,! By GEOGRAPHICAL Divisions, 1900-1910 AND 1910-1920 
ыыы ә SAE Sea cdd Ne ER EE ce e ES E PT EUNT С i quei urat eps Keri ER 


Cities over 100,000 | Cities over 100,000 Cities of 25,000 to Cities of 25,000 to 
in 1910 in 1920 100,000 in 1910 100,000 in 1920 
Division 
Number Increase Number Increase Number Increase Number Increase 
n 1900-1910, in 1910-1920, in 1900-1910, in 1910-1920, 
1910 per cent 1920 per cent 1910 per cent 1920 per cent 
ТИКО СОТТУ т 8 21.2 11 15.5 34 29.0 35 20.2 
А АНАЛИ уо 11 30.8 15 17.6 44 34.0 48 24.3 
ast North Centráli a raa ise ere rrt to 10 32.3 12 36.9 38 37.8 61 43.5 
West North Central.......... esee 5 30.4 7 20.0 17 25.2 14 23.2 
БОСА ЦИН: os ovas ede RN er oves E eg 4 20.3 6 33.0 16 37.9 25 43.5 
East South Central.......... at, 4 34.6 4 15.8 7 21.9 7 22.6 
West South Central. . 1 18.1 5 38.6 12 92.2 12 65.2 
Mese "SIE Esia 1 51.9 2 22.4 54.5 16.9 
acific..... 6 97.3 6 37.0 6 108.3 12 47.5 
UU MIL US FERIA: Сар 0 32.8 68 24.9 179 37.9 219 33.0 
Cities of 2,500 to Cities of 2,500 to Де rural in Territory rural in 
25,000 in 1910 25,000 in 1920 1910 1920 
Number Increase Number Increase Number Increase Number Increase 
in 1900-1910, in 1910-1920, in 1900—1910, їп 1910—1920, 
1910 per cent 1920 per cent 1910 per cent 1920 per cent 
320 16.7 246 14.7 —0.5 0.9 
444 89.7 541 21.0 8.7 4.7 
474 26.0 513 21.6 0.0 —0.6 
West North Сепіта1....................... 260 27.5 301 18.1 6.0 1:77 
South Atlantic Ms 190 42.7 242 28.3 12.3 7.8 
East South Central 115 36.1 158 20.5 7.5 2.4 
West South Central 177 80.7 243 35.8 27.1 8.7 
Mountain....... 91 76.4 110 27.7 53.4 28.0 
Расібо....... 103 109.3 147 41.4 46.4 ; 22.6 
Ошый ‘Staten ааа, 2,173 30.1 2,500 23.0 11.2 5.4 


1 Not all places included herein are organized as cities. 
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which have already passed the present population of the city 
under consideration. This is done, as shown in Fig. 5, by arrang- 
ing the lines indicating the change in population of different 
cities so that when they reach the present population of the 
city under consideration, they all pass through the same point. 
'This method will tend to give slightly too high percentage rates 
of increase, since it does not allow for the average progressive 
decrease throughout the entire country as the years go by. 


TABLE 5.—RaTE OF GROWTH OF AMERICAN CITIES BY DECADES 


Cities between 100,000 


Cities between 200,000 


and 200,000 and 400,000 
NS Rate of Rate of 
Number increase, Number increase, 
| per cent per cent 
1840-1850 5 50.5 
1850-1860 5 68.2 2 80 
1860—1870 6 52.4 6 60 
1870—1880 10 49.5 6 26.5 
1880-1890 12 76.8 9 40.8 
1890—1900 19 33.4 13 25.9 
1900—1910 22 38.8 17 42.2 
1910-1920 35 27.9 17 27.1 


25. Increase in Area.— There is a marked tendency at present, 
doubtless encouraged by constantly improving transportation 
facilities, for the inhabitants of cities to move into suburban 
districts. As the suburban areas become more thickly populated, 
the improvements of the cities are desired there and are ultimately 
demanded. To secure these, it often becomes necessary for 
suburban districts to be annexed to the city, thus extending the 
city limits. It is reasonable, therefore, to expect a city to 
increase in area as well as population. In making studies of 
the future sewerage needs of Fort Wayne, for instance, the 
authors estimated that the area would grow from 8.6 square 
miles in 1910 to 17.3 square miles in 1950. In a number of 
places, municipal boundaries have been ignored in water supply 
and sewerage undertakings, as at Boston, Mass., and several 
sections of the territory about New York. 
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This tendency toward an increase of area by the absorption 
of suburbs is shown by the growth of Cincinnati since it was 
incorporated as a city in 1819: 


PORE reple: igi to 1819 1850 1870 1890 1900 1910 1920 
Area, square miles... 3.00 6.16 19.05 23.73 35.27 50.26 71.14 


Such enlargements of area may cause large and sudden 
increases in population, which if not anticipated, may result in 
overtaxing main sewers within the period for which they were 
intended to be adequate. 

Increases in area may also require long extensions of main 
sewers and may result in greatly increased flow of ground water. 
Where the community is served by combined sewers, there is also 
the probability that for considerable periods in the future, 
or until the population becomes quite dense, brooks will be 
turned into the main sewers, thus adding materially to the 
nominal dry-weather flow of sewage. It is also of vital impor- 
tance to consider where the estimated increase in area will occur 
in order that the lower sections of the sewer may be placed at 
elevations from which extensions can be made into new territory 
which may become populated within the period of design. 

26. Density of Population.— The density of population, in 
persons per acre, in American cities is given in Table 6. The 
density within a city varies greatly, and it is difficult to estimate 
its probable future changes. A residential section of the present 
decade may become a commercial or manufacturing district in 
the next decade, or the detached homes of persons of means 
may be replaced by crowded tenements or commercial develop- 
ments. As estimates of the future population in the different 
parts of the city are part of the basic data upon which sewerage 
works are designed, and they must be determined by the exercise 
of sound judgment, the importance of studying present tendencies 
toward growth or stagnation, and their causes, is evident. 

The difference in policy of cities, with respect to the extension 
of their boundaries, has been marked. In Eastern communities 
the city limits have usually been rather more restricted than in 
Western cities. This tendency has led to rather dense population 
in the Eastern cities and sparse average population in Western 
cities of like size. Scattered population involves greatly increased 
cost of the public utilities or services of various kinds and far 
greater difficulty of accurate forecast of the probable future 
direction and degree of development and of increase in population. 
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TABLE 6.—AVERAGE DENSITY OF POPULATION FOR THE 52 CITIES OF OVER 
50,000 POPULATION IN WHICH THE DENSITY IS GREATEST 
(Computed from data in Census Bureau’s “Financial Statistics of Cities” 

for 1910 and 1921) 


Density, Area of land 

City persons per acre Population, |surface within 
SS тт 1920 city limita, 
1920 | 1910 | 1900 acres, 1920 


a ——— 


| Hobo. 07" c калала 68,166 830 

2. Somerville, Mass............... 37 30 24 93,091 2,518 

8. Jersey City, N J............... 36 32 25 298,103 8,320 

А Passio, Noe dress bees 32 26 13 63,841 2,002 

5. New York, N. Y 30 26 19 5,620,048 191,360 

6. Bayonne, N. J...... 30 22 13 76,754 2,544 

7. Milwaukee, Wis..... 28 25 22 457,147 16,290 

8. Newark, ЇЧ. J....... 28 23 21 414,524 14,912 
9, Boston, Mass. ...... 20 asic 27 27 23 748,060 27,035 
10, "Iventon, N. РОДЕНО ИС A 22 16 119,289 4,490 
11. Cambridge, Mass.............. 27 26 23 109,694 4,002 
19. Paterson, Ni Јалан 26 24 20 135,875 5,157 
19. Altoona, PR иу se SS 26 25 23 60,331 2,317 
14. Wilmington, Del............... 25 22 19 110,168 4,495 
15: Norfolk, ААС СОИ ЯА 24 19 16 115,777 4,800 
16^ Camden мао 24 21 17 116,309 4,915 
17. Charleston, S. C 24 24 23 67,957 2,874 
18. Pittsburgh, Pa.. 23 20 13 588,343 25,530 
19. Chicago, IIl..... 22 19 14 2,701,705 123,383 
20. Philadelphia, Pa 22 19 16 1,823,779 81,920 
21. Cleveland, Ohio................| 22 19 17 796,841 36,089 
22. Lawrence, Мазвз................ 22 21 15 94,270 4,317 
23. Wilkes-Barre, Pa............... 22 21 16 73,833 3,326 
24. Detroit, Mich.................. 21 18 16 1,044,860 49,839 
25. Providence, Riiko... ses cates 21 19 15 237,595 11,388 
26. Lancaster, Pa.. 21 19 16 53,150 2,530 
27. St. Louis, Mo.. 20 17 15 778,897 39,040 
28. Huffalo INES oues олору 20 17 14 506,775 24,894 
29. Harrisburg, Pa 20 19 17 75,917 3,706 
30. East Orange, N. J 20 14 9 50,710 2,516 
31. San Francisco, Calif 19 14 12 506,676 26,880 
34. Bavyannah; Ga. ccs гше; 19 16 18 83,252 4,473 
33. Johnstown, Ра................. 19 20 15 67,327 3,488 
"m. Chester, PET ооо AR, 19 13 11 58,030 3,020 
BB.) Reading, Passion Pw eos has 18 24 20 107,784 6,091 
36. Schenectady, N. Y............. 18 15 11 88,723 5,019 
37. Portsmouth, Va................ 17 21 19 54,387 3,136 
38. Columbus, Ohio............... 16 14 12 237,031. 14,427 
39. Louisville, Ку................. 16 17 16 234,891 14,349 
40. Dayton, Ohio.................. 15 12 13 152,559 10,107 
41. Bridgeport, Conn. ............. 15 13 9 143,555 9,370 
43. Lynn, MM... .o eoe duo p vo 15 13 10 99,148 6,705 
48. Elisabeth, №. J................ 15 12 9 95,783 6,191 
44. Evansville, Ind................ 15 16 14 85,204 5,577 
15. Banus, у субашы дару чн iod 15 13 10 58,593 3,858 
46. Covington, Ку................. 15 17 24 57,121 3,837 
47. Baltimore, Md................. 14 29 26 733,826 50,560 
фр: = ==, ЙЫ жады seo eras 14 17 14 295,750 20,566 
49. Syracuse, Nise acs.’ oo ere tn’ 14 12 10 171,717 11,849 
50. New Haven, Conn............. 14 12 9 162,537 11,460 
51. Hartford, Conn................ 14 9 7 138,036 10,162 


ЗАЕС . 72,075 


Note.—Some cities show a decrease in density between censuses, due to the annexation of 
ferge areas of adjacent territory. 
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27. Effect of Zoning.— /The most direct effect that the engi- 
neer realizes in undertaking to design a sewerage system in a 
community which has been zoned and which has an effectively 
administered zoning ordinance, is the relative certainty and 
economy with which he can adapt the sewers to the service they 
will be called on to perform . . . The perfection of sewer 
performance must be proportioned to property values. In 
zoned areas the property values are relatively easy to determine 
апа also relatively stable, so that the engineer has а much 
more reliable guide to judgment than he has when the future 
character and, therefore, the future value of the property is 
uncertain. ! 

Hansen has shown that, with a typical block 330 by 660 ft. 
and lots 50 ft. wide, the densities of population and percentages 
of impervious area would be about as follows: 


Density 
Imper- 
of popula- Prat 
Character of district Development tion, per- впаде, 
sons рег 
per cent 
асге 
Dense residential........ Two-family houses and 55 60 
six-family apartment 
buildings 
Medium residential...... Mostly single-family 35 43 
houses 
Light residential......... Single houses only, some 15 31 
on double lots 
Меса s: 9 9 Бә.» ә + AREA TS eet 14 100 
Light commercial........| ......e II 30 80 
ТОЗАКТА 4. ОКОН ino ee men remote eem 10 60 


Zoning may also be advantageous in preventing low-lying 
land from being developed in such a way as to require unreason- 
ably expensive drainage or sewerage, or at least to control the 
uses of such districts so as to avoid the worst difficulties attendant 
upon poor natural drainage. 

28. Accuracy of Population Estimates.—It appears that in 
the majority of cases, forecasts of population made by the 
methods described above indicate somewhat larger populations 
than those actually found by census counts. From a comparison 


1 Hansen, Pav: The Relation of Zoning to the Design of Drainage and Sewerage Sys- 
tems. Trans., Am. Soc. C. E., 1925; 88, 680. 
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of some 40 population estimates with census figures, a number 
of them covering periods of 35 years since the date of the census 
preceding the estimate, it appears that on the average the esti- 
mated population has exceeded the actual population by about 
1 per cent for each year which has elapsed since that census. 

As a rule, curves of actual population growth are not regular 
but fluctuate somewhat widely. Curves of predicted popu- 
lation are always smooth curves. Therefore, it is not to be 
expected that actual populations for any particular place should 
correspond closely to the estimated population for each of 
several census dates. The deviation is likely to be more marked 
with smaller than with larger cities since the former are more 
susceptible to various conditions and factors affecting the 
rate of growth. Therefore, it is possible that an estimate which 
may ultimately prove to be a good representation of average 
growth may depart widely from each of several census figures. 
Differences amounting to 20 per cent or even more do not 
necessarily indicate that the general trend is diverging materially 
from the estimate. 

29. Proportion of Municipal Water Supply Reaching Sewers.— 
Since much of the sewage consists of spent water from the water 
works supplying the city, the portion of the water supply which 
will reach the sewers must be estimated. A considerable part of 
the water used by railroads, by manufacturing establishments and 
power plants, for street and lawn sprinkling, for extinguishing 
fires, and by consumers not connected with sewers, does not 
reach the sewers. There is also some leakage from the water 
mains and service pipes which does not reach the sewers. In 
1911 the Milwaukee Sewage Disposal Commission estimated 
that of the total daily supply of 105 gal. per capita 40 gal., or 
38 per cent of the supply, never reached the sewers. This 40 
gal. included: 


Gal. per capita 


daily 
Steam railroads ye ce sea ses cista Nas weis posture tese. айжан 5 
Industria 868 DA aus е АКЕ ел үлэ ону, лш ур 5 
уку тзт: йб ио з шн, КАДИК е ere УЕ КОСУ ЧҮС 5 
Dawn ирк ТЕ OI USERS 21$ 
Consumers not connected with везуегв................ 7% 
Leakage from water mains and services............... 15 
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In a few cities where the infiltration of ground water and 
the discharge of roof water into sewers is low, the quantity of 
sewage has been actually less than the quantity of water supplied, 
as at Brockton, Mass., where the sewage has ranged from 56 
to 114 per cent of the water supply. Only 3 out of the 27 years 
considered showed 100 per cent or greater. 

Often, however, infiltration, roof water, and water used in 
industries and obtained from privately owned sources, make 
the quantity of sewage larger than that of the publie water 
supply. This is shown by the ratio of sewage to water supply 
in the following places, between 1900 and 1926: 

In general, the total quantity of sewage is somewhat greater 
than the total water consumption. 

Percentage of 


Locality Sewage to Water 
Massachusetts North Metropolitan Sewerage District 111-145 
MRORRORTER V MARS. л err eee wigs эге аа оаа 109-158 
Quincy, РОНДО ЗА areis 105-143 
М Наа O е hiscere Аса КАРАМ 102-195 


With well-built sewers and with roof water excluded, the 
variation from year to year in the ratio of sewage to water 
supply in a city is not great, unless there is a substantial change 
in the industrial uses of water. For this reason, the consumption 
of water in a city affords basic data for sewerage as well as 
water-supply engineering. 

30. Water Consumption in Cities.— The consumption of water 
in cities is usually expressed in gallons per capita daily. A 
direct comparison of such records from different cities is likely 
to be misleading because in some cities large quantities of 
water used industrially are obtained from privately owned 
supplies, as at Fall River, and in other cities, as Philadelphia 
and Buffalo, the industries use the municipal supply mainly. 
Furthermore, the care taken to reduce the waste of water through 
leaks in mains, services and plumbing has a decided effect on the 
per capita consumption. Metering the individual consumers’ 
supplies indirectly prevents waste of water from plumbing and 
by users and tends to keep the consumption reasonably low. 
The waste and unaccounted-for water in metered systems may 
range in practice from 20 to 40 per cent, more or less, of the 
total water entering the supply-pipe system, and very much 
more in unmetered systems. In any particular case, therefore, 
it is important to ascertain the present practice in preventing 
waste of water, the probability that more attention will be paid 
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to such work, and the probable development of large industrial 
uses. In such studies valuable aid can be obtained from a 
report! on water consumption by Metcalf, Gifford and Sullivan. 
Some data on consumption in typical American cities are given 
in Table 7. 


TABLE 7.— WATER CONSUMPTION AND METERING IN TYPICAL AMERICAN 


CITIES 
Place Item | 1900 | 1905 | 1910 | 1915 | 1920 1925 
Brockton, Mass.....| Population |....... 55,700| 66,000| 74,588| 79,729 83,548 
Consumption |....... 36 36 38 43 50 
Per cent 
metered |....... 90 99 100 100 98 
New Bedford, Mass. .| Population 62,500! 75,000) 96,652 110,0001131,350| 146,800 
Consumption 101 95 79 70 78 65 
Per cent 
: metered 15 23 48 96 96 93 
Worcester, Mass... .. Population 118,421,132, 550/150, 738)169,599)179,923) 191,000 
Consumption 69 73 71 75 90 82 
Per cent 
metered 94 96 97 100 97 97 
Providence, R. І..... Population 187,297/|214,335,246,000/278,727|270,472| 312,015 
Consumption 54 68 63 62 80 75 
Per cent, 
metered 83 86 89 93 94 97 
Hartford, Conn...... Population ae ..] 91,000/105,500/,138,000/170,000| 188,000 
Consumption |.. v. 69 70| 67 71 86 
Per cent 
metered — |....... 99 99 98 97 96 
Cleveland, Ohio..... Population 397 , 200/462, 000) 604 , 073/765, 000/925, 283/1,098, 466 
onsumption 169 131 102 102 152 148 
Per cent 
д С OLS емге 6 70 98 99 98 99 
Cincinnati, Ohio..... opulation 325,902/343,254/363,591/410,000/401,247| 416,000 
Consumption 117 129 128 119 123 119 
Per cent 
3 metered 8 12 33 65 100 100 
Indianapolis, Ind.... Population en nl co. .[237,000/269,500/322,200| 372,000 
Consumption |....... UU 81 82 94 93 
er cent 
À metered RI YA ВАТРА 11 12 14 31 
Milwaukee, Wis..... Population 285,315/,335,000/390,000/450,000/500,020| 565,000 
Consumption 83 91 109 105 133 128 
Per cent 
metered 86 94 98 99 99 99 
New Orleans, La....| Population |......./......./....... 363,100/387,219| 411,000 
Consumption |. ......].......]....... 71 107 120 
Per cent 
metered  |.......{.......]....... 100) 100 100 
San Antonio, Tex....| Population  |.......]....... 99,000 132 000/161 , 000 
Consumption |......./....... 128 117 126 
Per cent. 
тебетей; DOS: iS АЛКАН АУД 18 31 43 
San Francisco, Cal...| Population 343 , 000/384 , 000/417, 000/500, 000/575, 000) 
nsumption 74 91 85 85 65 
Per cent 
metered 23 21 27 31 100, 


Population served by water works, 

Consumption in gallons r day per capita. 

Percentage of services which аге metered. 

From the statistics available two conclusions seem warranted: 
First, there is а tendency toward a gradual increase in the 
quantity of water used per capita of population. This is 

1 Jour.. N. E. Water Works Assoc.. 1913: 27. 29. 
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undoubtedly due, so far as it relates to domestic uses, to improve- 
ments in plumbing and an increasing appreciation of general 
cleanliness. The number of fixtures per person, as well as the 
quantity of water required per fixture, has greatly increased in 
recent years. In the larger cities, the increased consumption 
may be due in part to the difficulties surrounding the management 
of the water departments, which are usually much greater than 
in the smaller cities and towns. Second, the evidence furnished 
by such cities as Providence, Worcester, Fall River and Lawrence, 
indicates that with careful management, aided, perhaps, by 
thorough metering, it is possible to hold down the increase in 
quantity of water consumed to reasonable proportions. ! 

31. Rate of Water Consumption in Different Parts of a City.— 
The rate of water consumption per capita varies greatly in 
different parts of a city. Investigations in 19 cities made in 
1910 and 1911 showed? that the range was as follows: 


Water consumption in gal. per 
d it 
Class of buildings Net GAIN 
Range Average 
Apartment lusso o anei os 3 te 24-135 62 
First-class dwellings. .................6. 15- 75 54 
Middle-class ЧйууеШпрв.................. 11- 66 34 
Lowest-class ЧууеШпрдв.................. 4- 37 15 


The industrial uses vary greatly, according to the nature 
of the manufacturing. Fuertes reported? in 1906 that the 
range of such use in 11 cities was from 0.4 gal. per capita daily 
in Wellesley, Mass., to 81 gal. in Harrisburg, Pa. It was 30 
gal. in Boston, 40 gal. in Cleveland and 45 gal. in Milwaukee. 
These figures are based on the entire populations of the cities, 
but as manufacturing is carried on only in certain districts, 
as a rule, the per capita consumption for manufacturing in 
those districts is much higher than the average for the city. 
In practical designing work it is desirable to make an actual 
inspection of the industries and a careful estimate of the quan- 


1 See also Mercatr, LEONARD: Effect of Water Rates and Growth in Population upon 
Per Capita Consumption. Jour., Am. W. W. Assoc., 1926; 15, 1. 

2 Jour., N. E. Water Works Assoc., 1913; 27, 29. 

3“ Waste of Water in New York.” 
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tities of water they use from all sources, and the wastes they 
produce. The same is true of the consumption in business 
districts. 

32. Fluctuations in Water Consumption.—While it is impor- 
tant to know the average quantity of water consumption, it is of 
still greater value to have data relating to the fluctuations, as 
a sewer must be designed to take the sewage when flowing at its 
maximum rate. The maximum rate of water consumption 
usually occurs during summer months when water is in demand 
for street and lawn sprinkling and the excess is not likely to 
reach the sewers, or in the winter when large quantities are 
allowed to run to prevent freezing of pipes and fixtures, this 
excess usually finding its way into the sewers. Records of 
maximum water consumption for 67 Massachusetts cities and 
towns (1910) have been compiled by a Committee on Water 
Consumption Statistics and Records.! The average figures are 
as follows: 


Average water consumption, gallons per capita per day... 63 
Daily average in maximum month, percentage of average 

LOL VERRY еи E Tau Irt alto are e leo p ENS E 128 
Daily average in maximum week, percentage of average 

LOr YEAR oss cesi ote шошым a LAN ERES 147 
Maximum consumption in one day, percentage of average 

FOF WHATS еа оа EN о UH Inu 198 


There were, however, instances in which the maximum rates 
greatly exceeded these averages. For example, in Manchester 
and Mansfield, Mass., the maximum daily consumption was 
302 and 368 per cent of the average for the year, respectively. 
These high rates of consumption, however, almost always occur 
at times when the usual proportion of the flow does not reach 
the sewers, as in the driest portion of the summer, or in winter 
when water from other sources, as for example, ground water, 
is likely to be at à minimum. 

In addition to the fluctuations in flow already discussed, 
there is an important variation from hour to hour each day, 
as illustrated by Fig. 7, which shows the relationship of sewage 
flow to water delivered at Denver, Colo. 

As is seen from the figure, the sewage discharge curve closely 
parallels the water consumption curve but with a lag of several 
hours. The average sewage flow for the month of 46.2 m.g.d., 

1Jour., N. E. Water Works Assoc., 1913; 27, 29. 
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Fig. 7.— Water consumption and sewage discharge at Denver, Colo. for December 1926.! 
The sewage discharge curve lags behind the water supply curve from two to four hours. 
1 Eng. News Rec. 1928; 100, 556. 
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or 136 gal. per capita daily, was 97.2 per cent of the water con- 
sumption, which was 47.6 m.g.d. The maximum rate of sewage 
flow for a 2-hr. period reached 156.8 per cent of the monthly 
average on Dec. 11, followed by 148.3 per cent on Dec. 31 
and 131.3 per cent on Dee. 15. The maximum was due in 
part to the effect of rainfall, shown in а sudden increase in 
discharge for a few hours' duration. 

The hourly fluctuation in rate of water consumption has 
а decided effect upon the rate of sewage flow, as discussed later 
in this chapter. 1% is not, however, entirely responsible for 
the fluctuation in the rate of flow of sewage, for in some places 
large quantities of water used by industrial establishments 
and obtained from other sources than the publie supply are 
discharged into the sewers during the working hours of the day, 
thus tending to increase the peak flow beyond the amount result- 
ting from the normal fluctuation in the draft on the municipal 
water supply. 

In the absence of more authoritative information, an addi- 
tional allowance of 50 per cent over the average 24-hour rate 
of water consumed, may be made for the excess of the hourly 
peak over the average 24-hour rate. The figure, however, 
will vary with the locality. If this peak consumption is applied 
to the maximum draft for a single day, of 198 per cent of the 
yearly average, and it is assumed that the portion of the water 
supply which finds its way into the sewers averages 50 gal. per 
capita per day, there will be maximum rate of contribution from 
the public and private water supplies of about 150 gal. per capita 
daily (50 X 1.98 X 1.50 = 148.5). This will serve to illustrate 
the method of estimating the flow of sewage from the water 
consumption, but should only be applied in design when local 
conditions are found to warrant it. Some engineers use a 
quantity, such as 200 gal. per capita daily, as the maximum rate 
of contribution originating from water supplies, taking a quantity 
which their experience has indicated as adequate and yet not 
in excess of flows which have been observed in existing sewers. 
Data from actual sewer gagings are, of course, much to be pre- 
ferred as a basis of design where these are available. At Cin- 
cinnati (see pp. 59 to 62) such gagings were made and data 
derived from these furnished the basis for the design. 

33. Ground Water.—A portion of the rainfall ordinarily 
runs quickly into the storm-water drains or other drainage 
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channels. Another portion is evaporated or is absorbed by 
vegetation, and the remainder percolates into the ground, 
becoming ground water. The proportion which thus percolates 
into the ground depends upon the character of the surface and 
soil formation and upon the rate and distribution of the pre- 
cipitation according to seasons. Any reduction in permeability, 
as, for instance, that due to buildings, pavements, or frost, 
decreases the opportunity for precipitation to become ground 
water, and increases the surface run-off correspondingly. The 
amount of ground water flowing from a given area may vary 
from a negligible amount for a highly impervious district or a 
district with a dense subsoil, to 25 or 30 per cent of the rainfall 
for a semi-pervious district with a sandy subsoil permitting 
rapid passage of water into it. The percolation of water through 
the ground from rivers or other bodies of water sometimes has 
considerable effect on the groundwater table! which rises and 
falls continually. 

The presence of ground water results in leakage into the 
sewers and an increase in the quantity of sewage and the expense 
of disposing of it. This infiltration from water-bearing earth 
may be as low as 5,000 gal. per day per mile of sewers and may be 
as high as 40,000 gal. or more. During heavy rains, when there 
may be leakage through manhole covers, as well as infiltration 
into the sewers themselves, the quantity may exceed 100,000 
gal. per day per mile of sewer. It isa variable part of the sewage, 
depending upon the quality of the materials and workmanship 
in the sewers and building connections, the character of the 
maintenance and the height of the ground-water table. 

The sewers first built in a district usually follow the water 
courses in the bottoms of valleys, close to and occasionally 
in the beds of brooks. As a result, these old sewers may receive 
comparatively large quantities of ground water, while sewers 
built later at higher elevations in the districts will receive rela- 
tively smaller quantities of ground water. With an increase in 
the percentage of area in a district which is paved or built over, 
comes an increase in the percentage of storm water which is 
conducted rapidly to the drains and water courses, and a decrease 
in the percentage of the storm water which can percolate into 
the earth and tend to leak into the sewers. А sharp distinction 
is to be made between maximum and average rates of leakage or 


1 The ground water table is the surface of the water in the soil. 


TABLE 8.—INFILTRATION INTO SEWERS AT VARIOUS PLACES 


Place 
Long Beach, Calif....... ISO EE OO 
Long Beach, Calif....... Pe EVE o EROR ENT 
Beach, Veg SACO E Set CT OR CE 
REUS ОРАП CAE Сенен 
ta Crus, Calif. iiie osea qued eet Vols 


Monte Vista, Col.. 

New Haven, Conn. 
St. Petersburg, Fla. 
Kewanee, Ill....... 


BuUleHotd; NoJiie (sea es vex ene ee On 
East Auroras 2^ SUIS TERT COT ODER as Ts 
Goldsboro, N 


dE n FOR APSR PRT OIC 
Salt Lake City, C CE Men HUND 


Seattle, Wash.. 
Kitchener, Ont.. 


This table has been рге 
! Assuming 


Sizec о 


8.10 5.67 
8.18 12.41 
8.24 13.60 


Infiltration 
ined Kind of 
OW Gall nd o 
ground | Gallons per day joints Remarks 
water per da; per ТӘ 
per mile [below ground 
water 
26,200 Tested before house connection: 
Cement were made 
$522 NEIN 27110E: ew va ves 4 gal. iM day per inch diameter 
AEEA Cement sop per cent of total flow 
БУЛДЫ Мук» О О ERG 1,000 gal. acre daily 
PESOS |||) SUSE са 1,500 gal. Б асге daily 
CESSIT e aes 20 re D АК 14 capacity of sewer 
о CS ERO еее 50 per cent of flow 
И ОООО еВ 0.061 си, ft, per second per mile, 
before connections 
е d IEEE haces 1 gal. per minute per acre 


pared from data compiled from the answers to a questionnaire in " Public Works," 1927; 68, 363, 
that average diameter is 10 in, 
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infiltration into sewer systems. The former are necessary 
in determining required sewer capacities: the latter, in the 
diseussion of operating problems such as the annual cost of 
pumping sewage. 'Тһе records of measured leakage of ground 
water into sewers given in Tables 8 to 11, inclusive, are significant. 
In Table 8, the amount of infiltration occurring in various cities 


TABLE 9.—LEAKAGE IN NogTH METROPOLITAN Sewer District, Boston, 
IN APRIL AND May 


| Average Maximum | Minimum 
Gallons per capita per day...........- 62.2 93.8 38.7 
Gallons per acre per day.............. 1,738 2,577 1,094 
Gallons per mile of sewer per day...... 50,600 78,900 30,900 


TABLE 10.—EsTIMATE OF INFILTRATION INTO SEWERS AT WORCESTER, 
Mass., 1890-1897 
(Million gallons per day) 


Month | 1890 | 1891 | 1892 | 1893 | 1894 | 1895 | 1896 | 1897 
Januüary......| oii. 1.508, 1.610 1.719| 1.834| 1.966, 2.056, 2.139 
NHobrünry у meses 1.014| 1.083, 1.156| 1.234| 1.323| 1.383| 1.439 
Marche cen 1.275| 1.361) 1.453| 1.550| 1.663, 1.738| 1.808 
Ann ecce ER SIVE 2.701 2.885) 3.080| 3.286, 3.524| 3.684| 3.832 
MANTO Sees saisis 1.628| 1.738| 1.856, 1.980| 2.122) 2.220) 2.309 
June... suos 1.254| 1.350) 1.442) 1.539) 1.643, 1.761 1.840) 1.915 
Jub АНН 1.003| 1.080| 1.153) 1.231| 1.314) 1.409| 1.473) 1.532 
August....... 0.964| 1.038| 1.109) 1.183) 1.263) 1.354| 1.416) 1.472 
September 1.325| 1.427| 1.524| 1.628| 1.736| 1.861| 1.946) 2.024 
October...... 1.334| 1.435| 1.533| 1.637| 1.747| 1.873| 1.958| 2.037 
November....| 0.906) 1.975| 1.042| 1.112| 1.187| 1.272, 1.330) 1.384 
December....| 1.089| 1.172) 1.252| 1.338) 1.427, 1.530) 1.600, 1.663 
Averages....| 1.466 1.400 1.478| 1.578| 1.685| 1.805, 1.888) 1.963 
Total mileage....... .63.90| 68.22) 72.78| 78.03) 81.60, 84.87 88.96 
Average gallons per | 
mile per day...... 22,960 21,650 21,690 21,580 22,120 (22,250 |22,080 
Population оп line | | 
of вемегв.......... 75,644 79,015 |83,272 (83,588 89,195 90,754 |93,737 
Gallons per capita per 
day.. s.e eca] 19.4 | 18.7 | 18.9 | 20.3 | 20.2 | 20.8 | 20.9 


From 1891 to 1897, inclusive, the average per day was 22,047 gal. per 
mile or 19.9 gal. per capita. 
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is given, while Table 9 gives the leakage in the North Metro- 
politan Sewer District, Boston, in the three units most frequently 
used for this purpose. In Table 10, the monthly variations in 
infiltration over 714 years at Worcester, Mass. are shown. The 
leakage varies considerably from month to month, being at a 
maximum in April and May; while the yearly averages increased 
33.8 per cent during the period under consideration. The 
data in Table 11 are from weir measurements of flow of sewers 
discharging into Ten Mile Creek, made during dry weather. 


Taste 11.—Астолі, FLow or Domestic AND INDUSTRIAL SEWAGE AND 
Grounp WATER AT TOLEDO, Онто, 1917! 


Sewer district apod xis aes ag 1| Totelaand 
means 
Population, folal ARA 2,634 3 ,902)17 , O87 17,838 41,461 
Connected to sewers........ 1, 889) 3,673|16,842| 16,308 38,712 
Ares, Sores) . 2. 5.28 a ЖС 280) 288 1,083| 502 2,158 
Length of sewers, miles........ 6.73 | 5.96 | 17.82 11.70 42.21 
Domestic sewage :? 
Gallons per day per capita 
of total population ....... 20 19 34 10 21 
of population connected to | 
BOWERS БЫ зун уз ә эз 28 20 34 11 23 
Industrial sewage:? 
Gallons per day per acre. .... 4,900| 4,000/20,000/127,000| 14,000 
Ground water:* 
Gallons per day рег асге..... 557 | 736) 1,100 246 783 
Gallons per day per mile of 
co OR н I, 23,400/35,600/67,000| 10,000 40,000 


! Eng.News-Rec., 1918; 80, 1233. 

? Water supply metered to users. 

? Minimum night flow less simultaneous industrial sewage. 

The quantity of infiltration depends on the length of sewer, 
the area served, the soil and topographie conditions and to а 
certain extent on the population, which affects the number and 
total length of house connections. The leakage through defec- 
tive joints, porous concrete and cracks is large enough in many 
cases to lower the ground-water table to the crown of the sewer 
and frequently well down toward the invert, although the eleva- 
tion of the water table varies with the quantity of rain and 
Show water percolating into the ground. 

34. Daily Flow of Sewage.—In Table 12 are given average 
Statistics of the sewage of a number of Massachusetts towns 


TABLE 12.—MAXIMUM AND AVERAGE F'Lows оғ SEWAGE IN MassacuuseEtts Cires, 1920! 
ЗБЕ 70Р 245 фест icu uo beo зы = or vM ы Be ae са aC a qo ck ИНЕ мы 


Average yearly quantity of sewage, Average quantity of sewage in maximum 
Population gallons per 24 hr. | month, gallons per 24 hr. 
Place census of 
1920 Per inhabi- | Per con- Per mile Per inhabi- Per con- Per mile 
tant nection of sewer tant nection of sewer 

Р Ae ST SEXIES COD SERIE SOUL E, 8,268 30 830 — |... 42 400 
ee PRS ао К К ORE IT. 19,731 30 510 19,000 
ЖООК ОШ осоо гое ве Ve etr 66,254 42 410 31,500 
Clinton ДИР vised sive 12,979 84 690 50,800 
Oononrdh o. ove cee 39.60 6,4614 82 1,120 59,800 112 1,520 81,400 
ат, ОЕСР side oy vido eo dilly n 999 41,029: 73 уз 52,400 102 sees 73,200 
ИЙИПМИН. siya: Ces ОСО 17,033 74 540 47,700 124 910 79,900 
Т ОСОКЕ, 6,497 32 390 13,100 
Ga ЧУЕ АО 16,971 59 550 35,520 
Hopedale, os cesses л р Аз, epee 2,777 31 570 
ойдон 25105. e Urs vus «sb one оз оос EP EN 7,607 58 650 42,400 839 9300 61,2000 
PARPIDOTOURM is 20s A vides ооа viele lee 15,028 72 500 36,100 121 840 61,000 
DASHED TET ERU ET TIE CHUA 13,471 72 740 54,200 75 770 56,300 
МИНДЕ; castes ИУ +з ЙУ QULA cc 10,907 137 1,000) IE ver vs 359 2,780 
North Attleborough ? 9,238 84 1,200 46,800 920 1,3200 51,2000 
Northbridge®.............. Xi 10,174 57 
NOrwood ЛИ; ov rene NOCET ICE IC XO OE CROCI. 12,627 95 1,060 67,300 
Pittsfield......... 41,763 84 730 57,500 
Westborough* 5,789 91 950 55,100 153 1,590 92,400 
ООМИН В сау E э ДЫ «ЖИД tines 179,754 лу X qve 131,000 


1 From Annual Report of the Massachusetts Department of Health, (1920). 
2 Includes flow from 69.81 miles of combined sewers. 

3 Largely combined system. 

‘ Approximately two-thirds of the sewers laid below ground water level. 

* Substantial portion of population not served by sewers. 

© Accuracy of these figures is questionable. 
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and small cities having separate sewers. The gagings of the 
sewage from several distriets in Chicago, Table 13, show rates 
which exceed greatly those found in Massachusetts. The 
Chicago sewers are built on the combined system, but the gagings 
were made in dry weather. The large flow is due mainly to 
the heavy consumption of water in the city, which averaged 
242 gal. per capita daily in 1910. 


TABLE 13.—Tyrican DRAINAGE AREAS AND Dry WEATHER RUN-OFFS, 
Снїслсо, 1910 AND 1911 


(From Wisner’s Report on Sewage Disposal, San. Dist. of Chicago, 1911) 


t Dry weather run-offs, 4 

i AINT 

E ia The Period covered 
a Pu afin & e cove 

HE Кы 58 ET by observation 

3 ЧЕЧЕ 

- зА E 

À o [©] 


Diversey Boule- 
vard (W). 

Randolph St. (W). 
Robey St. (S)..... 


800] 23,550] 8 


b 


65,0.0097| 6.22| 238 | 26.4) Aug. 15-17, 1911, 
2 days. 
240| 11,368) 6.100.025416.25 348 | 47.4) Aug., 3 days. 


2,500) 38,728| 10.1 ina 2.58) 169 | 15.5) June 1-3, 1911, 2 
days. 
Ashland Ave., (S)..| 980] 44,581| 23.2! WES wa 338 | 45.5| May 18-20, 1911, 
E 2 days. 
Center Ave., (S)... ШЕ 23,463| 20.92/0.0317,20.3 | 578 | 35.6| May 16-18, 1912, 
2 days. 
Thirty-ninth St., | 14,340| 285,900|140.0/0.0098| 6.25| 318 | 20.0|................ 
pumping station, 100. 0#\0,0070| 4.46) 227 
209 days. 


Ninety-second St... 3,666 1.840.0188 12.0 | 325 | 37.4| { Aug. 1, 1910- 

Mar. 31, 1910. 
Aug. 1, 1910- 
5,300| 30,464) 12.4 |0.0023| 1.55| 264 5.8) 4 July 31, 1911. 


253 days. 


Wentworth Ave., 
(8), (Calumet). 
! Daily variation average 
8 A.M. to 8 P.M. 28.5 c.f.p.s. contains large amount of industrial waste. 
8 P.M, to 8 A.M. 18.6 c.f.p.s. 
? Daily variation average 
8 A.M. to 8 P.M. 25.7 c.f.p.s. contains large amount of industrial waste. 
8 P.M. to 8 A.M. 17.0 c.f.p.s. 
з This run-off or more for 76 days in 1909. 
* This run-off or more for 276 days in 1909. 
5 2.4 c.f.p.s. per square mile occurred 329 days in the year. 


The average rates of flow upon which estimates of cost of 
pumping and treatment may be based are much below the 
maximum rates, and, from the data available, appear to range 
in a general way between 100 and 125 gal. per capita per day 
for the larger cities. For small towns average rates appear to 
range from 25 to 60 gal. per capita per day. 
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35. Hourly Flow of Sewage.—The flow of sewage per hour is 
more important to the designing engineer than the flow per day, 
because he has to provide sufficient sewer capacity for the 
largest rate of sewage flow which it is reasonable to expect. 


Full Line is Ave! ofall Gagings, 
ORE СУТ 


Us: o 


Dotted Line ани of Milwaukee 
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Fig. 8.— Hourly variation in flow of sewage in various cities. 


The records used in DENN се TAE Ачу were gE а) X ute. sources: Birmingham: 
Rogers. average of two years, 1 Orange, N. J., March 16-17, 1910; Gloversville, 
Oct. 30, 1906, and Sept. 19 0: City А, of 15.000 Do ulation. typical average curve; 
Milwaukee, Wis. SA Oct. 24-28, 1920; Toronto, Ont., 1900 and 1908; Worcester, Mass., Nov. 
13, 1909, and March 21-27, 1910. 


In Fig. 8 are plotted the hourly rates of flow in several cities, 
expressed as percentages of the daily average. The smooth 
curve is drawn through points obtained by averaging points taken 
from curves representing the hourly rates of flow in the cities 
named in the note below the illustration. In preparing curves 
of this nature it is desirable to synchronize them by making 
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an allowance for the time required for the sewage to flow from 
the city to the gaging point; if this allowance is not made the 
data from different cities are not easily compared. "The dotted 
line in Fig. 8 represents the flow of sewage from a large Mil- 
waukee residential district. 

36. Sewage from Residential Districts.— The quantity of 
sewage from a residential district will depend upon its area, 
density of population, per capita water consumption and the 
quantity of ground water leaking into the sewers. The future 
character of such a district should be considered carefully, 
keeping in mind that there may be a lowering of the per capita 
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consumption of water if widely separated homes of wealthy 
families give way to more numerous and modest homes or to 
tenements. In making estimates of the quantity of sewage 
from such a district, it is incorrect to use the average density 
of population of the entire city, which rarely exceeds 25 persons 
Per acre, because there are many residential districts where it is 
much higher. For example, it was found in Philadelphia in 1910, 
that the population per acre was 58 to 64, where the prevailing 
building type was pairs of two- and three-story houses, and 
97 to 123 where the buildings were solid rows of houses. The 
Sewage from districts of the first class amounted to 9,800 to 


14,200 gal. per acre daily, and from those of the second, to 
10,500 to 26,300 gal. 
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The decrease in average density of population with increase 
in area is a factor of importance in the design of separate and 
intercepting sewers. It is impossible to predict with certainty 
the locations of future areas of high density. This is a further 
reason for liberality in the design of the laterals. Fig. 9 shows 
the actual maximum densities for different areas found in Lynn 
in 1916 and the densities estimated for the year 1950. Data 
sufficiently accurate for making and checking such curves may 
be obtained by actual count, by the use of assessors’ estimates, 
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from the census reports where the population is sufficiently 
large so that it is given by wards and ргесїпсїз, or from data 
contained in directories, post office counts and lists of polls. 

It is evident from the foregoing that the maximum rate of 
discharge of residential sewage per unit of area may be much 
higher for small areas than for larger ones. Fig. 10 shows the 
estimated maximum rate of discharge of sewage for different 
areas based upon densities of population shown in the higher 
curve of Fig. 9 and a maximum per capita rate of sewage flow 
of 220 gal. per day, otherwise determined for the district under 
consideration. 
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The rate per hour fluctuates greatly in the case of moderately 
developed medium and high-elass residential districts, because 
of the great variation in the hourly consumption of water. Fig. 
11, eurve A, gives the average hourly rate determined from two 
sets of gagings of а Cincinnati district of 1,617 acres with а 
population of 11.1 persons per acre. This district is largely 
residential, and the maximum observed hourly flow was 273 
per cent of the average, although the district is so large that 
such а wide range in the rate of flow in its main sewer is unusual. 
In the usual case of a district of this size, the maximum hourly 
rate may be expected to reach 160 to 170 per cent of the average. 

37. Sewage from Commercial Districts.—A commercial 
district yields much more sewage per acre than a residential 
district, because of the concentration there during the day of 
many persons in stores, offices and public buildings, hotels and 
often some apartment houses. It should be noted that much 
of this population may be included again in designing for subur- 
ban residential areas, so that per capita data for different types 
of districts yield more useful design data than those for the entire 
city. A commercial district is relatively small compared with 
the other districts in a city, but its growth should be estimated 
carefully on account of the large quantity of sewage coming from 
it. 

The allowance for used water from a mercantile district is more 
difficult to estimate than that from a residential district. If 
the estimate is made in connection with the design of intercepting 
sewers, pumping stations or treatment works for use with existing 
main sewers, the latter should be gaged and a suitable allowance 
made for future development. It may also be helpful to ascertain 
the water supply of the district from both municipal and private 
sources. | 

The average quantity of sewage from a 123-acre commercial 
district in Philadelphia was 92,800 gal. per acre per day. This 
district was entirely built over, the area occupied by buildings 
being 80 acres and that by streets 32 acres. This is a rather 
large quantity of sewage from a commercial district. Gagings 
of the flow from eight such districts in Cincinnati gave figures 
ranging from 14,000 to 72,000 gal. with an average of 40,000 
gal. per acre daily, as given in Table 14. 

The hourly rate of flow from districts of this character varies 
greatly, as is to be expected, but the high rate of discharge 
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lasts much longer than does the early morning peak in the curve 
of flow from residential districts. Curve B in Fig. 11 illustrates 
this, and shows the hourly rate in a district of 23.6 acres with 
12.5 persons per acre, the center of business in Cincinnati. The 
average daily flow in this сазе was 72,000 gal. per acre and the 
maximum rate during the gaging period was 139,000 gal. per 
acre daily. 


TABLE 14.—AÀvERAGE FLOW or SEWAGE FROM COMMERCIAL DISTRICTS, 
CiNciNNArTI, Онто, 1912 


Sewage flow from actual 


gagings No. of 
———TÓ—— eee 
Rea Gals. per acre | Gals. per cap-| cover- Dates of 
Sewer district per day ita per day | ing 24- gagings 
hour 
Aver- | Maxi- | Aver- | Maxi- day 
y age mum? | age | mum! 
aR MA a innu siens Wala Linie сатав ce wo Te s A ed edi eese d da e. 
Sycamore 8t. : 25,800, 76,300 421| 1,245 1 Oct. 30, 31. 
Main 8t...... А .3 |37,750| 88,100) 1,435 3,350 2 Oct. 29, 30. 
Walnut St 60,000/135,000| 4,610/10,360 1 Nov. 2. 
Vine 8t....... 72,000/139,000| 5,780/11,160 1 Nov. 5 
Race St.... 89,400| 2,777| 5,150 2 Nov. 15, 16 
Elm 8t....... 81,250| 1,080| 2,150 2 Nov. 8, 9 
Plum 8t...... 35,300 352 845 1 Nov. 12 
Central Ave. 55.62/22,050| 38,400 396 690 2 Nov. 12, 13 
Totals or 
averages... . 33.2 |40,169 


1 Maximum during gaging period. 


38. Sewage from Industrial Districts.— The quantity of 
industrial wastes not originating from the public water supply 
should be studied individually in each case. The following 
estimates, in gallons per capita daily, have been made in con- 
nection with the design of sewerage works: 


ONA ORO КИЕ А TEMERE ОМЕР. 50 
Fitchburg, Mass., maximum: si uE ааа. 81 
DSU IB YES у quen у aea M SERN o Eal 57 
Neponset Valley intercepter, Мазз..................... 25 
Milwaukee 5 РСЕ NA mute mue 57 
Passaic Valley intercepter, N. J., maximum............- 38 
Paterson, N.: J.s TOROMANI е 18 
Providence, R. L, maximum: e 2.00000. И: 42 


The variation in the hourly rate of flow from a typical indus- 
trial district with some residences, in Cincinnati, is shown by 
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curve C, Fig. 11. It had an area of 294 acres and a population 
of 19.1 persons per acre. The curve is based on 3 days’ gagings 
during which the average rate was 6,787 gal. per acre and the 
maximum rate 13,485 gal. per acre daily. This maximum is 
equivalent to an hourly rate of 708 gal. per capita daily, 198 per 
cent of the average daily rate. 

39. Provision for Storm Water in Intercepting and Separate 
Sewers.—' There is a general impression that it is wise to provide 
in intercepting sewers for & small quantity of storm water, 
expressed often as being sufficient for the “first flushings" of 
street surfaces and sewers. This impression is based upon the 
assumption that there are accumulations of sewage sludge in 
the sewers and quantities of filth on the streets which will be 
immediately flushed into the intercepting sewers with the 
first run-off due to rain. In some sewers laid on very flat grades, 
or where sewers have settled or have been built with depressions 
in them, there may be such deposits, but where sewers are laid 
on grades which give satisfactory velocities such deposits are 
believed to be exceptional. Where deposits do occur they are 
generally found to consist largely of sand and other heavy 
detritus, dropped by the current as the velocity of flow decreased 
with the decrease in volume and depth of flow in the sewer. 
It is apparent, therefore, that these deposits will not be picked 
up again by the current until a substantial increase in rate of 
discharge is reached. 

Intercepters are fed by trunk sewers serving rather large 
districts. Considerable time is required to flush the major part 
of the district systems to the intercepters, during which a large 
flow is likely to reach them from the nearer portions. Unless 
considerable surplus capacity is provided, the intercepters will 
often be running full before the flushings from mueh of the 
tributary area can reach them. Therefore, too much stress 
should not be laid on their ability to care for the “first flushings," 
although as ordinarily designed they can accomplish something 
in this direction. 

Assuming that the average daily flow of sewage is 100 gal. 
per capita and that the capacity of the intercepter is 300 gal. 
per capita, there will be a surplus capacity available for “first 
flushings" equivalent to twice the average flow of sewage, if 
such flushings come at a time when the flow is at the average 
rate. The maximum rates of flow generally occur in the spring 
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when ground water is high, and at other times there will always 
be some surplus capacity. Furthermore, as intercepters are 
usually designed to be adequate for many years, there will be a 
considerable excess capacity during the earlier years, although 
this should not usually be counted upon to care for storm water, 
for it is a gradually diminishing allowance accompanied by a 
gradually increasing need, if need there should be. 

Under the foregoing conditions the sewage will be diluted to 
one-third its normal strength. If consideration be given to the 
excess of water used and to the quantity of ground water which 
leaks into the sewers in this country, giving a more dilute sewage 
than that of England, it is evident that the dilution provided 
is about double that of the standard of the Royal Commission 
on Sewage Disposal (1908), which recommends treatment of 
about three times the dry-weather flow in the ordinary tanks; 
but the Commission also recommends provision of storm stand-by 
tanks for treatment of such additional flow as may be brought 
to the plant. 

The foregoing outline of a rational method of estimating 
the quantity of sewage to be provided for applies to the design 
of a number of structures such as intercepters, pumping equip- 
ment, grit chambers, and large trunk sewers, and the units 
discussed are for maximum rates of flow when the sewers are 
full. 

Those principles are also applied in fixing the basis of design 
for a separate system of sewers, or a system from which it is 
intended that storm water shall be excluded. It is important 
to note, however, that in practice it is not uncommon for а 
considerable amount of surface run-off to find its way into 
manholes, and for numbers of storm-water roof conductors to be 
connected to separate sewers, in spite of rules or ordinances pro- 
hibiting such connection. It is wise, therefore, in separate 
Sewer design, to make some additional allowance for storm 
water in the maximum rate of sewage flow. 

40. Total Quantity of Sewage.— Having given consideration 
to the population, area, and average and maximum rates of flow 
to be expected in residential, mercantile, industrial, and park 
districts, it is next necessary to combine the different elements 
to arrive at an estimate of the quantity of sewage for which pro- 
vision should be made for the entire community, or the portion 
of it which may be served by a trunk or intercepting sewer. It 


TABLE 15.—Po0PULATIONS AND AREAS OF CINCINNATI SEWER Districts As OF 1912 AND 1950 Оно River Districr 
(Part of table to illustrate form and method) 


I 
As of 1912 As of 1950 


Area in acres 


Area Density, Density, 


Total area 
inside | Popu- | persons | Total | Parks persons | Popu- 
city | lation рег а шр Rail- | Indus- | Mer- | Residen-| excluding per lation 


Num- 
ber 


Sewer district, name 


(acres) асб: |“. lao road trial | cantile tial parks, aera 
ДШ | torios yards area area area | cemeteries, 
R. К. yards 


50 Waldon Bb. ТТЕ 100.8] 1,168) 11.6 100.8} ..... 15.0 1,510 
51 Eggleston Ave. 1,509.8 50,435| 39.5 1,509.8| 203.0 49.3 63,000 
52 Bulle Бие, 12.3 400] 32.5 DEBE ones |... m SMOG le e» v [cerva e? 39.8 490 
53 Lye S IERI TI OE OI 10.5 440| 42.5 PUT LEE RIS BEER S I % АО оо PEERS 40.0 420 
54 | Lawrence St..... 15.1 368| 24.4 IE o0 | УА ADP IEE А РУОР 39.7 600 
55 Ludlow 8t............... 14.4 928| 64.5 ЗЕЕ ДВГ | o EY 123901. PEE OE 65.3 940 
56 | Broadway... 26.0) 1,959| 75.3 tns Ner EPI 2 7 EU 14:001700: 80.0 2,080 
57 Sycamore 8t............. 37.9| 1,702| 44.9 SII ed es] veros EET 1289.9 .] ae ex 60.0 2,270 
58 АДЕН ео O а 28.4 540] 19.0 ЯЗ се E DU] 98061.79. 25.0 710 
р РЕТТЕ ОСЕ 36.9 421] 11.4 85:018 ено О A Sey осие я 10.0 370 
60 У 33.7 308 9.1 а PROGR, ETUR. 158.1; о 10.1 340 


Totals of districts 40 to 80 


ООСО ИО 15,614.3|238,794 16.0 |17,266.5) 540.2 | 118.0 | 2,092.0| 721.2 |13,795.1 16,608.3 


1 In computing density of population, areas of parks, cemeteries, and railroad yards are deducted from total area of sewer district. 
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will simplify the explanation of the method of estimating and 
serve to summarize the whole discussion, if an illustration from 
actual practice is given. For this purpose the studies made 
in Cincinnati, Ohio, in 1913, already alluded to, may be taken. 
'Three main intercepter districts were planned and designated 
as the Duck Creek, Ohio River, and Mill Creek districts from the 
names of the water courses along which the intercepters were to 
be constructed. 

Having first studied the loeal conditions and estimated the 
probable growth of the city as a whole, both in population and 
area, during the assumed “economic period of design," con- 
sideration was given to the distribution of population and 
area among {һе several sewer districts. 'Тһе respective areas, 
as dictated by topography, were indicated upon maps and 
measured with the planimeter. A large map was then prepared 
upon which were indicated the outlines of the residential, mer- 
cantile and industrial areas and parks, railroad yards and 
cemeteries. The portions of each coming within each sewer 
district were measured and tabulated as in Table 15, together 
with the estimates of future population. 

Consideration was next given to the quantity of sewage 
for which provision should be made, the units of maximum rate 
of flow in intercepters adopted after a study of local conditions 
and of all data available being given in Table 16. 


Taste 16.—Unir QUANTITIES OF FLOW IN INTERCEPTERS ASSUMED FOR 
CiNciNNATI, Оно 
Residential areas 


ОЕ Stes aR PPR Е HE Dan 135 gal. per capita per day 

Grousdiwater... е RASA. 750 gal. per acre per day 
Mercantile areas 

Sewage (resident population). „о... 135 gal. per capita per day 

Additional allowance ior character of 

development..: а: 40,000 gal. per acre per day 

Groundiwatot 2M iUm ceste 750 gal. per acre per day 
Industrial areas 

Sewage (resident population)........... 135 gal. per capita per day 

Industrial wastes............ sessi 9,000 gal. per aere per day 

Ground waters... ЖБ. АЛА... 750 gal. per acre per day 
Parks, railroad yards and cemeteries 

боа не б улузы rers bok 750 gal. per acre per day 


The results obtained by the computations are illustrated by 
Table 17 and are summarized for the whole city in Table 18. 


Taste 17.—EsriMATED Quantity or CINCINNATI SEwAGE TO Ве Proyipep rog AT Maximum КАТЕ or Frow as or 1950 
Оно River DISTRICT 


(Part of table to illustrate form and method) 


Area in acres Million gallons per day 
at COLO EC PREISE Um. uh mE Кента total Cumulative 
Num- Sewer district, xm Water Ground Indus- | Mercan- quantity quantities 

De Ems шиге | otal | Indum | Mer- | supply | абер | trial |Чевет- 

popu- trial cantile | reaching sewage age 

lation ded area area sewers si 9,000 | 40,000 

135 g.c.d E g.a.d. gad m.g.d c.f. c.f.s 
50. | Waldon Вы........:.... 1,510) 100.8] 22.0 ..... 0.204 | 0.076 | 0.198 | ...... 0.478 | 0.7 21.7 
51 Eggleston Ave.......... 63,000 1,509.8 271.8) 161.0 8.505 1.132 2.446 6.440 18.523 28.7 50.4 
52 Butte Bii oves ce 490 12.3 12.3 " 0.066 0.009 ОЛ БОГ ve 0.186 0.3 50.7 
53 420 10.5) 1075 Козду 0.057 0.008 0:094. |6. 0.159 0.2 51.0 
54 600 15.1 18:1] Кз 0.081 0.011 02196 18 o. 0.228 0.3 51.3 
55 940 14.4 14:4] 7299: 0.127 0.011 07190! rides 0.268 0.4 51.7 
56 2,080 26.0 12.0 14.0 0.281 0.020 0.108 0.560 0.969 1.5 53.2 
57 2,270; 37.9 8 ol 29.9 | 0.306 0.028 0.072 1.196 1.602 2.5 55.7 
58 710 28.4 5.0 23.4 0.096 0.021 0.045 0.936 1.098 1:9 57.4 
59 370 36.9) 6.0) 30.9 0.050 0.028 0.054 1.236 1.308 2.1 59.5 
60 340 "ul 7.0 26.7 0.046 0.025 0.063 1.068 1.202 1.9 61.1 
Totals of districts 40 to 80 
inclusive............+. 303 , 826 17, 266.5) 2,092.0 721.2 | 41.017 | 12.950 | 18.828 | 28.848 | 101.643 [157.2 


In this table, g.c.d. is an abbreviation of gallons per capita daily: g.a.d. is an abbreviation of gallons per acre daily: m.g.d. stands for million 
gallons daily, and c.f.s. for cubic feet per second. 
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TABLE 18.—Estimatep ToraL Quantity oF SEwaAGE TO Be Proven ron AT Maximum ВАТЕ or FLOW iN THREE 
IwTERCEPTER Districts, Cincinnati, Онто, As or 1950 


Million gallons per day Quantity in 


CNW units of 
Intercepter н decane 
TT тод ч Gallons |Gallons 
750 sewage eet ith 
g.a.d. 40000 | mgd. | сїз. | * p 


g.n.d. 


Mill Creek............ senes] 308,664/52,740.1) 4,863.3) ..... " .555 | 43.770 | ...... . $ 405 
ORIG Rivets 1er sere cero seras 303,826/17,260.5| 2,092,0 


Duck Сгеек........... REXEL 99,320/12,090.9| 1,228.5) ..... . .518 | 11.050 | ...... . . 342 
Тобш1........... vean sns | 711,810/82,097.5| 8,183.8| 721,2 | 96.095 366 
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The rates in all cases are the highest anticipated at times 
when it will be necessary to intercept the sewage or ultimately 
to treat it. 'They are influenced by the smoothing-out effect 
of the differences in time of entrance of sewage from lateral 
sewers into trunk sewers and from trunk sewers into inter- 
cepters. The ground-water allowance is low, because of the 
topography, which assures the location of most of the sewers 
above the elevation of ground water. 

The allowances for flow in the several districts and for the 
entire city are given in Table 19. "There are substantial differ- 
ences in the allowances for the several intercepters, more than 
twice as large а flow per acre being provided for in the Ohio 
River intercepter as in either of the others. 


TABLE 19.—EsrrMATED UNIT Quantities OF SEWAGE TO BE PROVIDED 
FOR AT A Maximum Rate or FLOW iN THREE MAIN INTERCEPTER 


Districts, As OF 1950, CINCINNATI, OHIO 


Duck Creek Ohio River Mill Creek Whole ci 

x г i ole city 

intercepter intercepter intercepter 
Gal. ад Gal ац Gat. | 991 Gal. ры; 
ак сар- | Рег сар- | Рег T. cap- | Per por cap- | Per 
җы ita | cent ita | cent ita | cent po ita | cent 

per ‚| per 1 | рег рег 

day! es day 5 дау аы дау! day 


Sewage from resident population|1,057/135.0| 39.5/2,375/135.0| 40.4| 790 
Additional allowance, mercantile 


135| 33.4/1,162/135.0| 36.9 


873)111.2) 32.5|1,090| 62.0) 18.5] 830 
750| 95.8] 28.0) 750) 42.0) 12.7) 750 


142) 35.0] 890/103.3| 28.2 
128] 31.6] 750) 87.1) 23.8 


Toll eos eerie cscs er 2,680/342.0|100.0|5,885|334.0|100.0|2,370| 405|100.0|3, 150/366.0|100.0 


1 Total area of district, 

Industrial sewage, based upon 9,000 gal. per acre of industrial area; mercantile sewage, upon 40,000 gal. 
per acre of mercantile area; ground water, upon 750 gal. per acre of total area; domestic sewage, upon 135 gal. 
per capita. 


Problems 


1. The population of Reading, Pa., in 1920 was 107,784. Assuming a 
uniform rate of growth of 12 per cent each 10 years, what will be the popu- 
lation in 1960? 

2. Draw a reasonably smooth curve through the U. S. Census population 
figures from 1800 to 1920 for Worcester, Mass., given herewith and extend 
the curve to 1960. What will be the probable population in 1960? 
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1900; отео эе рэ» ДУЛЕ 80е mR oy nala 41,105 
POLO Ay. uu ert neo t eiie а 2: D E УДАРИ ААА 58,291 
(СУЗ ox Hs saperne 2,902 wih SO0 К epo саа 84,655 
ДАК АО AMAT te Ж 17519007. 57 ЗБ seen pea 118,421 
РОЧК А a АЕРДЕ А 145,986 
се Г A ЖЕНЕ, Р ache deas 4 L450408/10207 res erue ode Eie stereo 179,754 
Заб; vor ТЕА чийэн, 24,960 


3. The following are census figures for the cities indicated taken at 10-year 


intervals: 


| 1870 | 1880 | 1890 


1900 | 1910 | 1920 


Providence, R. I 
Worcester, Mass 


68,904/104 ,857 132,146 
84,655/118,421/145,986 


Richmond, Уат. 27 ,57037,91051,03863,600 81,388) 85,050 
Des Moines, Iowa.......... 12,035 22,408 50,093 62,139 86,368/126,468 
ATDBHSCUNOE 2. ener eats 24 , 209/33 , 721/50 , 763/62 ,367| 69,422) 90,758 
Topeka KANE. „Ауу qe cies 31,007 33,608) 43,684 50,022 


Without regard to the propriety of using these data, compare the rate of 
growth of Topeka graphically with those of the above cities, and estimate 
its probable population in 1945 on the basis of such comparison. 

4. From the data in Problem 3, compute and plot the relation between 
size and percentage increase per decade for the five cities after their popu- 
lations reached the 1920 population of Topeka, and with these data estimate 
the probable population of Topeka in 1945. 

5. Assuming that the ten year arithmetical rate of increase of population 
of Topeka, Kans., will be the same in the future as for the 1910 to 1920 
decade, what will be its population in 1945? 

6. Using the average curve in Fig. 6 and with the 1920 population of 
Worcester as given in Problem 2, compute the population in 1960. 

7. If the Milwaukee sewage flows into aeration chambers having capacity 
for 6 hours' flow at the average rate, what would be the average detention 
period (time of flow through the chambers): from 7 A.M. to 12 noon? from 
8 P.M. to 6 A.M.? Use the dotted line in Fig. 8 for hourly variations in 
flow for the Milwaukee sewage. 

8. Assuming the density of population as shown in Fig. 9 for Lynn, Mass., 
find the maximum rate of discharge of sewage to be expected in 1950 from 
àn area of 2,400 acres if the average water consumption is 115 gal. per capita 
per day and the expected flow of sewage is 90 per cent of the water con- 
sumption and the hourly variations in flow in accordance with the smooth 
curve in Fig. 8. Assume the maximum rate of ground-water leakage at 
4,000 gal. per acre per day. 

9. An intercepter is planned to receive the discharge of three sewers each 
having flow characteristics as in Curve A, Fig. 11. Sewer A serves 5,000 
People, Sewer B, 3,500 and Sewer C, 2,400. Velocities in the intercepter 


70 SEWERAGE AND SEWAGE DISPOSAL 


will be such that the flow from C will reach the point of interception with B 
in two hours and the combined flow will require another two hours to reach 
the junction with A. Determine the required capacity of the intercepter 
below its junction with A. 

10. If a reconsideration of the design of the Cincinnati intercepting 
sewers for which data are given in Tables 15 and 16, indicated that an 
average 1950 density of 20.0 persons per acre might be used for all areas 
and that 100 gal. per capita per day will reach the sewers as domestic sewage 
from the water supply, with ground water and other data as in the tables, 
compute in tabular form the maximum rate of sewage flow to be expected 
from districts 50 to 54, inclusive, in m.g.d. and c.f.s. 


CHAPTER III 
QUANTITY OF STORM WATER 


The rate at which storm water, including melted snow and 
ice, will flow from the surface of the ground into drains and 
combined sewers must be estimated before designing these 
conduits. The quantity of storm water is usually so much 
larger than the quantity of sewage that the sizes of combined 
sewers are determined generally by the rates of rainfall and 
corresponding run-off. The amount and intensity of rainfall 
can be measured. The run-off or part of the rainfall which 
reaches the drains or combined sewers depends upon the ratio 
of the impervious to the relatively absorbent surface, the intensity 
and duration of the rainfall, the character, shape, and slope of 
the drainage area, and other considerations. It is manifest 
that a smaller proportion of a light rainfall on a dry sandy 
tract will reach the sewers than of a heavy rainfall on a clay 
tract of the same size and topography. 

41. Rain Gages.—The type of rain gage that has been most 
widely used consists of a cylinder as shown in Fig. 12, 8 in. 


Fig. 12.—Standard rain gage—U. S. Weather Bureau. 


in diameter and about 2 ft. high. It is capped with an 8-in. 
sharp crested funnel emptying into an inner cylinder having a 
cross-section of one-tenth that of the funnel. The depth of 


tain collected in this cylinder is measured each day with 
71 
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a graduated cedar stick. The depth of precipitation is thus 
magnified ten times and readings to one-hundredth of an inch 
are taken. Should the capacity of the inner cylinder be ex- 
ceeded, the overflow is retained in the outer cylinder and can be 
measured. 

In sewerage engineering the rate of rainfall during periods just 
long enough to produce maximum run-off conditions is more 
important than the total daily rainfall, for reasons to be discussed 
later. Such rates can only be measured practically by automatic 
recording rain gages, and on account of the small number of 
these instruments in use until recently, there are few long-time 
records of this character. 

42. Recording Rain Gages.—The gages which give the records 
most helpful to sewerage engineers make graphical records from 
whieh it is possible to determine accurately the precipitation 
in time intervals as short as 2 to 5 min. 

In all such instruments the rainfall entering a circular collecting 
area or opening, from 8 to 14.85 in. in diameter in different 
instruments, passes to an operating mechanism, of which there 
are three general types. The first type 
receives the water in a container sup- 
ported on a weighing device which actu- 
ates recording mechanism that moves а 
pen pressing on a moving chart. In the 
second type, the rain water is delivered 
to tilting pans, which tip when full and 
thus discharge their contents. Every 
act of tipping actuates an electrical or 
mechanical device which makes a record 
on a chart moved by clockwork, and as 
the quantity of water discharged by each 

: tipping is known, the rate of rainfall is 

Fro. 13.—Friez tipping thus determined. In the third type, the 

bucket sage: water flows into a container in which 

there is a float with a vertical arm carrying a pen. This pen 

records the height of water in the container on a chart moved 

by clockwork, and the container is usually of such size that the 
float will rise at a faster rate than the rate of rainfall. 

Fig. 13 illustrates a tipping-type of gage made by Julien P. 
Friez and Son, Baltimore. The rain is collected in a funnel 
12 in. in diameter and conducted through a tube into a bucket 
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with two compartments, each holding the equivalent. of 0.01 
in. of rain. The bucket is supported on trunnions in such 
а manner that as soon as а compartment is full the bucket 
tips, the compartment is emptied and the other compartment 
brought into position for filling. Each time the bucket tips, 
it closes an electric circuit which causes a pen to record a step 
on a chart carried by a revolving cylinder, Fig. 14. The record 
does not represent directly the progress of the storm, the motion 
of the pen being reciprocating, up for 0.05 in. and down 0.05 in. 


Fia. 14.—Register for Friez gage. 


The time-scale of this chart is 216 in. to an hour. The amount 
of rainfall is indicated, not by measurement on the chart, but 
by counting the number of steps, or of “flights” of 5 steps each. 
It is therefore possible to determine the rates of rainfall from this 
record with a good degree of precision. The Weather Bureau 
carefully investigated the accuracy of the instrument and deter- 
mined that on account of the appreciable time required for the 
bucket to tip, the error due to the inflow of water into a compart- 
ment already full before the bucket could tip and present the 
empty compartment is sufficient to produce an error of about 
5 per cent at times of very heavy rain. 

One of the oldest and most satisfactory gages, devised by 
Desmond FitzGerald, is shown in Fig. 15, and the chart made 
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Diagram of Maximum Rainfoll 
at Boston,Moss. 
1879 - 1880 - 1881 —1882 —1883. 


Reference" Engineering News" May 31,1884. 


The complete diagram is 24 in. long. 
Fia. 16.—Chart from FitzGerald gage. 
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from it is ruled like the diagram in Fig. 16. The charts move 
from right to left, however, and not as indicated. The rain 
is collected in a funnel 14.85 in. in diameter, and conducted 
through a tube into a receiver containing a float. The diameter 
of the receiver is such that 1 in. of rain causes the float to rise 
2in. The float carries a pencil bearing directly upon the chart 
carried by a revolving cylinder. This cylinder is of such a size 
that a chart 24 in. long is revolved once every day so that the 
time-scale is 1 іп. per hour. It is therefore possible to determine 
rates of precipitation with fair accuracy. 

Gages should be set! at least 50 ft. from objects which may 
cause wind currents interfering with accurate measurement, 
and the collector ring or opening should be within 30 in. of the 
ground. It is often difficult to comply with the latter condition, 
and if the collecting ring is at a considerable elevation above 
ground, it may receive a markedly smaller quantity of water 
than if placed within the standard distance of the ground. 
If it is impossible to place the collecting ring practically at 
ground level, a standard non-recording rain gage should be 
maintained near the automatic gage and the records of the latter 
adjusted to agree with those of the standard gage. 

43. Intensity of Precipitation.—1n a general way the inten- 
sity of precipitation varies inversely with the duration of the 
downpour, or in other words, very heavy showers do not last 
as long as rains of lesser intensity. Intensity is expressed in 
terms of inches per hour; that is, if 1 in. of rain falls in 20 min., 
the rate or intensity of precipitation is 3 in. per hour. 

By careful measurements of a gage chart the rates of pre- 
cipitation for such periods as 5, 10 and 15 min. during the storm 
can be ascertained. When such records are available for a 
considerable period of years they furnish a fair indication of 
the intensities which may be expected on the average during 
a term of years approximately equal to the period of record. 
They may not, however, cover the extreme conditions likely 
to occur, or they may include a great storm due to occur only 
once on the average in a much longer period. 

44. Development of Time-intensity-frequency Curves.—lIf 
automatic records of intense rainfalls are available for a sufficient 
period, say 20 years, so that they may be assumed to include 


! Circular E, Instrument Division, U. 8. Weather Bureau, on Measurement of Precipita- 
tion, gives valuable information on this important subject. 
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all the weather conditions which are ordinarily experienced, 
then the maximum observed intensity for any duration of rain 
may be taken as that likely to be equalled or exceeded once in 
that period, in this case once in 20 years; the second has been 
equalled or exceeded twice in the period of record, or on the 
average once in 10 years, and may be assumed to have a fre- 
quency of 10 years. Similarly, intensities likely to occur in 
any time interval shorter than the period of record may be 
obtained. 

If then the highest 10 points for each time interval (duration 
of downpour) be plotted, the lines connecting the several points 
of the same rank will represent the intensities which have been 
equalled or exceeded on the average once in 20 years, 10 years, 
624 years, 5 years, and other intervals, say, down to once in 
2 years. For convenience, the corresponding rainfall rates 
are said to have frequencies of 20 or 10 years, and the like. 
Judging the future by the past, and smoothing out the curves 
so as to eliminate obvious inconsistences (as for instance when a 
point is so far in excess of others as to indicate an intensity 
unlikely to recur in a much longer period), the resulting curves 
may reasonably be taken as time-intensity curves of various 
degrees of frequency. 

Examples of such curves are shown in Figs. 17, 18 and 19. 

Obviously the lower curves are less likely to be in error than 
the outermost or enveloping curve; and the longer the period 
of record, the better the series of curves. Some of the maximum 
points in а record, say of 30 years, for example, may diverge so 
much from the others as to indicate that they really belong on a 
eurve of much less frequency, such as а 50- or 100-year curve. 
On the other hand, the highest two or three curves may be so 
close together as to indicate that the highest is probably below 
the true average curve for the stated period of years. 

In an analysis of this kind there is no reliable way of estimating 
the probable frequency of such abnormal data. It is customary 
in such cases to omit from consideration any points which are 
so far above the others as to indicate that they really represent the 
maximum for а much longer period of time than that covered 
by the record. 

Plotting the data on logarithmie co-ordinate paper for each 
duration may be employed to assist in forming a judgment of 
frequency of storms not in conformity with the bulk of the data. 
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If the eurves for the various durations are in reasonable agree- 
ment with the plotted points, it may be possible. to extend 
them and to construct a curve of probable relations corresponding 
to a frequency much less than the term of the observations; 
for instance, a 50-year eurve might be based upon records cover- 
ing 20 years. The dangers of relying too much upon such 
extrapolated curves are obvious. 
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Fio. 19.—Rainfall curves for Galveston, Tex., from 30-year record (1890-1919). 


The selection of the rainfall curve to be adopted as the basis 
for design in any community is an important matter. While 
it might be desirable to provide drainage channels adequate 
for the greatest storms of which there are local records, such a 
course would usually require large expenditures which in many 
cases would be prohibitive, particularly if proper provision be 
made for increase in the proportion of impervious area likely 
to take place within the next 30 to 50 years in a rapidly growing 
community. It may be necessary, therefore, to reduce the 
allowances, and one of the most logical ways in which this can 
be done is by the adoption of a rainfall curve likely to be equalled 
more frequently, as, for example, once in 15, 10 or even es low 
as 5 years. In making the selection, consideration should be 
given to the several economic conditions of the case, especially 
the funds reasonably available for construction and the probable 
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amount of damage and inconvenience caused by occasional 
flooding. 

45. Form of Rainfall Curve.—Many equations of rainfall 
curves have been written in the form i = a/(t + b). A curve 
of this form often expresses the actual observations with a fair 
degree of accuracy for rains of 10 min. to 2 hr. duration. Beyond 
these time limits the results are generally too low. In some cases 
the exponential equation, 7 = a/t? has been found satisfactory. 
The exponent b is usually between 0.5 and 0.7. The form i = 
a/(t + b)* sometimes agrees with the data better than any other. 

It is possible that a single form of equation may be applicable 
to а large area, as for instance to the northeastern section of 
the United States; that variation of the constants b and (or) c 
will adjust it for a particular locality, and of a for frequency 
of occurrence. It will be necessary to analyze a considerable 
number of long-time records obtained in various parts of the 
country before this can be determined. 

46. Intensity of Rainfall at Louisville, Kentucky.— Тһе United 
States Weather Bureau has maintained a rain gage in Louis- 
ville since 1872. Since 1894 a registering automatic rain gage 
has been in use. 'The records from 1894 to 1897 inclusive 
for excessive rainfalls? are recorded in the Monthly Weather 
Review, the maximum amount being given for the 5-, 10-, and 
60-min. intervals. Since 1897, records of accumulated amounts 
have been published for several time intervals, after the begin- 
ning of intense rates. In this study, the 24 years’ record for 
the period 1897-1920 is used. 

The maximum amounts and intensities are given in Table 20, 
arranged in the order of their magnitude апа number of occur- 
rences for the periods indicated, regardless of the storm in which 
they occurred; that is, the amounts and intensities shown for 
a given number of occurrences did not necessarily occur during a 
single storm. For example, the highest amount for 5-min. 
duration occurred during the storm of July 15, 1919; for 
10-, 15-, 20-, 25-, 30-, 45-, and 60-min. during the storm of Aug. 
29, 1917; and for durations longer than 60 min. during the storm 
of Aug. 8, 1898. Therefore a sewer system, if designed to care 


1In this discussion, ? represents intensity of rainfall in in. per hour, and t, duration in 
minutes; a, b and c are constants. 

2 Excessive rainfalls, as defined by the U. 8. Weather Bureau, include all rates of precipi- 
tation in excess of (0.014 + 0.20), i.e., time in minutes (taken as hundredths of an inch) 
plus 0.20. Thus 0.25 in. in 5 min., 0.80 in. in 60 min., and 1.40 in. in 120 min., are excessivo 
rainfalls. 
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Kx. 


(Twenty-four years, 1897-1901) 


.—IwrENsiITY, DURATION, AND FREQUENCY OF RAINFALL, AT 
LOUISVILLE, 


TABLE 20 
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for the runoff from rainfall intensities as shown for a given number 
of occurrences, would be likely to be surcharged only in part by a 
single storm in which intensities corresponding to those of a 
smaller number of occurrences were experienced. 

The first line in the table shows the order or number of occur- 
rences, and applies to the amounts and intensities given in the 
columns below the numbers. ‘The figures represent the number 
of times that the intensities and amounts for the different periods 
have been equalled or exceeded in the 24 years covered by the 
record. 

The second line shows the frequency in years and is equal to 
the length of the record divided by the number of occurrences. 

In column 1 is the highest amount in inches, and the corre- 
sponding intensity in inches per hour for the duration stated. 
In column 2 is the second highest amount in inches and the 
corresponding intensity in inches per hour for the duration stated, 
and so on for the other columns. 

It will be noted that no data are given for the storm of 360- 
min. duration and occurring once in the period of the record, 
although the storm occurring twice is shown. Similarly, for 
45-min. duration, storms occurring three and five times are 
shown, but none for four occurrences. In these points, the 
table departs from the data obtained from the records, because 
the 360-min. precipitation tabulated as of two occurrences was 
actually experienced but once, and the other blanks indicate 
similar shifts of the record data. But if the cumulative amounts 
of rain be considered, it is obvious that the typical storm of 
24-year frequency could not have yielded 3.21 in. in 300 min. 
and a smaller amount, 2.82 in., in 360 min. The quantity 
for 360 min. must be at least 3.21 in., unless the amount for 
300 min. is abnormal and should be reduced, and the other 
figures give no indication that this is the case. The amount of 
2.82 in., is, therefore, shifted to the column of amounts equalled 
or exceeded twice, subject to the same criterion when examining 
the data in that column. In a similar way, other figures have 
been shifted into columns later than their actual places, before 
utilizing the figures for drawing curves. 

It sometimes happens that when two nearly contiguous 
downpours with moderate intensity of precipitation between 
them are treated as a single storm, somewhat higher intensities 
will be found for a given duration than for a shorter duration. 
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Fic. 20.—Intensity, duration and frequency of rainfall, Louisville, Ky., from U. S, Weather Bureau records 1897-1920 (24 years) 
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This is very exceptional, however, and is not in accordance with 
the general relation which exists between intensity and duration 
of rainfall. 

From the data in Table 20, Fig. 20 has been plotted with 
intensities in inches per hour as ordinates, and durations in 
minutes as abscissas. On this figure is also shown a point 
plotted for 2.70 in. per hour and for a duration of 60 min., and 
marked “Storm of July 4, 1896." As can be seen, this storm 
lies far above that of any in the records of 1897 to 1920, inclusive. 
It may, therefore, be inferred that this storm is of very unusual 
character and will recur only at very long intervals. It is quite 
certain that the city would not be justified in building all its 
sewers of a capacity sufficient to carry off the rainfall from a 
storm of such magnitude. The data for this storm are not as 
complete as for the other storms, as the maximum intensities 
for the 5-, 10-, and 60-min. periods only are given. Table 21 
gives the data on this and other excessive rains reported in the 
Monthly Weather Review for 1895 and 1896. 


TABLE 21.—AMouNTS AND RATES or EXCESSIVE RAINFALL AT LOUISVILLE 
(IncuEs) 1895-1896 


Duration 
Date 
5 min. 10 min. 60 min. 
Amount |Intensity| Amount |Intensity| Amount |Intensity 

June 4, 1895..... 

June 20, 1895.... 0.87 
June 23, 1896.... 1.37? 
July 4, 1896..... 2.70 
July 20-21, 1896. 1.29 


1 Duration 36 min. 
2 Rate for 36 min. = 3.80. 


It is recognized that were the data for these storms complete, 
they might alter the arrangement in Table 20 and change the 
curves slightly. Because of the paucity of data, however, these 
storms have not been included in the analysis of the rainfall. 

On Fig. 20 is shown the 24-year frequency curve, based upon 
the actual records. Curves for frequencies of 15, 10, and 5 years 
have also been deduced from the data and are shown on this 
figure. 
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The equation i = 33.3/1*5*9* gives results which correspond 
closely with intensities which may be expected to be equalled or 
exceeded on the average once in a period of 15 years. The 10- 
year curve is fairly well represented by the equation 7 — 75/ 
(t + 10)*55, The 5-year curve is represented by the equation 
i = 168/(t + 24) 1-02, 

It appears that there is very little difference between the 15- 
and the 10-year curves, especially for periods of 20 to 60 min., 
which are frequently used in the design of sewers and are, there- 
fore, particularly significant. The variation is less than 10 per 
cent, so there would probably be no difference in the sizes 
adopted for sewers, whichever curve were used. It is of interest, 
however, to notice that within the significant period from 20 to 
60 min., the 10-year curve is from 15 to 20 per cent higher than 
the 5-year curve. The record indicates that for periods of time 
greater than 30 min., sewers designed by the 5-year curve would 
be surcharged, on the average, three times, and if designed by 
the 10-year curve, twice in a period of 24 years. 

The 15-year frequency curve is controlled by 5 storms. For 
durations of 5 to 25 min., inclusive, the storms of July 15, 1919, 
and Aug. 29, 1917, fix the location of the curve within narrow 
limits. For 30- and 45-min. duration the storms of July 29, 
1918, and Aug. 29, 1917, determine the position of the curve. 
For durations from 60 min. to 180 min., inclusive, the storms 
of Aug. 8, 1898, and Aug. 29, 1917, determine the position 
of the curve. In general, the 15-year curve corresponds to the 
intensities experienced during the storm of Aug. 29, 1917. It 
lies somewhat below this storm for periods from 10 min. to 30 
min., almost coincides with it for periods of 45 and 60 min., 
and is again a little below for durations of 80 min. and longer. 

It will be noticed from Fig. 20 that the highest two intensities 
for a duration of 45 min. are almost coincident, and the 10-, 15-, 
and 24-year frequency curves are very close together. It seems 
probable that the city will experience an intensity for 45 min. 
somewhat higher than any shown by the records. This justifies 
the position of the 15-year curve which lies -lightly above the 
maximum intensity which has been recorded as indicated on the 
figure for this duration. 

47. Phenomenal Rainstorms.—Storms of extreme intensity, 
commonly called ‘‘Cloud-bursts,” are occasionally experienced. 
They are usually of such rare occurrence as to be classed as 
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“Acts of God," for which it would not be reasonable to provide 
in designing storm drains. They are not to be confused with 
storms resulting from special topographical conditions, more 
partieularly in mountainous country, which may produce rain- 
falls abnormally high according to usual standards but not un- 
usual for the specific locality under consideration. 

During 1913 New York City experienced four storms, in 
all of which the intensity of precipitation, practically throughout 
the storm, was greater than that given by the equation i = 
15/t"5. The significant facts relative to these storms and the 
intensities obtained by this formula are given in Table 22. 


TABLE 22.—PHENOMENAL RAINFALL IN New York Crry, 1913 
Date July 10 


Place 100 Broadway | Central Park | Central Park | Richmond 
i ln ee ee | SOR 
t minutes Intensity ¢ inches per hour 


re 
6. 
5. 
4. 
3. 
3. 
2. 
2. 
2. 
Д5 
ZI 
1% 
1. 
1. 
1: 


48. Distribution of Intense Rainfall.—-The preceding discussion 
of intense precipitation and of time-intensity relations has been 
based upon the records of individual gages; that is, upon the 
rainfall at a definite point in each case considered. Where two 
or more gages have been placed a mile or more apart, it has been 
observed that, with intense storms, there is considerable differ- 
ence in the rate and amount of rainfall recorded by adjacent 
gages. The area on which rain falls at a high rate for periods 
of an hour or less is comparatively small. In the drainage 
of large areas, there is possibility of considerable error in assuming 
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the intensity of rainfall to be uniform and equal to that indicated 
by the time intensity curve for the locality under consideration. 
Very little detailed information upon the distribution of intense 
rainfall is to be had. Few localities are even yet provided 
with an adequate number of recording rain gages so situated 
as to show the travel of and area covered by storms. The 
eight recording gages in New York City are distributed over 
an area 29 miles long and 114 miles wide; the three in Washington 
are in а line approximately parallel to the Potomac River; 
the seven in St. Louis are in an area about 624 miles long by 
134 miles wide. 

In the Boston Metropolitan District there are 13 recording 
rain gages within 10 miles of the State House, so situated as 
to cover fairly well an area of about 12 by 18 miles. Records 
of these gages during the years 1918 to 1922 have been compared 
and studied by Frank A. Marston,! who also made a similar 
comparison of the records of one storm (in 1920) at New Orleans, 
and of а phenomenal storm at Cambridge, Ohio, in 1914. 

The data given indicate that, in a general way, the average 
intensity of precipitation, within the limits usually met in design, 
over an area of 1,000 acres is about 91 per cent of the maximum; 
and over an area of 5,000 acres the average is about 83 per cent 
of the maximum. Approximate ratios of average intensity to 
maximum intensity for several periods of duration and various 
&reas, as determined for Boston and New Orleans storms, are 
given in Table 23. 

There is some justification for the belief that, irrespective 
of locality, downpours of equal duration and having the same 
maximum intensity of precipitation at the eye or focus of the 
storm will cover corresponding areas with about the same 
average intensity. If this proves to be true, data from storms 
Occurring in New Orleans, or other places where precipitation 
of high intensity is of frequent occurrence, can be used to supple- 
ment data from other parts of the country, such as those from 
Boston, thereby adding greatly to the value of such records. 

49. Rational Method of Estimating Run-off.—Any method 
of estimating run-off requires that the engineer rely upon his 
judgment. No two engineers working independently are 
likely to reach precisely the same conclusions regarding the 
extent of the improvement of a drainage district within the 

! Trans. Am. Soc. C. E., 1924; 87, 535. 
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economie period for which drains should be built now, the rate 
of rainfall for which drainage should be provided, and the rate 
at which storm water will reach the sewers. 


TABLE 23.—Ratios оғ AVERAGE INTENSITY OF PRECIPITATION OVER 
Various AREAS TO MAXIMUM WITHIN THE AREA, PERCENTAGE 


(Based upon storms at Boston, Mass., and New Orleans, La.) 


Duration, Duration, 


Duration, Duration, 


acres 15 min. 30 min. 45 min. 60 min. 
0 100 100 100 100 
500 91 94 95 97 
1,000 87 91 93 95 
1,500 84 89 91 93 
2,000 81 87 90 92 
3,000 77 83 87 89 
4,000 73 80 85 88 
5,000 69 77 83 86 


The rational method of estimating run-off has come into 
favor because it enables the engineer to apply judgment directly 
to specific allowances which are subject to analysis, measurement 
and estimate. It requires him to exercise judgment logically, 
after an analysis of the local conditions. The rational method 
is based on the direct relation between the rainfall and run-off 
expressed by 

Q=ciA 
Where Q = run-off in c.f.s. from the given area. 
c = run-off coefficient = ratio of run-off to rainfall. 
i = intensity of rainfall in e.f.s. per acre (inches per 
hour is the approximate equivalent). 
drainage area in acres. 


A 


'The engineer can measure A, but he must estimate the proper 
values of the other factors. The value of 7 to be used depends 
not only on the curves of the intensity of rainfall which fit 
the local conditions and the assumed period of recurrence, but 
also on the time of concentration, which is the time it takes to 
establish run-off and flow from the most distant point in the 
district to reach the nearest inlet and thence flow through the 
sewers to the point in the drainage system for which the required 
capacity is to be estimated. It is the greatest intensity of 
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rainfall lasting for this time of concentration for which provision 
must be made, not the intensity for a shorter period. The 
value of c must be estimated from a study of the soil, slope and 
character of the surface, and a consideration of probable future 
development. 

50. Time of Concentration.— Time of concentration is made 
up of inlet time, the period required to establish run-off and for 
water to flow from the most distant point in the drainage area 
to the drain, and time of flow in the drain. "The latter is readily 
estimated by hydraulie computations explained in Chapter IV. 
Inlet time is sometimes the most important factor in determining 
the probable run-off, particularly in small distriets or in fairly 
large districts with steep slopes. In cities it is seldom less than 
З or more than 20 min. Horner's investigations! led him to 
conclude that along improved streets with grades of 0.5 to 5 
per cent, the water from streets, sidewalks and roofs will reach 
the drain in 2 to 5 min., but the velocity over grass plots is so 
low that even in heavy rains water will take 10 to 20 min. in 
flowing 100 ft. 

Charles E. Gregory? has computed theoretically the run-off 
during a rain of 4 in. per hour for the following cases: 


ed Ee ee el eee 


Time required 
Бача Width, | Length, s for run-off to 
ft. ft. Slope | equal rainfall 
rate, min. 
Asphalt street............. 24 1,000 0.0025 42 
Asphalt street............. 60 600 | 0.005 20 
Boobs шос iae. 25 100 | 0.02 11 


Combined sewers or drains are designed to run full, with 
the run-off from the roofs and streets and the flow in gutters 
at maximum rates, giving a minimum time of concentration 
Which is а constant for а given sewer district in а particular 
state of development. 

When gagings of the storm-water flow are made, the conditions 
are usually different from those assumed in designing, and it is the 
actual time of concentration which fixes the period of the rainfall 
with which the resulting flow must be compared. During а 


! Eng. News, 1910; 64, 326. 
? Trans., Am. Soc. C. E., 1909; 65, 393. 
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moderate storm, the sewer may be but partly filled and the 
velocity of flow may, therefore, be considerably less than the 
maximum. Moreover, unless rain has previously been falling 
for some time, the filling of depressions and the accumulation of 
sufficient head to cause flow over rough or nearly flat surfaces 
will require an appreciable amount of time. The actual time of 
concentration will, therefore, exceed that of design in all cases 
except for a heavy rain immediately preceded by a rain sufficient 
to establish run-off and those which produce the same or a greater 
rate of run-off than that for which the sewer was designed. 

51. Coefficient of Run-off.—The run-off coefficient depends 
upon a large number of elements and is not a constant for a 
given area, even during a single storm. It is seldom unity, 
even when the entire surface is covered with roofs and pavements, 
for some evaporation takes place during the storm, nominally 
impervious surfaces absorb some moisture, and irregularities 
of the surface tend to hold back some of the water. The run-off 
coefficient gradually increases for some time after the beginning 
of a rain until the soil has become thoroughly saturated, the 
impervious surfaces thoroughly wetted and the depressions filled. 
After that time the factor remains substantially constant for a 
given area. It therefore makes considerable difference in the 
rate of run-off whether the critical precipitation comes near the 
beginning of a storm or after rain has been falling for some time. 
Prof. A. J. Henry of the U. S. Weather Bureau prepared! Table 
24 which is helpful in this connection by showing the percentage 
of cases of downpour in Washington, Savannah and St. Louis, 
in which the maximum rate of precipitation occurred within 
various periods after the beginning of the storm. If a warm 
rain falls when the surface is covered with ice, the" run-off 
coefficient may even exceed unity. 

It is evident that an exact determination of the run-off for 
conditions which will exist in the future is not possible. 

In making an allowance for the effect of the rate of precipita- 
tion on the run-off coefficient, it must be kept in mind that in 
most cases the maximum rate of precipitation does not occur 
over a large area, and it may be proper in planning a large 
drainage system to use a lower average rate of precipitation than 
should be used for a smaller area. 


! Bulletin D, Rainfall in the United States, U. S. Weather Bureau. Jour., West. Soc. 
Engrs., April 1899. 
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In a region where the duration of rainfalls is short, the run-off 
coefficient may not be so high as where the rainfalls are pro- 
tracted, so that the depressions in the surface become filled with 
water, the earth becomes saturated and the conditions are such 
that a larger proportion of the rainfall runs off than is the case 
with shorter rainfalls. 


TABLE 24.—PERCENTAGE OF Cases or ExckEssIVE RAINFALL IN WHICH 
THE MaxiMUM INTENSITY OF PRECIPITATION OCCURRED WITHIN VARIOUS 
Time INTERVALS FROM THE BEGINNING OF THE STORM 


_.——— —— ——=с— 
Minutes after Percent of casesin which maximum intensity occurred within period at 


руса» н Washington Savannah St. Louis 

5 17 10 31 

10 38 31 61 

15 59 52 69 

20 64 65 74 

25 72 72 76 

30 81 82 78 

35 86 87 80 

40 91 88 88 

45 93 92 93 

50 94 97 98 
— QU 100 100 100 


Charles E. Gregory, in “Rainfall and Run-off in Storm-water 
Sewers,”! derived a formula from his studies of some measure- 
ments by Hering of the run-off from a certain district in New 
York City and from published records of discharge measurements 
for storm-water sewers, for the relation between the run-off 
coefficient and the duration of the rainfall for impervious surfaces. 
This formula was expressed by c = 0.175t’* where c is the run-off 
coefficient and t is the duration in minutes. The corresponding 


values of c for totally impervious surfaces for various times would 
then be 


$e 3 5 10 15 20 30 45 60 90 120 180 186 
Css 0.25 0.30 0.38 0.43 0.48 0.55 0.62 0.68 0.79 0.86 0.99 1.00 


The duration of storms has another effect on run-off, for if 
the duration of a storm causing flood conditions is less than the 
time required for water to flow from the most distant point 
on the drainage area to the point for which computations are 
made or at which gagings are made, then the maximum discharge 

! Trans., Am. Soc. C. E., 1907; 58, 458. 
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may come when less then the entire drainage area is contributing 
water. This condition need be considered only in preparing 
designs for large drainage areas, or in studying gagings of 
the storm flow in sewers and drains. 

'There is some retardation in run-off due to the time required 
to fill gutters and sewers and build up sufficient head to carry 
off the water in the drains as fast as it falls upon the tributary 
area. In designing sewers, it is usually best to take no account 
of this storage capacity, but it must be considered in studying 
апа comparing gagings of storm flow in sewers with rainfall 
records. 

52. Coefficient of Distribution of Rainfall.—Data upon the 
distribution of rainfall over a drainage area are few and incon- 
elusive. Marston’s studies, already referred to, indicate that 
for the smaller drainage areas this coefficient is very nearly 
unity for areas of 1,000 acres it may be about 0.95; for 2,500 
&cres, 0.90; and for 5,000 acres, 0.85, for durations of about 
60 min. 

53. Coefficient of Retention.—This coefficient takes account 
of the water required to wet the surfaces; evaporation during а 
storm; water held back in depressions and irregularities of the 
surface, by vegetation, etc., and water absorbed by porous 
earth, which, therefore, does not find its way into the sewers. 
All of these influences have vastly more effect at the beginning 
of a storm than after rain has been falling for some time, and 
also vary with climatic conditions, so that the value of this 
coefficient is far from constant, even for a single drainage 
area. Furthermore, in growing cities the extent of the areas 
covered by roofs and impervious pavements is continually 
increasing, with a corresponding diminution of pervious areas, 
and pavements and roofs are being made smoother and less 
absorbent. For this reason, present values of the coefficient 
are of service only for comparative purposes. 

54. Coefficient of Retardation.—If the duration of the storm 
causing flood conditions is less than the time required to establish 
run-off and for water to flow from the most distant point on the 
drainage area to the point for which computations or gagings 
are made, then the maximum discharge will come when less than 
the whole drainage area is contributing water. The ratio of 
the area so contributing to the total drainage area is called the 
coefficient of retardation. 
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Obviously, if the precipitation continues at a uniform rate 
for an indefinite time, the greatest discharge will occur when all 
parts of the drainage area are contributing water, and after an 
interval from the beginning of the downpour equal to the time 
required to establish run-off and for water to flow from the most 
distant point (measured in time of flow) to the point under 
consideration. If the downpour lasts but a short time, and 
particularly if the drainage area is irregular in shape, it is possible 
that the maximum discharge may occur when but a portion of 
the area is contributing water. This portion will be the largest 
area within the drainage area and between two “contours” 
(lines of equal **time-distance" or equal time of flow from the 
point under consideration) whose distance apart, measured in 
time, is equal to the duration of the downpour. If this time 
should equal the time of concentration for the entire area, the 
ratio would be unity and there would be no retardation. 

In problems of design in most cases the maximum discharge 

would result from а rain lasting for a sufficient period so that 
the entire area would contribute water—in other words, for a 
period equal to the time of concentration—and accordingly 
retardation usually need not be considered in such work. For 
large areas, particularly in problems where it is planned to build 
а submain to serve sub-areas which are equal to or greater than 
say one-half the area to be served by the main just upstream of 
the junction with the submain, computations should be made 
from a preliminary design to determine the total area which 
will contribute flow to the point of concentration for different 
time periods, somewhat shorter than the time of concentration. 
The discharge should then be computed for these shorter periods, 
using the intensity of rainfall to correspond with the shorter 
time, and comparison made with the discharge computed for 
the time of concentration of the entire area. 
1 'The coefficient of retardation should not be lost sight of in study- 
ing gagings of flow in sewers. In other words, unless it is certain 
that the downpour has lasted for a period equal to or exceeding 
the time of concentration, it must be remembered that all parts 
of the drainage area may not have been contributing water to the 
maximum discharge, and the area which was actually contributing 
must be determined in order to find the true run-off factor. 

In making this allowance for retardation, the effect of the 
travel of the storm should not be overlooked. Information 
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on this point is usually not to be had, but would be required for 
a complete and accurate solution of the problem. 

It must not be forgotten that the actual time of concentration 
for а given drainage area is not a constant and will be greater 
in light storms, when the drains are but partly filled, than in 
heavy storms, when maximum velocities are attained. This 
condition, like the “coefficient of retardation," is of major 
importance in studying gagings and comparing them with the 
storms producing the run-off. 

55. Values of Run-off Coefficient.— There will inevitably 
be a difference in the influence on the run-off coefficient which 
different engineers attribute to each of the conditions mentioned 
in the last section. These differences are shown in Table 25. 

Some engineers do not attempt to make close estimates of 
the different kinds of surface in an urban district, but content 
themselves with average values of the proportional run-off 
as follows:! 


НА Ото ы ара © 0.70-0.90 
For the adjoining well built-up portions.......... 0.50-0.70 
For the residential portions with detached houses 0.25-0.50 
For the suburban portions with few buildings.... 0.10-0.25 


In general, in the absence of suitable information from which 
to estimate directly the run-off coefficient for a given area under 
conditions assumed to exist at the end of the “period of design," 
this factor may be most satisfactorily approximated by estimating 
the “equivalent percentage of totally impervious area," as it is 
sometimes called. Thus if it is assumed that in the future 15 
per cent of the area of the district will be covered by roofs for 
which the coefficient would be 0.95, 30 per cent by pavements 
with coefficient 0.90, 40 per cent by lawns with coefficient 
0.15, 15 per cent by gardens with coefficient 0.10, the resulting 
coefficient for the entire district will be 0.4875, or, in round 
numbers, 0.50. 

56. Average Run-off Coefficient According to the ''Zone 
Principle" (Time-contour Analysis).—If a drainage area be 
conceived as divided into zones by lines (called time contours), 
each connecting the points from which water will flow to the 
outlet in an equal time, then the water running off from any 


! See also coefficients shown in Table 26 following. 
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zone at any moment will be derived from a particular part of 
the storm, while the run-off from the next zone will be derived 
from a correspondingly earlier or later portion of the storm. 


TABLE 25.—RANGE IN ESTIMATES OF Run-orr FROM DIFFERENT CLASSES 
OF SURFACE IN PROPORTIONS OF THE RAINFALL INTENSITY 
(From Bryant and Kuichling’s Report on the Adequacy of the Present 
Sewerage System of the Back Bay District of Boston, etc., 1909) 


For water-tight roof вшитїасев..................... 0.70 to 0.95 
For asphalt pavements in good огӣег.............. 0.85 to 0.90 
For stone, brick and wooden block pavements with 

tightly cemented }оїпїв........................ 0.75 to 0.85 
For same with open or uncemented joints.......... 0.50 to 0.70 
For inferior block pavements with open joints...... 0.40 to 0.50 
For macadamized гоайзуаув..................+-.. 0.25 to 0.60 
For gravel roadways and ууа1Ёв................... 0.15 to 0.30 


For unpaved surfaces, railroad yards and vacant lots. 0.10 to 0.30 
For parks, gardens, lawns and meadows, depending 
on surface slope and character of subsoil......... 0.05 to 0.25 


Obviously, the time contours are likely to be very irregular, 
being affected by irregularities of the surface, by surface slopes, 
by location of inlets, by slope and length of drains, and by other 
factors. For practical purposes, however, it is sufficient to 
consider the entire drainage area as approximating a regular 
geometrical figure—square, rectangle, triangle, or sector—and 
the zones as areas of equal width between ares of circles having a 
center at the outlet. A drainage area having uniform velocities 
of flow over the surface and in the drains would have the lowest 
Tun-off coefficient if it approximated the shape of a sector of 
a circle with the outlet at the center; and a triangular area 
with the outlet at the shortest side would have the highest 
run-off coefficient; the reason being that, in the case of the 
Sector, the greater proportion of the area is farthest from the 
outlet and has a low coefficient of run-off due to the short duration 
of the rain which produces its run-off, while, in the case of the 
triangle, the largest zone is nearest the outlet and has also a larger 
run-off coefficient. 

A square with the outlet at the center of a side and a rectangle 
with the outlet at the center of the short side would have average 


coefficients intermediate between those of the sector and the 
triangle, 
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‘Fig. 21 shows the relation between percentage of total area 
contributing to the flow at the outlet, and the percentage of the 
elapsed time (of the total time required for the entire area to 
contribute to the flow), for areas of the shapes and proportions 
shown, on the assumption of uniform velocities of flow from all 
portions to the outlet. 


Per Cent of Total Area Tributary at Outlet 


P 


60 100 


50 
per Cent of Total Time of Flow to the DONE 


Fra, 21.—Ratio of area tributary at outlet to time of flow for regular areas with 
constant velocity. 


Areas with varying velocities of flow, whatever their actual 
shape, may resemble in run-off coefficients any of the above 
geometric figures, depending upon the relative times of flow 
from the different portions to the outlet. An inspection of the 
areas will usually indicate the effective shapes, and applicable 
run-off coefficients may be chosen by the exercise of judgment. 
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The majority of urban drainage districts served by artificial 
drains will be found to approximate rectangles in effective shape. 

Basie coefficients of run-off must be chosen for the drainage 
area under consideration, either from the results of experience 
or by the use of a formula, due allowance being made for 
the character of the soil and the degree of development. In 
Table 26 are shown run-off coefficients which are based upon 
experience and measurements of flow and have been used in some 
cities for several years. Experience indicates that these values 
are reasonably close for impervious surfaces, but those for per- 
vious surfaces are applicable only where the soil is dense, while 
for sandy soils the coefficients should be smaller. 


TABLE 26.—AssuMED PERCENTAGES OF RuN-orF (HORNER) 


Per cent run-off from 
Duration t in minutes 


Impervious portion Pervious portion 

5 50 10 
10 60 20 
15 70 30 
20 80 35 
30 85 40 
60 95 50 
120 95 60 
150 95 65 
180 95 70 


The basie coefficients are intended to apply to elementary 
areas where the time of concentration is relatively short, approxi- 
mating a time commonly used as “inlet time;" thus, the run-off 
coefficient for a totally impervious area having a time of con- 
centration of, say, 30 min., would not be 0.85, because at the end 
of 30 min., that portion of the flow which comes from the most 
distant point (30 min. distant) represents the first flow from a 
surface which had not been contributing flow prior to that time. 
The total discharge is made up of the summation of the discharges 
from the various zones in which the coefficients decrease pro- 
gressively from 0.85 to 0.50 as the time from the outlet increases. 
The actual composite factor or average run-off coefficient for 
any drainage area will, therefore, depend upon the relative sizes 
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TABLE 27.—CoMPUTATION OF ÁvERAGE Run-orr COEFFICIENTS FOR Impervious SURFACES, FOR RECTANGULAR AREAS IN 


COMPUTED FROM Basic COEFFICIENTS IN TABLE 26 


(P — percentage of area of one zone to total tributary area) 
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of the zones and the relative proportion of impervious and pervi- 
ous areas in each zone, and these conditions may vary widely. 

Starting with certain basic coefficients for elementary areas, 
such as those given in Table 26, the computation of the corre- 
sponding average coefficients of run-off according to the ''zone 
principle" for any regular figure is simple. Details of such 
computations for a rectangular area having a length equal to 
four times the breadth and with outlet at the center of the 
short side are shown in Tables 27 and 28, applicable to imper- 
vious areas and pervious areas having clayey soil, respectively. 

The method of finding the average run-off coefficient is as 
follows: 

From Fig. 21 find the different percentages of the area trib- 
utary to the outlet for different percentages of the total time of 
flow or period of concentration. Thus fora rectangular area having 
a 20-min. period of concentration the percentages contributing 
in 25, 50, 75 and 100 per cent of the period of concentration, are 
24.0, 49.6, 74.8 and 100, respectively, and the differences between 
these percentages represent the areas of the individual 5-min. 
zones. These areas, therefore, beginning with that nearest the 
point of concentration, are 24.0, 25.6, 25.2 and 25.2 per cent of 
the total area. These are the values of P in Tables 27 and 28 
for a 20-min. period of concentration, and when multiplied by 
the corresponding run-off coefficients give the percentages of the 
rainfall on the whole area which will be contributed by each 
zone. The summation of these percentage gives the average 
run-off coefficient for the area. 

Similar tables should be prepared for a sufficient number of 
regular areas to provide a suitable basis for comparison, from 
which the designer may select figures applicable to the actual 
drainage areas under consideration. 

Having made a decision as to the form and proportions of 
the equivalent regular area to be used and adopted the corre- 
sponding average coefficients of run-off for pervious and imper- 
vious surfaces, these may be combined in the ratio of the 
corresponding areas as in Table 29. Column 00 represents 
values from Table 28 while column 100 is taken similarly from 
Table 27. The remaining columns are computed from these two 
in proportion to the per cent of impervious surface indicated. 

As has been previously stated, most urban drainage areas 
approximate a rectangle in effective shape. It will be apparent 
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from a study of Fig. 21 that run-off coefficients do not vary 
widely for rectangular areas with different ratios of length to 
width. In the сазе which has been worked out where the length 
equals four times the width, for а duration of rainfall of 60 
minutes, the run-off coefficient is 80.8 for impervious surfaces, 
while for а square it would be 81.1. "This difference is less than 
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Fig. 22.—Runoff curves for Detroit, Mich., based upon rainfall curve of 10-year 
frequency and various percentages of impervious surfaces and clay soil. 


Computed for rectangular area with length = 4 X breath, from basic coefficients in 
Table 26, combined according to “zone principle." 


the probable errors in assumptions so that the coefficients given 
in Table 29 should be applicable to most drainage areas with a 
reasonable degree of accuracy. Since the curve for the 4 by 1 
rectangle used almost coincides with the diagonal, which also 
represents an approximate mean for the various geometrical 
shapes, it is suggested that this diagonal might be used with 
equal accuracy and greater ease in computing. 
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The zone principle is thus seen to be a method of evaluating 
more accurately the variables affecting the selection of coeffi- 
cients of run-off. The run-off is then determined by applying 
these coefficients to the rainfall curve and proceeding by the 
rational method already described. In Fig. 22 run-off curves 
are plotted for Detroit, Michigan, showing the application of 
the zone principle to a specific case by applying the coefficients 
in Table 29 to the 10-year rainfall intensity duration curve. 


TABLE 29.—RvNorr COEFFICIENTS FOR RECTANGULAR AREAS IN WHICH 
THE LENGTH 1s Four Times THE BREADTH, CONTAINING VARIOUS 
PERCENTAGES OF IMpERVIOUS SURFACES; COMPUTED FROM THE Basic 

COEFFICIENTS GIVEN IN TABLE 26, COMBINED ACCORDING TO 
THE ZONE PRINCIPLE 


Duration, min. Per cent of impervious surfaces 
or time of concen- 
tration, t оо | 10 | 20 | 20 40 го | eo | то | so | 90 | 100 
10 o. 140|o. 18010. 22010. 260 0. 300 0. 350 0. 390 0. азоо. 470o. 510 0. 550 
20 0.236/0.277/0.318/0.360/0.401 01-945(0:289/9: 5240: BOBO BOTIO: O48 
30 -28710:32910:8720.4140.4570.4990:541 0.58410.6260.6690.711 
45 О 334/0.377/0.421/0.464/0. 508 97301060A 0.638 0.681 0.725/0.768 
60 0.371/0.415/0.458/0.502/0, 546 0. 590/0.633 0.677/0.721/0.764/0. 808 
75 0.398/0.442/0. 486 0.530/0.574 0.618/0.661/0.705/0.749/0, 793,0. 837 
90 0.422/0.465/0.509/0.552/0.596/0.639/0.682/0.726/0. 769/0. 813|0. 856 
105 0.445/0.487/0.530/0. 572/0.615/0.657/0. 699,0. 742,0. 784,0. 827|0. 869 
120 (0.463/0.505/0. 54610. 588/0.629/0.671 0.713/0.754/0. 796/0.837]0.879 
135 0.4790. 521/0. 561/0.601/0.642/0.683/0. 724/0. 765,0. 805/0 . 846/0. 887 
150 0.495|0.535/0.574|0.614 0.654/0.694/0. 733/0. 730.8130. 852,0. 892 
180 0.522/0. 560,0. 598/0. 636/0. 674 0.713/0.7510.7890.827|0.865/0.903 


С—С 


57. Empirical Methods for Estimating Storm-water Flow.— 
In the earlier plans for drains and channels to carry away the 
water of storms, engineers based their designs largely upon their 
Observations of the volumes of water seen coming from known 
areas in times of storm and upon the sizes of natural gutters 
or water courses with which they were more or less familiar. 
Later, the tributary areas, which could be accurately measured, 
were introduced as constants, and the estimates of run-off 
were based upon a given depth of precipitation over the whole 
distriet; but with further study it was learned that there is а 
gradual reduction in the immediate run-off per acre with an 
inerease in the extent of the area and, accordingly, formulas were 
devised by which this fact was ta into account more or less 
empirically. Still more recently it has been recognized that 
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differences in the rainfall, and especially in the intensity of the 
precipitation, have а direct influence upon the resulting storm- 
water flow, and other factors have been introduced into the 
formulas to take account of this and of the slope and dimensions 
of the drainage area. The result has been the gradual develop- 
ment of а number of empirical formulas and diagrams, by 
which the greatest quantity of storm water to be discharged 
from any given drainage area could be estimated. 

58. Empirical Formulas.— The best known of these empirical 
formulas, reduced to & uniform notation, and with the introduc- 
tion of a term expressing rate of rainfall (which was not originally 
used in all of them), are as follows: 


Hawksley (London, 1857): Q = Aci ~/(S/Ai), in which с = 
0.7 and z = 1.0 

Bürkli-Ziegler (Zurich, 1880): Q = Aci“ (S/A), in which 
c = 0.7 to 0.9, апа? = 1 to 3. 

Adams (Brooklyn, 1880): © = Aciq/(S/A*i2), in which c = 
1.035 апа? = 1. 

McMath (St. Louis, 1887): Q = Aci¥/(S/A), in which c = 
0.75 апат = 2.75 

Hering (New York, 1889) Q = ciA955 50-27, or 
Q = Aci N/(S-9?/A) = ci A999? 0-97, in which ci varies from 
1.02 to 1.64. "These two formulas give considerably different 
results. 


Parmley (Cleveland, 1898) © = Aci/(S'5/A), in which c 
is between 0 and 1, andi = 4.! 

Gregory (New York, 1907) © = Ac/S"155/49-14, in which c 
= 2.8 for impervious surfaces, and 5 = average slope of the 
surface of the ground, in feet per thousand. 

А comparison of these formulas is shown in Fig. 23, for a slope 
of 10 ft. per 1,000 ft. It will be seen that a very wide range of 
results may be obtained, depending upon the formula chosen. 

Of these, the Bürkli-Ziegler and McMath formulas are still 
used to some extent. The others are of historical interest only, 
except as they may be needed for reference in connection with 
sewers and drains built in earlier times. 


1 Parmley takes i as representing the intensity of rainfall for a period of 8 or 10 min., and 
for the Walworth Run Sewer (Cleveland) used i — 4 in order to provide for the most violent 
storms, and also for the further damage caused by the prevailing direction of the storms. 
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It should be remembered that a run-off equivalent to 1 in. in 
depth in 1 hour from an area of 1 acre equals 1.008 cu. ft. per 
second. 


500 1000 1500 2000 ?500 3000 3500 4000 4500 5000 
Values of Q — Cu.ff. per sec 


Q= Сиг# регзес. Reaching Sewers. ё = Rainfall in cu.ft persec. per Acre 
A» Drainage Area in Acres. Practically = Inches per Hour 
C= Coefficient S= Slope (Feet per /000) 


Fra. 23.— Comparison of run-off formulas for slope, S, of 10 ft. in 1,000 ft. and 
large areas. 


59. The Use of McMath's Formula.—Of the foregoing 
formulas, that of MeMath is probably most favorably known, 
ànd it has been widely used; often, no doubt, without careful 
study into its applicability. While the use of this or any similar 
formula is not to be recommended when sufficient information 
is available for the application of the rational method, yet there 
are cases when its use may be warranted. It is also convenient 
for use in rough preliminary computations, as it can be employed 
very rapidly by means of tables or diagrams with sufficient 
accuracy for such purposes, and indeed, with greater precision 
than the applicability of the formula warrants. 

Convenient diagrams for the solution of MeMath's formula 
are given in Figs. 24, 25 and 26. In using these diagrams, start 
with the given area at the bottom of the diagram and follow а 
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vertical line to its intersection with the slope line; then follow а 
horizontal line to its intersection with the c? line (having first 
found from Table 30 or by multiplication, the product of the 
assumed coefficient of run-off c and the intensity of precipitation 


Values of “Q” in Cubic Feet per Second . 
_— —— —3—5 4 тзн 15 20 25 30 40 50 60 70 8090100 
AD ПД [8 eee ERES ae VENT OSL LEE 


Q = Run-off in Cubic Feet per Second. 

А = Drainage Areain 

€ = F'un- off Factor 

i = Max. Rate of Rainfall in Inches 
Hour (approx. equivalent fo Cube 
Feet perSecond perAcre) 

5 = Slope in cine /000. 
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Fig, 24.—Run-off from sewered areas of 1 to 100 acres, by McMath's formula. 


i); from this point follow a vertical line to the scale of quantities 
at the top of the diagram. For example, assume А = 100 acres, 
$23 in, с = 0.70, and S = 15. Then Q = 144 cu. ft. per 
second. 

The values of ci for use with these diagrams are given in 
Table 30. 
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'lTABLE 30.—V ALuES or ci ror Use wirH Fias. 24, 25, AND 26 


a 


2.25 | 2.50 | 2.75 | 3.00 | 8.50 | 4.00 
0.3 0.75 х 0.90 я 1.20 
0.4 1.00 1.20 1.60 
0.5 1.25 1.50 2.00 
0.6 1.50 1.80 2.40 
0.7 1.75 2.10 2.80 
0.75 1.88 2.25 3.00 
0.8 2.00 2.40 3.20 
0.9 2.25 2.70 3.60 

Values of "Q" in Cubic Feet per Second: 

10 15 20 25 30 40 50 60 708090100 150 200 250 300 400 500 600 700800 1000 
——} Ft tH HH I KEG 
Be SSS йиш ШЕШ ES SESS A ASKS 
Е mata ae eet БЕ ШШ ШЕН ШУ eee 
IE А * Drainage Area in Acres. 


с = fiun-off Factor. 
i = Max.Rate of Rainfall in Inches per 
ошт C PPro. vire med 

P Second per A Acre.) 
5= disi in feet per 1000. 
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10 15 20 25 30 40 50 60 70509000 150 200 250300 400 500 600700800 1000 
Area їп Acres. 
Fig. 25.—Run-off from sewered areas of 10 to 1,000 acres, by MeMath's formula, 
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Values of c suggested! for various proportions of impervious 
surface are: 


Impervious area, per cent 


Sandy: solli. 0 5.010 10.25.8241 081 79.100 
Clayey soil.......... 6-15 28) 46 —- 70 100 
Value of Chces oaei 0.10 0.14 0.18 0.23 0 30 0.40 0.50 0.70 0.90 


Nalues of ‘q’ in Cuble Feet per Second 
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Fig. 26.—Run-off from sewered areas of 100 to 10,000 acres, by McMath's 
formula. 


63. Flood Flows from Large Areas.— The foregoing discussion 
relates to the estimation of storm run-off for the design of storm- 
water drains and combined sewers. The empirical formulas 
have all been derived from observations of run-off from sewered 

! Am, С. E. Handbook, 4th ed., p. 1254. 
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areas of comparatively small extent, and their use for large 
areas is not justified by their source. 

It sometimes becomes necessary, in drainage problems, to 
consider comparatively large areas, especially in cases where a 
stream passing through a city is to be carried in a covered 
channel. Formulas sometimes used for estimating flood flows 
from large areas are plotted in Fig. 27 together with some 
indication of the probable frequency of such flows. 

61. Application of the “Rational Method" to Large Drainage 
Areas.—Logically, the rational method of estimating storm 
run-off is as applicable to large as to small drainage areas. 
Practically, its application to large areas is less certain than to 
small ones, because of the uneven distribution of precipitation, 
the uncertainty as to rainfall over the entire area, the lack of 
definite knowledge of time of concentration, run-off coefficient, 
and the like. Actual records of flood flows of the stream under 
consideration, if available, are better than any estimation can be, 
provided the records cover a sufficient period of time. 

It may often happen, however, that much more satisfactory 
information relative to the intensity and frequency of excessive 
rains can be obtained, than to any other conditions bearing 
upon magnitude and frequency of flood flows. In such cases, 
it may be possible to make a better estimate by the rational 
method than in any other way. The procedure in this case 
is similar to that used for small areas. 

Coefficients of run-off for extreme floods are likely to be high, 
because such floods often come when the ground is frozen or 
sheathed with ice, or, in some places, when a torrential rain 
falls on sun-baked and largely impervious soil. The coefficient 
for the Scioto River (Ohio) flood of 1913, with a drainage area 
of 1,050 square miles and a period of concentration of about 
30 hours, was found to be 0.68 for the maximum 72 hours, 0.66 
for the maximum 48 hours, and 0.59 for the maximum 24 hours. 
The ground was water-soaked and practically frozen, and other 
conditions were favorable for maximum run-off. In the same 
storm the Miami River (Ohio), with drainage area 2,525 square 
miles, showed coefficients of 0.91, 0.92, and 0.76 for 72, 48 and 
24 hours, respectively. The period of concentration was about 
48 hours. 

In estimating the frequency of flood flows of streams, it must 
be remembered that the simultaneous occurrence of excessive 


110 SEWERAGE AND SEWAGE DISPOSAL 


rainfall and conditions causing maximum run-off coefficient is 
necessary to cause a maximum flood flow and that а combina- 
tion of these conditions occurs very infrequently. 

62. Relative Adequacy of Laterals and Mains.—Much more 
damage will generally result from lack of capacity of & main 
drain than from the inadequacy of one submain or lateral; 
yet in flat low-lying areas inadequate laterals may result in 
serious damage. In general, laterals and submains are built 
in the portions of a district which have the ground surface at 
higher elevations than in areas adjacent to the main, and flood 
water which cannot enter the laterals and submains will find 
its way over the surface to the low areas where damage may 
result. It is simpler and usually less expensive to reinforce a 
main sewer or drain than to rebuild many small laterals. The 
additional eost of constructing the latter of ample size when 
first built will generally be inconsiderable, while the additional 
eost may prohibit the construction of a main sewer large enough 
to care for the run-off from the most severe storms many years 
hence, after the ground area has been made much more imper- 
vious by pavements, sidewalks and many more buildings. It is 
generally advisable, therefore, to build lateral sewers large enough 
for the ultimate requirements, giving the mains and submains a 
sufficient capacity for the probable run-off during a comparatively 
short term, with the expectation that relief sewers will eventually 
be built to care adequately for the entire run-off from the district. 

63. Sewer Gaging.—It is rarely practicable to gage the 
flow of storm water in sewers by weirs, current meters and 
other devices employed in open channels. Generally the depth 
of the sewage is observed at several places and from such data 
and the slope and an estimate of the roughness of the sewers 
between these places the approximate discharge is computed by 
the methods explained in Chapter IV. Storms may occur at 
many times when observers cannot be stationed in the sewers 
to measure the depth of the storm water, so automatic recording 
gages are desirable. At least two are necessary to determine 
the slope of the water surface, which frequently differs from 
the slope of the sewer. 

The City of New York in 1926 installed a large Venturi 
flume in one of the sewers in Manhattan Borough. 1% is prob- 
able that this will furnish more accurate results than have 
previously been obtained in storm-water gagings; but in some 
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Fic. 27.—Relation of flood run-off to size of drainage area according to various formulas. 
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cases the obstruction to flow caused by such a flume or any other 
device would not be allowable. 

64. Unsatisfactory Nature of Sewer Gagings.—It must 
be admitted that the determination of the run-off factor from 
actual gagings is extremely unsatisfactory. Only a limited 
number of such gagings have been made and even the best 
of these leave much to be desired; the coefficients deduced 
from them can be considered only as approximations. Never- 
theless, these measurements are of much importance, not only 
because they furnish the only experimental determinations 
of the run-off factor which are to be had, but because a careful 
study of them aids materially in training the judgment and in 
arriving at a clear and full conception of the problem. 

For an exact analysis of the relation between precipitation 
and run-off, it is necessary to know the true rainfall upon the 
district drained, including the distribution of rainfall over the 
entire area at all times during the storm, and the true storm 
run-off, including not only the quantity flowing past the gaging 
point at all times during and immediately before and after the 
storm, but the amount which could have been concentrated 
at this point if the conditions had been favorable. For instance, 
if the critical precipitation comes at the beginning of a storm when 
the flow in the sewers is small and the velocity of flow slight, 
a very considerable portion of the run-off from the surface 
will be required to fill the sewers. In this case, the velocity 
of flow will be small, the time of concentration will be long, 
and the actual maximum rate of flow in the sewer will be mate- 
rially less than the real rate of run-off. If, on the other hand, 
the critical precipitation occurs after a long period of moderately 
heavy rain, particularly if accompanied by melting snow, when 
the storage space in the sewers is largely filled and the velocity 
of flow is at а maximum, the quantity actually flowing in the 
sewer will represent very nearly the true run-off from the storm 
if the sewers do not become surcharged, and the time of concen- 
tration will be a minimum. Whether or not the storm-water 
inlets are adequate to admit water into the sewer as rapidly as 
it reaches them is also of importance. 

65. Gages.— The float gage used in recording the water 
level in à sewer is actuated by a float in a pipe or other suitable 
guide in which the sewage stands at the same height as in the 
sewer. А cord, chain, tape or rod runs from the float to the 
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recording apparatus, of which there are several types. АП 
are driven by clockwork and the clock movement should be 
regulated to keep correct time and be synchronized with the 
clocks of all other gages furnishing records to be studied jointly. 

An apparatus of this type made by the Builders Iron Foundry 
is shown in Fig. 28. A cord from the float moves an arm carrying 
a pen in front of a circular chart rotated by clockwork. The 
pen moves in a circular arc, and consequently the time-scale 


Fre. 28.— Water-level recorder (Builders Iron Foundry). 


is unduly small when the pen is near the center of the chart. 
The instrument is enclosed in a cast-iron box mounted on а 
hollow standard through which the float cord passes. It is 
made in two sizes, with 8- and 12-in. dials. The scale of heights 
as recorded on the chart will depend upon the range to be covered 
and the size of the chart. 

The pneumatie type of pressure gage has a diaphragm box 
or pressure chamber which is placed in the liquid. The rise 
and fall of the surface of the liquid varies the pressure within 
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Fie. 30.—Maximum sewage flow gage (Cincinnati). 
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the box, and these variations are transmitted through a small 
air pipe to the recording apparatus. Гір. 29 shows an instrument 
of this type made by The Foxboro Company and The Bristol 
Company. It is made for either 8- or 12-in. charts. 

A type of maximum flow gage devised at Cincinnati under 
the direction of Н. S. Morse is shown in Fig. 30. It consists 
of а wooden staff held firmly in place inside a vertical steel pipe. 
Attached to the staff are bottles arranged so their mouths are 
lin. apart vertically. "There are perforations in the steel pipe 
through which sewage enters and rises alongside the staff, so that 
the highest bottle filled with sewage shows that the sewer has 
been filled to at least that height. After a storm, the staff 
is lifted out of the pipe, the maximum flow elevation ascer- 
tained from the highest filled bottle, the staff is reversed to 
empty the bottles and then set in place in the pipe ready for 
service again. This gage has proved satisfactory under ordinary 
conditions but not with velocities exceeding 8 ft. per second. 

66. Setting Sewer Gages.— Тһе gage must be placed so 
that the condition of the sewer for a considerable distance 
upstream and a less distance downstream permits the discharge 
to be computed from the depth. The cross-section and slope 
must be uniform, there must be no curves, inlets or obstructions 
to disturb the flow, the velocity of flow should not be great, and 
there should be no doubt about the coefficient of roughness to 
use in the formula for computing the flow. In order to be sure 
of the results, it is necessary to have gages at each end of such а 
stretch of sewer to determine the slope of the water surface. 

The gaging apparatus should be installed in a separate chamber 
or recess in a manhole so as to be protected and also easily 
accessible. The chamber should be connected with the sewer 
so that the elevation of the sewage will be the same in it and in 
the sewer. It is desirable to have a small flow of clean water 
through the gaging chamber so as to have the liquid about the 
apparatus or floats free from matter that might clog or derange 
them and become offensive through decomposition. Fig. 31 
shows such a gaging chamber built at Cincinnati for holding a 
pneumatic-type pressure gage. The air pipe runs to an iron 
box at the curb to hold the recording apparatus, or the recorder 
can be set within а house. ЇЇ a float-actuated gage is used, 
there is not so much range of choice for the location of the record- 
ing apparatus, but it should not be placed in the chamber if this 
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can be avoided, because the moisture there affects the delicate 
metal parts of the mechanism and the paper of the chart. 


Longitudinal Section Cross Section 
on Center Line, B-B. 
m Water Service 


Sectional Plan. 


Fi. 31.—Gaging chamber, Cincinnati sewerage system. 


Problems 


1. Determine the average intensities of precipitation for the maximum 


15; 30; 45° 60; 75; 90; 105 and 120 minute periods of the storm of August 
18, 1879. from the records shown in Fig. 16. 
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2. What capacity should be provided in a drain to serve a tributary area 
of 1,800 acres with 50 per cent of the surface impervious, the time of con- 
centration 80 min., and other data of design as shown in Fig. 22? 

3. If the area in the preceding problem has such characteristics that the 
run-off from 1,400 acres, with an average of 60 per cent impervious surface, 
will be concentrated at the outlet in 50 min.; and from 1,600 acres, with 
55 per cent of impervious surface, in 55 min.; what capacity should be 
provided in the drain? 

4. Determine the required capacity for the Cambridge Street drain, 
Fig. 54, p. 178, just north of manhole 72, using the run-off curves given in 
Fig. 22, 40 per cent impervious surface and period of concentration 25 min. 

5. In Table 28, c for pervious surface and 60 min. concentration period 
is 37.1. From Fig. 21 compute c for pervious portions of a square area 
having 60 min. concentration period. 

6. What capacity should be provided for the two areas in Problem 5 if 
they each contain 800 acres of 0 per cent impervious surface; percentages 
of run-off as in Table 26 and rainfall intensities as in Fig 20. 

“7. Compute the capacity required for the Cambridge Street drain in 
Problem 2 using MeMath's formula with c = 0.4, i = 3.0 and 5 = 8.0. 


CHAPTER IV 
HYDRAULICS OF SEWERS 


67. Sewage is composed of about 99.9 per cent of water 
and but 0.1 per cent of mineral and organie matter' and has а 
specifie gravity but very little in excess of unity (1.001, approxi- 
mately); it is treated in hydraulic discussions as if it were clear 
water. The retarding effects of its contents at times and under 
certain conditions, more particularly at the dead ends of the 
collecting system, are not to be lost sight of, however. 

68. Flow of Water in Pipes and Conduits.— Water seeks 
its own level under the influence of gravity, the level or surface 
being approximately perpendicular to the direction of the 
force of gravity. If its surface be not level it will tend to flow 
from the higher elevation to the lower. In addition, in bodies 
of water of appreciable size, flow such as that of tides takes place 
under the influence of celestial bodies. Convection currents are 
set up where differences in temperature exist and flow is caused 
by friction of winds on the surface. In sewer design interest 
is confined exclusively to the flow which takes place because of 
difference in level or pressure, or “head ” as it is called technically. 

If there be available a certain difference in level—called 
“fall” if measured from the upper point to the lower, or “head” 
if measured from the lower to the upper—between two points 
along a pipe, conduit, or channel carrying water or any other 
liquid, flow will be induced at a rate dependent, first, upon the 
fall as compared with the length traversed ; second, upon the cross- 
section of the pipe, conduit, or channel; third, upon the character 
of its interior surface ; fourth, upon the condition of flow with 
reference to the pipe, i.e., whether the pipe is under pressure or 
not, whether it is the water full or partly full, and whether is 
flowing uniformly, steadily, variably, or intermittently on 
account -of constant or variable cross-section, or other cause; 
fifth, upon the presence or absence of curves or other partial 
obstructions, and upon the movement of air in partly filled pipes, 


* This corresponds roughly to 1,000 parts per million of total solids 
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or effect of wind in the сазе of open channels; and, sixth, upon the 
character, specific gravity, and viscosity of the liquid. 
Bernoulli's theorem, that the total energy in a steady stream 
of frictionless fluid is constant and is dependent upon the elevation 
plus the pressure head, may beexpressed by the following formula: 


ep 
Hom Jub hy imer tu 


Practically, the conditions of the perfect fluid do not exist. 
Other elements enter the problem—the frictional resistance of 
the pipe, channel, or conduit to the flowing fluid, and other 
resistances to flow. These factors are covered in Bernoulli's 
theorem by the addition of other terms in the equation just 
given. Аз applied to two different points, А and B, between 
which there are no losses except that due to friction, using the 
same nomenclature and A; being the loss in head due to the 
frietional resistance of the surface traversed by the fluid in 
passing from point A to point B, the formula may be stated: 


H=h+h+hp = h! +h.’ hy + hy 


69. Resistances to Flow.—The more important elements 
of loss of head in conduits are the loss due to friction upon 
the interior surface of the conduit, the loss on entrance (called 
the “entry head’’), and losses due to sudden enlargement, sudden 
contraction, changes in direction, partial obstructions, entrance 
of branches, etc. When the velocities are low, as is usually 
the case in sewers, losses other than that due to friction are 
generally so small that they may be neglected, but in some cases, 
particularly when high velocities are involved, the head required 
to produce velocity and losses from other causes may become 
of majorimportance. In long lines, the frictional loss is generally 
so much greater than the sum of all the others that it obscures 
the latter, and closely approximate computations can frequently 
be made as though no other losses existed. 

70. Hydraulic Grade Line.—The hydraulic grade line is a 
line connecting the points to which water would rise at various 
places along any pipe or conduit, were piezometer tubes, or 
vertical pipes open to the atmosphere, inserted in the liquid. 
It is a measure of the pressure head available at these points. 
The hydraulic grade line will, of course, be influenced not only 
by the frictional resistance due to the rugosity of the surface, 
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but also by anything affecting the velocity head. In the case 
of a canal or open channel, in contradistinetion to а pipe under 
pressure, the hydraulie grade line corresponds with the profile 
of its water surface. 

71. Steady and Uniform Flow.—Steady flow exists in a conduit 
or stream when equal quantities of water pass the same point 
in like intervals of time, or, in other words, when the discharge 
is constant for equal intervals of time. 

Uniform flow exists when the cross-section and the mean 
velocity of the flowing stream are the same at every point. 
Uniform flow is a steady flow in which the cross-sections of the 
Stream are all alike, and its surface is parallel to its bed. 

The difference in these two conditions of flow must be clearly 
borne in mind on account of its bearing upon loss of head due to 
various causes. It is illustrated by the comparison of flow 
through a pipe of uniform diameter throughout its length and 
through a Venturi meter the ends of which are of similar diameter. 
While both may be discharging the same quantity of water, 
the flow in the former is uniform, in the latter, steady but non- 
uniform, due to its varying cross-section. 

With few exceptions, the ordinary formulas relating to flow 
of water deal only with conditions of steady and uniform flow. 
Sizes, capacities and slopes are generally determined by assuming 
such conditions, yet they rarely exist in sewers and it is often 
necessary to give consideration to the effects of steady non- 
uniform flow, and also of unsteady flow. The former condition 
always exists when there is a change in velocity resulting from a 
change in slope or of cross-section or where there is a partial 
Obstruetion in the conduit, and its effects may be experienced 
for a considerable distance; the latter condition results from 
accretions to the quantity flowing, which are frequent in the case 
of most sewers. 

In cases of unsteady or non-uniform flow, the only practicable 
method of computation is to assume the conduit divided into 
Sections short enough so that the flow in each section may be 
assumed as steady and uniform without introducing serious 
error, and by successive approximations to obtain results 
close enough to meet the requirements of the problem. Some 
Special cases of steady non-uniform flow frequently encountered, 
and sometimes of considerable importance, are discussed in a 
Subsequent section of this chapter. 
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72. Equation of Continuity.— The discharge of any conduit 
is given by the expression Q — Av. 

If the flow is steady in any given conduit there follows the 
equation of continuity. 


А у = А sts, ete. 


The term “velocity,” when employed without qualification, 
is used throughout this discussion to signify the mean or average 
velocity in the entire cross-section. It is clear that as frictional 
resistance exists between the water and the walls of the pipe 
or conduit, the velocity of flow at these walls must be less than 
that in the center of the stream. 

When there are no losses other than those due to friction, 
mean velocity is dependent upon, first, the available head or 
fall, and second, the resistance to the flowing stream. 

The variation in the computed mean velocity of partially 
filled sewers at varying depths of flow is shown in Figs. 39 to 46. 

The resistance to flow varies with the length, wetted perimeter, 
and cross-section of the pipe, conduit, or channel; the rugosity, 
or roughness, of its interior surface; the temperature and hence 
viscosity of the fluid; the velocity, and the condition of flow, 
uniform, steady or variable. The resistance was shown by 
Dubuat to be independent of the water pressure, thus establishing 
the essential difference of the frictional resistance between a 
fluid and a solid and the frictional resistance between two 
solids—the latter of which is dependent upon the weight or pres- 
sure of one solid upon the other. 

73. Formulas for Flow in Pipes and Channels.—The various 
formulas for flow of water in pipes and channels are essentially 
empirical, and all of them apply to steady uniform flow, and 
consider only the losses due to friction. 

In general, sewers are designed with the expectation that 
they will be full only under maximum flow conditions. The 
ordinary condition of flow is, therefore, that of an open channel, 
in which there is a free water surface in contact with air. When 
full, they are usually under no material pressure, except in the 
case of force mains and inverted siphons. 

74. The Chezy Formula.—The Chezy formula was intended 
to be applicable either to open channels or to pipes under pressure, 
and is perhaps as satisfactory for one case as for the other. 
The other formulas discussed herein were derived and originally 
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applied either for open channels, or for pressure pipes, but 
their use has since been extended, and they may all be used with a 
fair degree of satisfaction for open or closed channels such as are 
ordinarily considered in sewerage work. The Chezy formula 


is: 
v — CA/RS 

The coefficient C was originally supposed to depend only 
upon the character of the walls of the conduit. It has since been 
found that the size and shape of the channel, the slope, and 
possibly other conditions, affect the value of C. 

The formula has long been the one most familiar to engineers, 
and as substantially all of the later results of experiments have 
been applied to it, as well as to some other formulas, the limits 
of its applicability have been better established than have those 
of any other formula for the flow of water in pipes, conduits, 
eanals, and rivers. 

The determination of the coefficient C under different con- 
ditions has received much study from hydraulicians. Indeed, 
Several of the most widely used formulas are, in effect, the 
Chezy formula with additional terms for determining more 
readily the value of C. 

The Chezy formula for the case of circular pipes flowing 
full may also be written in another form, which is attributed to 
Weisbach (see Coxe’s translation of WEisBACH's “Mechanics,” 
p. 866). 

L у? 

Їр эд 
ш which f = the coefficient of friction, which decreases with 
increase in pipe diameter and slightly with velocity of flow. 

75. The Kutter Formula.—Among those who have given 
study to the correct determination of the coefficient C to be used 
An ET formula for the flow of water in pipes, conduits, 
e Ее annels, were the Swiss engineers Ganguillet and Kutter, 

erne, who have devised an empirical formula based upon 
the results of experiments. 
In its general form, the formula, which is known as Kutter's, is 


сосин | 


"t 5 
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This formula was devised for open channels, such as canals 
and natural streams. Its authors did not suggest its use for 
closed pipes under pressure, but it has been found reasonably 
satisfactory for those. It was, therefore, inferred that it was 
equally applicable to conduits and sewers, which are open 
channels (that is, have a free water surface in contact with the 
air) except when absolutely full. However, the cross-sections of 
such conduits when more than about Half full are radically differ- 
ent from those of ordinary open channels and experiments have 
shown that, except when the velocities are very low, the formula 
does not give correct values of v for all depths in circular pipes 
unless the value of n is varied; therefore n is not merely a coeffi- 
cient of roughness, but is also affected by the shape of the 
section and perhaps by other conditions. Comparison of 
actual velocities with those computed by the formula using a 
constant value of » are given in Section 82. 

76. Values of n in Kutter’s Formula.'—l' or coefficients of 
roughness, n, with their reciprocals Ganguillet and Kutter 
suggested the values in Table 31. 


TABLE 31.—VALUES OF n IN KUTTER FORMULA RECOMMENDED BY 
GANGUILLET AND KUTTER 


1 
| n | n 
1. Channels lined with carefully planed boards or with 
RIDOOLBUOBIDBERU „зал Ыы көшк» se ren ano 0.010 | 100.00 
2. Channels lined with common boards............... 0.012 | 83.33 
3. Channels lined with ashlar or with neatly jointed 
Баркел: ЕО НЕ Re NI aie mie alate 0.013 | 76.91 
4. Channels in rubble шазопгу...................... 0.017 | 58.82 
5. Channels in earth, brooks, and тїуегз.............. 0.025 | 40.00 
6. Streams with detritus or aquatic plants............ 0.030 | 33.33 


These values are not sufficient to enable a proper choice 
to be made, and are not altogether consistent with the results 


! For computing values of n from observed data, the formula becomes: 


B = 41.66 4- 20581 


where 


v C—-B 
pn pg MU ШЭ: Тед 
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Taste 32.—R. E. Horton’s VaAnLuEs OF n; TO BE Uskp wits KurTER'S 
FORMULA 


Surface Bad 


Uncoated cast-iron pipe... . 0.012 0.013 0.014 0.015 


Coated cast-iron рїре................ Tu INS MS RE 0.012! 0.013! 
Commercial wrought-iron pipe, black......... 0.012 0.013 0.014 0.015 
Commercial wrought-iron pipe, galvanized.....| 0.013 0.014 0.015 0.017 
Smooth brass and glass pipe..... esee esse 0000 0.010 0.011 0.013 
Smooth lockbar and welded “Ор” pipe....... 0.010 0.011! 0.013! 
Riveted and spiral steel ріре................. 0.013 0.015! 0.017: 
Vitrified sewer pipe. ..... eere [бр 0.013: | 0.015 | 0.017 
Common clay drainage {ЙЇЇе.................. 0.011 0.0121 0.014! 0.017 
Giased:ibricleworR. А А Аса 0.011 0.012 0.013! 0.015 
Brick in cement mortar; brick sewers.........| 0.012 | 0.013 0.0151 0.017 
Neat cement вигЇасев.......................] 0.010 | 0.011 0.012 0.013 
Cement-mortar surfaces....... intet 0.011 0.012 0.013! 0.015 
Concrete pipe........ JSD SAUER ee DIR TOR «ee 0.012 0.013 0.015! 0.016 
IWO0d-atave pines ss сс ese Or eee EE RETE T 0.010 0.011 0.012 0.013 
Plank flumes: 

сыге, кн sce кызу Кр Sh O n Е 0.010 0.012: 0.013 0.014 

ы, М АДАА еа СИЎ, 0.011 0.013: 0.014 0.015 

With battens....... MUTA JO UTE TOS PI TTE ELT 0.012 0.015! 0.016 
Concrete-lined сһаппе1в..................... 0.012 0.0141 0.0161 0.018 
Cement-rubble surface..... Wa E yarn 0.017 0.020 0.025 0.030 
Dry rubble surface. ....... eren 0.025 | 0.030 0.033 0.035 
Dressed ashlar вигїасе...................... 0.013 | 0.014 0.015 0.017 
Semicircular metal flumes, smooth............ 0.011 0.012 0.013 0.015 
Semicircular metal flumes, corrugated......... 0.0225 | 0.025 0.0275 0.030 
Canals and ditches: 

Earth, straight and ипййогїп............... 0.017 0.020 0.0225! 0.025 

Rock cuts, smooth and uniform............ 0.025 0.030 0.033: 0.035 

Rock cuts, jagged and irregular............ 0.035 | 0.040 0.045 

Winding sluggish canals......... ЕО 0.0225 | 0.0251 | 0.0275 .030 

Dredged earth channels..... AO MR 0.025 | 0.0275: | 0.030 .033 


Canals with rough stony beds, weeds on earth 
А duae ee T esee desiderio 
Earth bottom, rubble вїйев................ 
Natural stream channels: 
1. Clean, straight bank, full stage, no rifts or 
Hcen'pools: 5:9. оо Sloman ise. aisles ol 
- Same as (1), but some weeds and stones. . 
inding, some pools and shoals, clean.:.. 
Same as (3), lower stages, more ineffective 
Slope and вес{їопз.............. SAS Seay 


0 

0 
0.025 0.030 0.035! 0.040 
0.028 0.030! 0.0331 0 


0.025 0.0275 0 0.033 
0.030 0.033 0.035 0.040 
0.033 0.035 0 0 


0.040 | 0.045 | 0.050 0.055 
^ Same as (3), some weeds апа stones......| 0.035 | 0.040 0.045 0.050 
ха Same ав (4), stony sections..............| 0.045 | 0.050 | 0.055 0.060 
* Stuggish river reaches, rather weedy ог 
With very deep роов...................| 0.050 | 0.060 | 0.070 0.080 
Very weedy теасһев....................| 0.075 | 0.100 | 0.125 0.150 


* Values commonly used ia designing (according to Horton; the authors’ recommendations 
will be found on p. 124). 
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of more recent experiments. The best modern list of values of 
n is that given by Robert E. Horton,! which is reproduced as 
Table 32, as printed in King’s “Handbook of Hydraulics.” 

The following values of n for sewer pipes, conduits and chan- 
nels are recommended for use under reasonably good operating 
conditions: 


n 

For sewers 24 in. or less in diameter................ 0.015 
For sewers over 24 in. in diameter of best work....... 0.012 
For sewers over 24 in. in diameter under good ordinary 

CORATO BOE WORK. eis EDS ve cleo Mee ees slacks 0.013 
For brick sewers lined with vitrified or reasonably 

smooth hard burned brick and laid with great care, 

UAL р РТБ Готро о ФИ reae Кыры hee ese ess 0.014 
For brick sewers under ordinary conditions........... 0.015 
For brick sewers, rough work............... 0.017 to 0.020 


Although many engineers employ n = 0.013 for the smaller 
sewers, the value n = 0.015 is to be preferred, in view of 
the possibility of rough pipe and poor pipe-laying, as well as the 
presence of branches and manholes, all of which will increase 
the resistance. If n = 0.013 is assumed, great care must be 
taken in construction and in specifying and accepting materials, 
to make certain that the character of construction required is 
obtained and other causes of resistance to flow must be eliminated 
as far as possible. 

77. Limitations of Kutter’s Formula.—Being essentially an 
empirical formula, based upon actual gagings, it is of importance 
to remember the limits within which observations have been 
made, and further to remember that while velocity varies approxi- 
mately as the square root of the head under velocities correspond- 
ing to the ordinary conditions of flow, it varies more nearly 
directly as the head when velocity is very low. Within the 
ordinary velocity limits of from 1 to 6 ft. per second, the formula 
is most trustworthy. It is fairly reliable up to 10 ft. per second 
velocity. For special cases which may be outside of the range 
of the formula, such as 20 ft. per second or higher velocity, the 
engineer should refer to the original data, published in Hering 
and Trautwine’s translation of Ganguillet and Kutter’s work, 
and those of other writers upon hydraulics since that time. See 
also Sections 75 and 82. 


1 Eng. News, 1916; 75, 373. 
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Hughes and Safford! have summed up the application of this 
formula in an excellent manner as follows: 


There is a wide range in the magnitude of the streams on which this 
formula is based (from hydraulic radii of 0.28 to 74.4 ft.); but a study of the 


data on which the formula is based, as given in the authors' book, has led to 
the following conclusions: 


That, for hydraulic radii greater than 10 ft., or velocities higher than 
10 ft. per second, or slopes flatter than 1 in 10,000, the formula should be 
used with great caution. For hydraulic radii greater than 20 ft., or veloc- 


ities higher than 20 ft. per second, but little confidence can be placed in 
results. 


That, considering the variable accuracy of the data on which the formula 


is based, results should not be expected to be consistently accurate within 
less than about 5 per cent. 


That, for any slope steeper than 0.001 the values of C computed for 
S = 0.001 may be used with errors less than the probable error in the 
ordinary use of Kutter's formula. 

That, between slopes of 0.001 and 0.0004 the maximum variation (at the 
extreme values of п and R) in C is about 4 per cent; for such values as fall 


within the range of ordinary practice, the maximum variation is but 2 per 
cent. 


That between slopes of 0.0004 and 0.0002 the maximum variation is 


about 5 per cent, but for such values as fall within the range of ordinary 
Practice the maximum is less than 3 per cent. 


78. Simplified Kutter Formula.—Prof. Н. E. Babbitt? has 
ealled attention to the fact that the omission of the term 
0,00281/S in the Kutter formula will generally cause no greater 
differences in results, as compared with the complete formula, 
than those accompanying a difference of 0.001 in the value of n. 
This modification is, therefore, justified in some cases, and the 
work of computation may be greatly reduced, as compared with 
that required for the original formula. 

79. The Manning Formula.—Robert Manning* published 
а new and simpler formula for flow in open channels, in which 
the value of С in the Chezy formula is 


This form was adopted in order to use the same values of n 
as in Kutter’s formula. 


! " Hydraulics,” Ist. Ed., 343. 
з Eng. Contr., 1922; 57, 128. 


è? Trans., Inst. Consulting Eng. Ireland, 1890. 
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The Manning formula may also be written 


v = KRS% 
in which 
x 1.486 
n 


An extensive comparison of values of n, computed by the 
Kutter and Manning formulas from the results of experiments, 
was made by King,! from which he concludes that . . . “Тһе 
agreement . . . between Manning's n and Kutter’snis extremely 
close, and . . . the two formulas (using the same value of n in 
each case) give results agreeing well within the limits of uncer- 
tainty which must exist in the selection of n, under all ordinary 
conditions." 

King also gives а table, containing the computed values of 
Kutters » and Manning's » for identical values of C in the 
Chezy formula which shows how closely they agree within 
the range of ordinary experience. It should be noted, however, 
that the differences are most marked when the values of R are 
small, and consequently the divergence between the results of 
the Manning and Kutter formulas would be more marked in 
the case of small than of large sewers, if identical values of n 
were used. 

80. The Hazen and Williams Formula.—Of late years, 
several exponential formulas for the flow of water in pipes and 
conduits have been developed. Of these the most important 
is that developed in 1902 by Allen Hazen and Gardner 5. Williams, 
which agrees closely with observed results and has the great 
merit that it can be applied with facility through the special 
slide rule designed and graduated for the solution of problems 
by it. Tables have also been prepared covering its application.? 
Inasmuch as careful comparison of this formula has been made 
with the Kutter formula, and as the use of the slide rule is not 
only convenient but effects a very considerable saving in time in 
making many hydraulic computations, this formula is of par- 
ticular importance. While this formula has had application 
most often to pipes discharging under pressure, it may also be 
used in sewer computations. 


1“ Handbook of Hydraulics," 2nd. Ed., p. 262. 
* WiLLiAMS and Hazen: “Hydraulic Tables," 3rd. Ed., 1920. 
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The Hazen and Williams formula is 
v = CR®-*3,89-54 0.001- 9-94 
The authors of the formula say of it,’ 


The exponents in the formula used were selected as representing as 
nearly as possible average conditions, as deduced from the best avail- 
able records of experiments upon the flow of water in such pipes and 
channels as most frequently occur in waterworks practice. The last 
term, 0.001-9-?4, is a constant, and is introduced simply to equalize the 
value of € with the value in the Chezy formula, and other exponential 
formulas which may be used, at a slope of 0.001 instead of at a slope of 1. 


This formula may also be written, (since 0.001-9-^* = 1.318), 
v = 1.318C R9.-9380.54 


With regard to the coefficients to be used in this formula 
in general design, Williams and Hazen suggest the following 
values for С: 

140 for new cast-iron pipe when very straight and smooth 

130 for new cast-iron pipe under ordinary conditions 

100 for old cast-iron pipe under ordinary conditions, this 
value to be used for ordinary computations anticipating future 
condition 

110 for new riveted steel pipe 

95 for steel pipe under future conditions 


140 for new lead, brass, tin, or glass pipe with very smooth 
surface 


130 to 120 ditto, when old 

120 for smooth wooden pipe or wooden stave pipe 

140 for the masonry conduits of concrete or plaster with very 
smooth surfaces and when clean 

130 ditto, after a moderate time when slime-covered 

120 ditto, under ordinary conditions 

110 for cement-lined pipe (Metcalf) 

100 for briek sewers in good condition 

110 for vitrified pipe sewers in good condition. 

he relation between the value of C in the Williams and 
Hazen formula and the C of the Chezy formula may be found 
by equating the value of S in these two formulas, which gives 
the equation 
C(Chezy) = 1.1506 09-9259y0.0741 уо. 0833 


! Уплллмв and Hazen: "Hydraulic Tables," pp. 1 and 2. 
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For ordinary work the Kutter and the Hazen-Williams for- 
mulas agree closely enough to permit the use of either. That is, 
the difference in sizes of sewers based on the two formulas is 
usually within the range of commercial pipe sizes, as shown in 
Table 33. For especially large and important work, special 
studies are warranted and less reliance should be placed upon 
coefficients and the arbitrary selection of sizes from the diagrams 
ordinarily used. 


TABLE 33.—Comparison OF Sewer Sizes IN INCHES RESULTING FROM THE 


USE or THE KUTTER AND HAZzEN-WiLLIAMS FORMULAS 
тетт ===т == E ee ш с с eee 
Slope of sewer per 1,000 


Quantity of sewage | 


0.1 | 1.0 | 10.0 
Я МіШоп Hazen Hazen Hazen 
eos aie pet gallons | Kutter and Kutter and Kutter and 
зол daily | Williams Williams Williams 


Note: In the computations for the first three lines of figures, n was taken as 0.013 and 
cas 120; for the last three lines, n was taken as 0.015 and c as 100. 

* These are not commercial sizes of sewer pipes, and sewers of these sizes would not be 
used. Ordinarily the 24- and 15-in. sizes computed with n = .013 would be used, and the 
sewer allowed to run under a slight head; if this were not allowable, 27- and 18-in. sizes 
would have to be used. 


When т is taken as 0.013 in Kutter's formula, C in the Hazen- 
Williams formula may be taken as 120; when л is taken as 
0.015, C may be taken as 100. 

Kutter's formula is generally used with the aid of diagrams 
giving not only the velocity but also the discharge. Figs. 
32, 33 and 34 are examples of such diagrams for circular sewers, 
Fig. 35 for a semi-elliptical sewer, and Fig. 36 for an egg-shaped 
sewer. 

Fig. 37, prepared by Fred C. Seobey,' is for use in solving 
problems of à more general nature involving Kutter's formula. 

1 For permission to reproduce this diagram the authors are indebted to the U. S. Depart- 


ment of Agriculture and Mr. Scobey. It was first printed in its present form in CREAGER and 
Justin's “ Hydroelectric Handbook," 1927. 
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Fic. 33.— Discharge of circular sewers, for п = 0.015 and flat slopes. 


Fra. 32.— Discharge of circular sewers, for n = 0.015 and steep slopes. 
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(Following Figs. 32-33) 


Ето. 34.— Discharge of circular sewers for n = 0.013. 
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'The discharge is equal to the product of the mean velocity by 


the area of the cross-section of the flowing stream. 
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tions.—In many of the problems 


arising in sewer design it is necessary to know the velocity and 


1 


tion. 


Fra. 35.—Capacity of semi-elliptical sewers, M. & E. standard sec 


Flow in Partly Filled Sec 


81 


between 


'The relations 


hydraulie elements for flow at full depth and at other depths, 


discharge when a sewer is partly filled. 
computed according to the Kutter formula, 


may be found from 


Such a diagram 


diagrams like those of Figs. 38 to 42 inclusive.' 


is usually prepared by plotting the cross-section carefully and 


Thus the so-called “rectangular” section 


It should be noted that the names by which these sections are known are descrip- 


е shape of the portion above the invert. 


es, etc, 


! These diagrams show, in each case, the outline of one-half of the sewer section and for 


each proportionate depth the corresponding proportionate values of the area, mean velocity, 
consists of a V-shaped or curved invert surmounted by a rectangle; the semi-elliptic and 


semi-circular sections have curved inverts surmounted by semi-elliptic or semi-circular 


and discharge, according to the formula; and two of the diagrams also show the hydraulic 


radius, 


tive of th 
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then measuring with a planimeter the area of the stream when 
the section is filled to various depths. These areas divided by 
the wetted perimeters, also carefully measured, give the mean 
hydraulic radii. A slope and a coefficient of roughness, n, are 
then assumed and, using the Kutter formula, the velocities and 
discharges for the different depths are computed and plotted in 
terms of the velocity and discharge when flowing full. The 
curves thus obtained show the computed relative velocities and 
discharges at different depths as compared with those of the 
full section. These diagrams, although mathematically correct 
only for the data given, are sufficiently close for other sizes, 
slopes and friction factors to be of general use, and as a rule the 
difference may be neglected. 

Attention is particularly called to the egg-shaped section, Fig. 
39. This was introduced about 1846 by John Phillips in order 
to obtain adequate velocities in combined sewers when the depth 
of sewage in them was small. When the quantity of sewage is 
not more than two-tenths of the total capacity of the sewer, the 
velocity in an egg-shaped sewer will be somewhat greater than in 
a circular sewer of the same total capacity. The depth of the 
sewage will also be greater and there is a resulting better flotation 
for solids. These differences are not of great magnitude, 
however. 

82. Discharge and Velocity at Different Depths.—The capacity 
and velocity in a 12-in. sewer when full are 2 cu. ft. per second and 
2.5 ft. per second respectively, the slope being 0.005 and n being 
0.015. If n is constant, when the depth of flow is 0.1 ft., the 
discharge will be but 0.06 cu. ft. per second or 3 per cent 
of its capacity when full. At that depth, however, the 
velocity of flow will be 33 per cent of that of the full sewer, or 
0.84 ft. per second. At a depth of 0.2 ft., the discharge will 
still be small, but the velocity will have increased substantially, 
to 1.38 ft., 55 per cent of the velocity when the sewer is full. 
In other words, the velocity increases much more rapidly with 
increasing depth than does the discharge. 

That the Kutter formula with a constant value of n is not 
applicable throughout the range of depths, at least in the case of 
circular conduits of small and moderate size, (except when 
velocities are very low) has been noted in Sec. 75.! Diagrams of 
hydraulic elements such as those in Figs. 38 to 42 are therefore 

1 See also Eng. News-Rec., 1929; 103, 253. 
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(John H. Gregory.) 


n = 0.015. 


Fig, 36.—Discharge of egg-shaped sewers running full depth, 
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Fic. 37.—Diagram for the solution of general problems involving the Kutter formula.  (Scobey.) (Ins ng 


From the intersection of R and n follow the guide lines to the intersection of S and V, or from the intersection of S and V follow the guide lines to the intersection of R and n. For circular pipes remember that D = 4R. 
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only approximately correct, and should be used only with an 
understanding of their limitations. Experimental determina- 
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Fic. 38.— Hydraulic elements of circular section by Kutter's formula. 


n = 0.015; 7.0005; - : - 
ылын $70.00 05; Р 1 ft. Area = 0.785D*; Wetted Perimeter = 3.14160; 
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Fita. 39.—Hydraulic elements of EDT section by Kutter's formula. 


n = 0.015; s = 1/1,600; H = 4 ft.; D = 6 ft. 254 diam. equiv. circle; Н = 0.836 
diam. equiv. circle; А = 1.1485 H: = 0. 5105D*; R- = 12 2897H = 0,1931D. 


tions! of velocities at various depths in cireular pipes from 4 to 


42 in. in diameter, have given results generally similar to those 


1 YARNELL and Woopwarp: Bull. 854. U. S. Dept. of Agriculture; 1920. 
Wincox, E. R.: Bull. 27, Engineering Experiment Station, University of Washington; 
1924. 
8совкү, F. C.: Bull. 852, U. S. Dept. of Agriculture; 1920. 
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* 
shown on Fig. 43, which shows the average velocities actually 
observed in an 8-in. sewer pipe at various slopes. There is also 
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Fie, 40.— Hydraulic elements of rectangular section by Kutter s formula. 
n = 0.013; s = 0.001; D = 6 ft. 
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Fig. 41.— Hydraulic elements of Louisville! semi-elliptic section by Kutter's 
formula. 


п = 0.013; s = 0.0003; D = 734 ft.; Area = 0.785D2; Wetted perimeter = 3.26D; 
Hydraulic radius = 0.2420. 


shown for comparison а computed curve of average velocities for 


the steepest slope. It will be seen that the maximum average 


1 The internal dimensions of the Louisville and Metcalf and Eddy semi-elliptic sections 
are identical. 
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velocities were obtained in some cases when the pipe was entirely 
filled. 
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Fic. 42.—Hydraulie elements of semi-circular section by Kutter's formula. 
n = 0.013; а = 0.001; D = 9 ft. 21¢ in., Area 1.2697D?; Hydraulic radius = 0.2946D. 


Most experimental determinations of the values of n for 
sewers have been made in conduits but partly filled and with 
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Fic. 43.— Relation between mean velocity and depth of flow in 8” vitrified 
clay sewer pipe as determined by quantity-area method. (Bull. 27, Univ. of 
Washington Engineering Experiment Station.) 


slopes which are common in sewer work, and the values recom- 
mended in Sec. 76 are believed to be reasonable for conditions 
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corresponding to depths of less than 0.6D and for such slopes as 
are usually obtained. The experiments referred to above indi- 
cate that, at least in some cases, smaller values of n will obtain 
for greater depths of flow, and therefore the corresponding 
capacities will be greater than those computed. Therefore the 
error, if any, is on the side of safety, and the continued use of such 
diagrams as those in Figs. 38 to 42 is justified in design, but not 
in attempting to estimate the quantity flowing from observed 
depths and slopes. 


VELOCITIES AND GRADES 


83. Distribution of Velocity in Cross-section.— The moving 
body of water in any conduit travels at an average velocity v 
which is the mean of the velocities of all the filaments in a cross- 
section. "These velocities are not uniform, but are least for the 
filaments in contact with the enclosing walls of the conduit. 
In a straight, closed conduit or pipe having a perimeter of uni- 
form character, where the frictional effect of the walls is every- 
where the same, the maximum velocity will be found at the 
center of the cross-section, or in the axis of the conduit. In an 
open conduit, the maximum velocity will be found at the greatest 
possible distance from all surfaces against which there is friction; 
the greater the friction upon any surface, the greater will be the 
distance of the point of maximum velocity from that surface. 
'The water surface, or plane of contact between the flowing water 
and the atmosphere, is not a frictionless surface (except when the 
air is moving in the same direction and at the same velocity) and, 
consequently, the maximum velocity is below the surface, but at a 
much less distance than from the walls of the enclosing channel. 

An examination of the results of а large number of determina- 
tions of variation of velocity in the cross-section of pipes and 
open channels has shown that, in general, the curve of variation 
of velocity in any axial section of a closed pipe, or vertical 
section in an open channel, is approximately parabolic in form, 
with the axis of the parabola approximately in the thread of 
maximum velocity. The filaments in contact with the surface of 
the conduit move at velocities considerably less than the mean 
velocity in the cross-section. 

84. Ratio of Mean to Maximum Velocity.—In straight closed 
pipes, the mean velocity has been found to be about 0.85 of the 
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maximum velocity in the cross-section (the center velocity) and 
to be located about three-fourths of the radius from the center. 
The velocity at the perimeter is about one-half the center 
velocity. 

In open channels, the mean velocity in any vertical section 
is usually between 0.80 and 0.95 of the surface velocity in that 
vertical. The thread of mean velocity is usually between 0.55 
and 0.65 of the depth below the surface, and the average of the 
velocities at 0.2 and 0.8 depth usually gives the mean velocity in 
the vertical within about 2 per cent. 

The ratio of the mean velocity in the cross-section to the 
maximum surface velocity is not а constant, but it has usually 
been found to lie between 0.70 and 0.85 in all types of open 
channels, and the value 0.80 has often been used as a rough 
approximation. 

85. Velocity of Flow.— The velocity of flow depends upon the 
slope and the resistance to flow. The slope in sewer design 
always refers to the inclination of the hydraulie grade line, as 
heretofore defined, often called the hydraulic gradient. In a 
large proportion of the sewers which the engineer is called upon 
to design, the distinction between the slope of the invert and the 
hydraulic gradient is unimportant, and it is generally disregarded 
in designing separate sewers and in estimating the dry-weather 
discharge of combined sewers. But it must be considered in 
estimating the discharge of combined sewers while carrying storm 
water, and in all cases it should be kept in mind that, while for 
construction purposes the slope of the sewer is that of the invert, 
it is the hydraulic gradient when questions of velocity and dis- 
charge must be solved. Serious difficulty in the operation of 
the sewer systems of some cities has resulted from the failure to 
use the hydraulic gradient in computing the capacities of the 
larger sewers, particularly those affected during portions of the 
day by the entrance of tidal water into their lower ends. 

If a uniform velocity is to be maintained in a long sewer 
which receives the flow from branches at intervals and the cross- 
section of which must therefore be increased at each branch, the 
slope will be flatter as the size increases, and the profile will 
approximate that of a concave curve. If the sewer is to be full 
but not under pressure, the hydraulic grade line must coincide 
with the crown of the sewer, and there will be a drop in the invert 
at each change in size. This condition is illustrated in Fig. 44. 
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If no drop in the invert were provided, and the hydraulie grade 
line remained in the same position (as it would if the same sizes 
of sewer were used) then the smaller sewers would all be under 
pressure, as shown in Fig. 45. The total amount of fall between 
the invert elevations at the upper and lower ends is greater in 
Fig. 44 than in Fig. 45; but the fall between the elevations of the 
hydraulie gradients at the two ends is the same in either case. 


86. Velocity and Transporting Power of Water.—The trans- 
porting capacity of water, due to its velocity, plays an important 
part in the disposal of sewage by dilution and diffusion and in 
preventing clogging of sewers and local formation of sludge banks, 
as а result of the settling out of the heavier particles of sewage. 
It has been shown! that the weight of objects which can be 
transported by water varies as the sixth power of its velocity, 
. во that if the velocity be doubled the transporting capacity is 64 
times as great. Therefore, any influence which tends to check 
the velocity at any point immediately results in substantial 
reduction of its transporting power, and the subsequent deposi- 
tion of particles which had been carried along readily by the 
current of greater velocity. Transporting capacity here applies 
to the size and weight of particle moved by the water rather than 
the total amount of material carried. 

Many of the published statements relating to the transporting 
capacity of streams are almost valueless, owing to the lack of 
exact knowledge of the velocity near the bottom of the stream,? 
which, together with the character of the material composing the 
bottom and the depth and, hence, the pressure of water upon it, 
are the most important elements in the problem of erosive action. 
Comparisons with average velocities are of slight significance. 
Freeman has called pointed attention to these facts in his Charles 
River Dam report, and has cited the opinion of Hiram F. Mills 

1 MERRIMAN: * Hydraulics,” 9th Ed., 340. 

2 In general, the velocity near the bottom of an open channel is between 40 and 80 per cent 


of the mean velocity, depending largely upon the roughness of the bottom; two-thirds of 
the mean velocity may be taken for a rough approximation to the bottom velocity in sewers, 
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in regard to the misuse of the observations of Dubuat, who made 
experiments in 1780 upon the capacity of a stream in а wooden 
trough to move particles to its bottom. All of these observa- 
tions failed to take into account the varying velocities of flow 
in vertical section. Many engineers who have made use of the 
results of those experiments have failed to recognize this fact, as 
well as the effect of the character of the material, the coating of 
slime or colloidal surface which forms upon the bottom, and the 
effect of the pressure of the water upon the bottom material. 

'The most extended study of the transportation of debris by 
flowing water made in this country is that of Grover K. Gilbert, 
described in Professional Papers 86 and 105 of the U. S. Geolo- 
gical Survey. Extensive studies have also been carried out 
in the hydraulic laboratories of Germany, but most of them 
have had to do with the amount rather than the size of 
particles carried under various conditions of flow and of stream 
channel. 

Experiments have shown that the effect of the specific gravity 
on susceptibility to the velocity of water is as recorded in Table 
34. With a material of definite uniform specific gravity, the 
size and shape of the particle determines the velocity which will 
permit it to settle or which will dislodge it and carry it along. 
The Metropolitan Sewerage Commission of New York assumed 
in its report of 1910 that the velocities given in Table 35 were 
necessary to move solid particles. 


TABLE 34.—Errecrs or SPECIFIC GRAVITY ON TRANSPORTATION BY 
VELOCITY OF WATER 
| 
5 5 Velocity in feet per sec- 
БОШО gravity ond required to transport 


Nature of bodies: 


ESO PUR RES ctt 1.26 1.25 to 1.50 
Coal У er esempi 1.33 1.50 to 1.75 
Brickbat. 7. 2.00 1.75 to 2.00 
Piece of chalk......... 2.05 
Oolite stone. .......... 2.17 
ЭКБА sever 2.12 2.00 to 2.25 
Piece of granite........ 2.66 
BEDA- rs cocci «eee 2.18 2.25 to 2.50 
Piece of chalk......... 2.17 
Piece of flint........... 2.66 2.50 to 2.75 
Piece of limestone. ..... 3.00 
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In general, it is found that a mean velocity of 1 ft. per second, 
эг thereabouts, is sufficient to prevent serious deposition of 
sewage solids upon tidal flats, if the solids are reasonably com- 
minuted. It is not enough, however, to prevent deposition of 
mineral matter such as sand and gravel. 


Taste 35.—VELocrrigs Necessary TO Move Souips 
(Metropolitan Sewerage Commission, New York) 


Velocity required to move on 
Kind of material bottom ng 
: Feet per second | Miles per hour 


Mine clay and Subs siss iti Dee ees about $ 
LOT okt СТАН Bian COSE TIE y about $ 
V rele ie : about 4 


per ae Com eh à about 14 


87. Minimum  Velocities.— The sewage should flow at all 
times with suffieient velocity to prevent the permanent settle- 
ment of sclid matter in the sewer. As already stated, the trans- 
porting capacity of flowing water varies as the sixth power of the 
velocity, and, therefore, there is a certain velocity which is just 
sufficient to carry along certain classes of suspended matter, and 
if this be checked very little, these substances will be dropped. 
It is manifestly unwise to approach too closely to this velocity, 
for a slight increase in the roughness of the interior of the sewer 
or the presence at any point of deposits of heavy substances 
might cause enough decrease in the velocity to produce the 
undesirable settling of the suspended matter. Moreover it is 
important to note that the form and adhesive nature of some of 
the suspended matter are such that if this matter is once deposited 
it has а tendency to remain on the invert, even when the velocity 
of flow increases again to a rate ample to keep the material 
in suspension had it not been deposited. 

While it is the velocity near the bottom of the sewer which 
is significant in studying the transporting power of flowing 
water, it is generally agreed that a mean velocity of 214 ft. per 
second will ordinarily prevent deposits in combined sewers and 
2 ft. per second will generally prevent their occurrence in sep- 
arate sewers, under favorable conditions. These are minimum 
figures. It is desirable to have a velocity of 3 ft. per second 
or more wherever practicable. At least 3 ft. velocity should 
be obtained in inverted siphons, access to which, for cleaning. 
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is always difficult. Slopes giving mean velocities as low as 114 
ft. per second have been used successfully in some special cases 
in sewers, but the latter must be built and their interior surface 
finished with great care in order to achieve successful working 
conditions. Repeated removal c? sludge and hard materials 
from sewers is expensive, and if such deposits are not cleaned out 
they may cause troublesome conditions, gradually increasing 
in their annoying character; it is desirable, therefore, to use 
grades which will give self-cleansing velocities in all cases, even 
in those where the resulting increase in cost of construction due 
to steeper slopes will involve fixed charges greater than the added 
cost of maintaining the sewers if laid on flatter slopes, for if such 
maintenance work be neglected, a substantial deposit may form, 
and then the sewer cannot perform its functions properly and 
-in emergency may fail to carry the sewage and storm water 
tributary to it, resulting in damage to property. 

88. Examination of Sewer Design with Reference to Mini- 
mum-flow Conditions.—It is necessary, after designing a sewer, 
particularly a trunk or intercepting sewer, for a given service 
in the future, to consider the actual conditions of operation 
likely to arise at times of minimum flow during the first few 
years after its construction, in order to make certain that the 
velocities will not be so low, for significant periods of time, as to 
cause serious deposits in the sewer, the removal of which would 
involve unwarranted cost. The construction of a sewer to serve 
for a long period would be unwarranted if this cost of cleaning 
should exceed the cost of building a smaller sewer in the first 
instance, to serve for a shorter period of time and until the 
anticipated growth had developed in some degree, and of then 
building a second sewer to take care of the additional sewage 
flow resulting from the added growth. While the latter plan 
would involve greater cost of construction, enough might be 
saved in fixed charges and in the cost of operation, in the early 
Wen of the use of the sewer, to more than offset this increased 
cost. 

When slopes are comparatively flat, it is desirable that the 
sewer sections and slopes be so designed that the velocity of flow 
will increase progressively, or at least be maintained uniform, 
in passing from the inlets to the outlet of the sewer, so that 
solids washed into the sewer and transported by the flowing 
stream may be carried through and out of the sewer, and not be 
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dropped at some point owing to a decrease in velocity. It is, 
however, seldom possible to fully attain this condition, due to 
topographical characteristics. In general, the minimum slopes 
givin in Table 36 for small pipe sewers in the seperate system 
have been found safe, though steeper grades are always desirable. 


TABLE 36.—Stoprs REQUIRED TO Ркоросе 2 Fr. PER SECOND VELOCITY 
IN PIPE Sewers FLOWING FULL 


(Based upon Kutter's Formula with n = .013) 


Diameter, in. Fall in ft. per 100 ft. 

4 1.2 

6 0.6 

8 0.4 

10 0.29 
12 0.22 
15 0.15 
18 0.12 
20 0.10 
24 0.08 


89. Maximum Velocities.— The erosive action of suspended 
matter depends not only on the velocity with which it is carried 
along the invert of а sewer but also on its nature. As it is this 
erosive action which is the most important factor in determining 
the safe maximum velocities of sewage, the character of the sus- 
pended matter must be considered when designing combined 
sewers where velocities will probably be high. For instance, 
velocities which caused serious erosion of the inverts of brick 
sewers at Worcester, Mass., caused no appreciable wear at 
Louisville, Ky. The difference is due to the fact that the street 
detritus entering the combined sewers at Worcester is made up 
largely of particles of hard quartz, while that at Louisville is 
largely clay and particles of limestone, having little effect upon 
rather soft brick, much less resistant than that used in the 
Worcester sewers. 

Vitrified clay pipe resists abrasion well, and when it is used 
there is rarely any occasion to set a maximum velocity which 
must not be exceeded by the sewage passing through it. Sewer 
brick differs so greatly in quality that it is not possible to lay down 
any general rule for permissible maximum velocities where it is 
used. It is not advisable to use it for inverts where the mean 
velocity is over 8 ft. per second and where the street grit washed 
into the sewers contains much silica. If the street grit is soft 
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like that at Louisville or St. Louis, there will probably be little 
erosion of sewer brick with sewage flowing at velocities of 10 or 
12 ft. per second. Where concrete sewers are constructed it is 
desirable to have the inverts given a hard finish, preferably a 
granolithic surfacing if velocities exceed 5 ft., and if the velocities 
exceed 8 ft. it is prudent to line the sewers with vitrified paving 
brick. Vitrified tile liner plates are being used to some extent in 
concrete sewers, both for protection against erosion and against 
attack by chemicals in the sewage. 

Maximum velocities need rarely be considered except in 
combined sewers or storm-water drains where the grades are 
such that the velocity of flow may become excessive. The maxi- 
mum velocity should always be ascertained for such sewers in 
order to be certain that the designer of the cross-sectional details 
knows whether he must provide against erosion. The greatest 
objection to high velocities in small pipe sewers is that with reduc- 
tion in the volume of sewage flowing and consequent decrease 
in its depth, there are likely to be left stranded on the inverts, 
where they may become so firmly lodged that the next rush of 
sewage will not detach them, large floating substances which at 
times enter all separate sewerage systems. Theoretically rags, 
old brushes, pieces of wood, corncobs and such things should 
not be allowed to enter separate sewers, but they are sometimes 
thrown into the house fixtures and may be left on the invert of a 
small pipe sewer in which the sewage flows intermittently in 
swift flushes, as is likely to be the case near the upper ends where 
the grades are steep. It is for this reason that in some European 
cities are maximum grades of 1:15 and 1:20 are prescribed for 6-in. 
house connections and small lateral sewers respectively, 


LOSSES OF HEAD FROM CAUSES OTHER THAN FRICTION 


90. Velocity Head.—Strictly speaking, the head required to 
produce velocity, v?/ 2g, is not lost, as it merely corresponds to the 
transformation of potential energy into kinetic energy, and 
theoretically it should be recoverable when the velocity is 
checked. This is the case, to a considerable extent, with closed 
pipes under pressure, but, in open-channel conditions, it is rarely 
possible to recover a material part of the velocity head, except in 
the “hydraulic jump." It is usually advisable in sewerage work 
to consider the head used in producing velocity as lost head, and 
it is necessary to provide, in every case. sufficient head to develop 
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velocity, in addition to that required to overcome friction and 
other resistances. At velocities normally found in sewers in 
flat territory, the velocity heads may be inconsiderable, but this 
hydraulic element should be considered in design, and rejected 
only if relatively unimportant in the problem under analysis, as 
failure to provide for it has sometimes led to serious loss of 
capacity, unexpected choking and overflow of sewers, and other 
inconvenience. 

Some cases which require special attention in this particular 
may be cited. Where the flow at low velocity in a large sewer is 
to discharge into a smaller sized sewer in which the velocity will be 
high; in grit chambers, where sewage moving slowly through the 
enlarged chambers must increase its velocity to flow away 
through an outlet passage or conduit of smaller dimensions; in 
effluent conduits or channels leading away from sedimentation 
tanks; at restrictions in conduits, such as gates or contractions 
necessary to pass other structures; in short, any cases where 
velocity must be built up to initiate flow in a channel or conduit. 
These are the most important head losses encountered in the 
design of the hydraulic features of disposal plants and require 
careful consideration. 

Recovery of Velocity Head.—When velocity is reduced by 
enlargement of a channel or conduit a portion of the change 


Fig. 37.—RxcovEny or Veuociry HEAD IN TRANSITION SECTIONS, FROM 
EXPERIMENTS BY U. S. RECLAMATION SERVICE 


Velocity, feet 


P : 
per end реча 0 
Location and name Us DOW PARA] cubic feet. 


stream | recovered per second 


stream 
| end end 
х 5.79 1.64 54 150 

North Platte Project... .e ssis seie eie oeeie ieres { 5.87 | 1.70 25 105 
Tope Creek Пе: „ео отео ooma trn 5.07 1.65 28 99 
Uncompahgre Valley Project, Happy Canyon 

Nimes DA quU T T MY 6.47 2.85 100 nearly 361 
Tieton Main Canal Tunnel Outlets: 

SOAPS Creek. cca dee О S MASS Yen E 12.12 8.06 84 271 

СОИ ОООО НОН ТИТЕ.) 11.42 7.98 60 261 

Му ьо Acces УА жектей ө. vie TIT 11.58 7.60 68 286 

4. North FOE. ascese ossa voe sigo tio 10. 25 2.62 100 286 
Okanogan Project: 

Experiment Number ІУ.................. 5.39 2.61 50 

Experiment Number УТ.................. 3.31 | 2.46 62 ) 51 


eee" 


1 Transition unusually favorable for recovery. 
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in kinetic energy may sometimes be recovered as poten- 
tial energy, manifested by a rise in water surface, provided 
the change in section is smooth and gradual. The U.S. Reclama- 
tion Service has observed the extent of this recovery in numerous 
instances, (see Table 37), where irrigation canals have been con- 
tracted in section and then enlarged again further downstream. 

The principle of this recovery of velocity head is well illustrated 
in an analogous problem, that of water flowing under pressure in 
the Venturi meter. In it the outlet cone is gradually expanded 
so as to recover a large part of the difference in velocity head 
between throat and outlet. 

Entry Head.—In the case of a pipe leading from the side 


of a tank, the entry head loss has been found to be 0.5053 and 


is in addition to the velocity head. This is for the case where the 
corners are square and sharp. By suppressing or reducing the 
contraction resulting from the orifice, as by rounding the кле 


the entry loss may be materially reduced, perhaps to 0. 15 


In the case of an open channel or conduit leading from a 
reservoir, the conditions are similar, but experimental data are 
lacking. It is probably safe to estimate the loss on the same 
basis as in a closed pipe. 


Sudden Reduction А Cross-section.—In addition to the difference 
= 2 
in velocity heads ~ 2g #1, there is a further loss due to the 


resistance resulting from the disturbed flow conditions. Experi- 
ments on pipes have shown this additional loss to range from 


2 
almost, nothing to approximately 0.55, (v being the velocity in 


the smaller pipe), depending on the ratio between the diameters, 
the coefficient being larger as the difference in diameter increases. 
There are no experimental data for open channels, but it seems 
reasonable to assume that similar relations exist. 

Sudden Enlargement of Cross-section.—Archer has shown! that 
experimental data on losses due to sudden enlargements of 
closed pipes may be expressed by the formula 


Ay\}-919 
1-43) 


loss — 


1 Trans., Am. Soc. C. E., 1913; 76, 999. 
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King and Wisler's “Hydraulics” contains a table (р. 161) showing 
that this is equivalent to amounts ranging from nearly nothing 
to the velocity head in the smaller pipe (vı?/2g). 

In the case of an open channel, very little of the velocity head 
can be recovered. 

Other disturbances to flow are caused by bends and partly 
closed valves in pipes; and by changes in direction, piers, side 
inlets, bulkheads, and the effect of wind upon the free surface 
of the liquid in open channels. 

Valves.—Many experiments upon the head loss resulting from 
partly closed valves in pipes indicate that in general the loss 
ranges from 0.2v?/2g to 13.5v?/2g (where v is the velocity in the 
pipe), as the ratio of the area of opening to that of the pipe 
decreases from 0.9 to 0.1, being about 2.7v?/2g when the area of 
the opening is half that of the pipe. 

Curves.—Many experiments upon loss of head due to curves 
in pipes have been made. Most of them, however, have been 
upon changes in direction amounting to 90 deg. Experiments 
in which the deflection differed from 90 deg. are too few to warrant 
definite conclusions, except for conditions similar to those of the 
experiments. In general, it appears probable that even a slight 
change in direction produces a condition of disturbed flow which 
increases the frictional resistance, and that the length in which 
such disturbed conditions exist is of greater significance than the 
sharpness of the deflection; in other words, a curve of short 
radius and correspondingly short length of curve is likely to 
result in smaller loss of head resulting from curvature than a curve 
of long radius with the same change of direction. There are 
limits, however, beyond which the opposite effect is probable. 

'The same conclusions relative to the effect of curves in open 
channels seem to be justified. Н. P. Eddy has shown! that none 
of the formulas which have been proposed for loss due to curva- 
ture is applicable to open-channel conditions, and that such 
fragmentary data as are available for those conditions indicate 
that the effect of curvature has generally been equivalent to 
ап inerease in the value of л by an amount varying from 0.003 
to 0.005 in the sections containing much curvature. In the 
present state of our knowledge, it seems logical to allow in 
design for the effect of curvature by a change in the coefficient 
of roughness. 

1 Eng. News-Rec., 1921; 87, 516. 
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Eddy's table, on which the foregoing conclusion is based, is as 
follows: 


TABLE 38.—ErrkEcT OF CURVATURE UPON VALUE OF n IN OPEN CHANNELS, 
CALCULATED FROM EXPERIMENTAL Data 


Value of n a Velocity 
Channel | Increase due to Radii of of flow, 
(concrete lined) On o 4 curvature To feet per 
eink n curves p UT 
0.0176 to 0.01840.0039 to 0.0049 50 7 
Umatilla........... 0.0135 to | 4 0.0162 to 0.0169/0.0025 to 0.0034 100 7 
0.0137 0.0160 to 0.0173/0.0023 to 0.0038) 250 7 
Sulphur Creek...... 0.0108 0.0140 0.0032 2,865 20 
Ridenbaugh........ 0.0121 0.0145 0.0024 955 3.7 
North Canal 0.0177 0.0202 0.0025 410 3.0 
(Central Огероп)...| 4 0.0176 0.0205 0.0029 and 2.9 
0.0192 0.0222 0.0030 383 2.1 
1 Computed, 


Experiments by Scobey in 1924 upon the 60-in. reinforced- 
concrete pipe aqueduct of Tulsa, Okla., are of some significance 
in this connection, and may be considered as confirming the 
conclusions above, at least in part. No direct comparison is 
possible, partly because the aqueduct is a closed pipe under 
pressure, and partly because the changes in direction are angular 
bends, not curves. "These bends were formed by butting together 
two sections of straight pipe at the angle required, and pouring 
concrete over a reinforcing cage at the joint, smoothing off the 
interior surface to a sharp curve at the outside of the bend. The 
deflections ranged from less than 5 deg. to about 28 deg. 

Two sections were tested, one 80,898 ft. long, nearly straight, 
(containing 6 bends with a total deflection of 52.3 deg.), the other 
34,788 ft. long, containing 29 bends with a total deflection of 
455.7 deg. The velocity was 2.25 ft. per second. The values of 
n in the two sections were 0.0107 and 0.0111, showing an increase 
of 0.0004 for the section containing the greater changes in direc- 
tion. In this section the average distance between bends was 
1,200 ft. Assuming the effect of the bends in causing disturbed 
flow conditions to extend 100 ft. below the bends, one-twelfth of 
the total length of the section was so affected, and the increased 
loss in this portion would correspond to an increase in n of 12 


times 0.0004, or 0.0048,! a figure comparable to those tabulated 
in Table 38. 


+ Based on the assumption that loss of head varies directly with n, which is nearly correct ` 
for the small variations here considered. 
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In his discussion of the Tulsa experiments, Scobey has com- 
puted the average loss of head per degree of deflection as 0.00138 
ft., and the average per bend, irrespective of the deflection, as 
0.0226 ft., for a velocity of 2.25 ft. per second. The extent to 
which these figures are applicable to other situations, particularly 
to flow in open channels, is doubtful, but the significant data are 
so few that nothing which may be helpful should be left out of 
consideration. 

91. “Banking” on Curves.—In some cases, the banking or 
superelevation of water surface along the outer wall of & curved 
channel may be an item of considerable importance. This is 
especially the case with stream channels or open flumes which 
should not overflow, or flat-topped conduits in which it is 
desirable that the water should not touch the roof. 

The excess in elevation of the water at the outer bank may be 
computed approximately by the formula 

_ vb 

ra 
in which E represents the difference in elevation of water surface 
at the two banks, v is the average velocity in the cross-section, b 
is the breadth of the channel or stream, and r is the radius of 
curvature on the center line of the channel. 

It has been found in some cases that the actual difference in 
elevation is slightly greater than would be given by this formula. 


NON-UNIFORM FLOW 


Conditions of steady non-uniform flow exist when a constant 
quantity of water flows with variable cross-sections, slopes, and 
velocities. The surface of the water, therefore, is not parallel to 
the invert of the conduit. This condition always exists at points 
of changing equilibrium, such as at and near changes in grade and 
in cross-section, and above obstructions or free outlets. Typ- 
ical examples of non-uniform flow are shown in Figs. 46 to 48. 


! Hinps, J5rniAN: The Hydraulic Jump and Critical Depths in the Design of Hydraulic 

Structures. Eng. News-Rec., 1920; 85, 1034. 

Ваввітт, Н. E.: Non-uniform Flow and Significance of Dropdown curve in Conduits. 
Eng. News-Rec., 1922; 89, 1067. 

Нил„ C. D.: Application of the Dropdown Curve in Chicago Sewers. Eng. News-Rec., 
1923; 90, 707. 

HvsrTED, Arva G.: New Method of Computing Backwater and Dropdown Curves. Eng. 
News-Rec., 1924; 92, 719. 

Woopwarp, SHERMAN M.: Theory of the Hydraulic Jump and Backwater Curves. 
Tech. Rep., Part III, Miami Conservancy District. 
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92. General Equation for Non-uniform Flow.—Assume а 
reach of conduit short enough so that the loss due to friction may 
be computed with sufficient accuracy by one of the formulas for 
uniform flow, such as Manning’s formula, making use of the mean 
hydraulic radii and velocities. Then the average velocity in the 
reach would be 


Е 


Taking v = (vı + v) or the average between the velocities 
at the ends of the reach, 
re n*(vi + v2)? 


8.83. RÀ 


Since the total fall in the water surface h is equal to the sum of the 
frietional loss and the difference in the velocity heads, 


Vo? vi? 
h =S FS M 
+2 9 
The same expression for the drop in water surface is applicable 
on the basis of any formula for frictional loss. 
If d; and dz represent the depths of water at the two ends of the 
reach, and 7 the inclination of the bottom, then 


h = zi + (di — ds) 
Equating the values of h, 


« = {a s (at |+@-9 


From this expression the distance т between any two sections 
of the stream in which the change in depth is d; — d; can be 
computed approximately. 

The foregoing expressions are general and may be applied to 
any сазе of steady non-uniform flow, within the limits of the 
accuracy of the assumptions. 

93. Critical Depth.—In the case of free discharge, illustrated 
in Fig. 46, or of a decided increase in inclination of the channel, as 
shown in Fig. 48, the depth of flow at the outlet, or at the break 
in grade, will be definitely fixed by the rate of discharge, for any 
given conduit. The case is analogous to the discharge of a weir. 
This depth is called the critical depth, designated as da, and is the 
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depth for which d + 2g is à minimum. Then for a rectangular 


2 
section d. + РГЕ is а minimum, whence 
c 


SS ушш 


z~ 


Non-Uniform Flow 


wen ees enn eae = Taa mm 


Uniform Flow 


Free Outlet 


Fra. 46.—Draw-down curve, free discharge. 


In this expression, for a given depth d., Q varies directly with b, 
as would be expected for the rectangular section. It is, therefore, 
practieable to construct a table giving values of Q per foot of 
width for various values of de. Such values are given in Table 39. 


TABLE 39.—THEORETICAL DISCHARGE PER Foot or WIDTH FOR VARIOUS 
VALUES or “Crirican DEPTH” IN RECTANGULAR CHANNELS 


Q% = d.g% ".Q = (d.)?:g'* (slide-rule computations)) 


Discharge in cubic feet per second 


Depth, de 
ft. 0.0 | 0.1 | 0.2 | 0.3 | 0.4 | 0.5 | 0.6 | 0.7 | 0.8 | 0.9 
0 0.0 | 0.18) 0.51| 0.94| 1.44) 2.00] 2.64 3.33] 4.07| 4.86 
1 5.70| 6.58| 7.50| 8.45] 9.43) 10.4 | 11.5 | 12.6 | 13.7 | 14.8 
2 16.0 | 17.3 | 18.5 | 19.8 | 21.1 | 22.4 | 23.8 | 25.2 | 26.6 | 28.0 
3 29.5 | 31.0 | 32.5 | 34.0 | 35.1 | 37.1 | 38.7 | 40.4 | 42.0 | 43.7 
4 45.4 | 47.1 | 48.8 | 50.6 | 52.4 | 54.2 | 56.0 | 57.8 | 59.7 | 61.6 
5 63.5 | 65.5 | 67.4 | 69.4 | 71.3 | 73.3 | 75.3 | 77.3 | 79.4 | 81.5 
6 83.5 | 75.6 | 87.8 | 89.9 | 92.0 | 94.2 | 96.4 | 98.5 |100.6 |102.8 
7 105.0 |107.2 |109.5 /111.8 |114 lue (119 [1 |193 [126 
8 128 |131 зз |1s6 (138  |140  |143 |146 |148 fast 
9 153 lise |158 [161 [164 |1668 |169 |171 |174  |176 
10 179 |182 [зз |188 поо  |193 [96 199 |202 205 


Similar computations of the critical depths corresponding to 
various rates of discharge for other forms of cross section can be 
made, but they are likely to be very complex, and it is usually 
simpler to obtain the values by successive approximations. 
Prof. Н. E. Babbitt! has done this for circular conduits and 
obtained the values given in Table 40. 


* For this case v = уой and v?/2g = d/2 (velocity head = !$ depth). 
V Eng. News.-Rec., 1922; 89, 1069. 
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All these figures are based upon theoretical computations. 
No experimental determinations of their correctness have been 
made. It is believed, however, that actual values are not likely 


to vary from those computed in this way, by more than 10 per 
cent. 


TABLE 40.—TnEonETICAL VALUES ОЕ “CRITICAL DEPTH” IN FEET, IN 
Cincunag CoNpurrS FOR Various RATES OF DISCHARGE 


(H. E. Babbitt in Eng. News-Rec., 1922; 89, 1069) 


cee Diameter of conduit, feet 
cubic feet 
per second 
Bes HN Wied. as lis “ah И ТИ 
0.2 | 0.20 
0.4 | 0.27 
9.6 | 0.33 
0.8 | 0.38 
1.0 | 0.41 
1.5 | 0.52 
2 0.60 
3 0.73 
4 0.84 
5 T 0.66 
10 0.99 0.87 
15 1.23 
20 1.44 1.19 
30 1.80 1.54 
40 2.07| 
50 2.98 1.98 1.79 
i 2.88 2.85 2.56 
3.73 
200 3.98 3.68| 3.56 
300 4.65 4.55| 4.40 
400 4.86 5.22) 5.04 
20 5.81| 5.68 
pies 6.37] 6.40 
109 6.55! 6.68 
300 ..| 7.04 
900 
1,000 6.79| 7.48 
1,200 + 
1,400 
1,600 


94. Drawdown.—'The transition from a condition of uniform 
flow in the conduit to the discharge at a free outlet or the drop at 
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& chute is accomplished by a gradual lowering of the surface 
similar to the surface curve above a weir. If the conduit is 
on а flat slope and the normal velocity is low, the difference 
between the normal depth and the “critical depth" will be con- 
siderable, the drawdown will be of consequence and the drawdown 
curve will extend upstream for a material distance. In such a 
case 16 may sometimes be possible to make a saving by reducing 
the size of the conduit and eliminating the drawdown, or by 
lowering the roof while leaving the width unchanged. If, 
however, the conduit is on such a steep slope that the velocity is 
high and the critical depth but little less than the normal depth, 
no material reduction in size of conduit can be made, and the 
drawdown will not be significant. In those cases, too, where 
there is possibility that the conduit may flow full under pressure 
at times, reduction in section for drawdown would be undesirable. 

The distance from the control section (the point of “critical 
depth"), to which the drawdown extends, can be computed 
approximately by successive steps, utilizing the general equation 
for non-uniform flow. For example, take the case of a rectangu- 
lar conduit 10 ft. wide, with a slope of 0.001, with » — 0.015 and 
Q = 250 c.f.s., discharging freely as in Figs. 46 and 48. Using 
Manning's formula, we find, for S = 0.001, when d = 4.0, 
Q — 214, and when d — 5.0, Q — 288; and by interpolating, 
when Q — 250, d — 4.5, which will be the depth of flow when 
the effect of the drawdown is not felt. From Table 39, the 
critical depth d, will be 2.7 ft. The drawdown curve will be 
that portion of the water surface between depths of 4.5 and 2.7 
ft. Its computation is shown in the following tabulation: 


e là | 
Aver- E] 
адет = 


Aver- 
age R 


vi Li z 
R т 22 d +а2 


+ 
"3 

с 
= 


2.7 |27|15.4|1.759.28)1.34 4.04 
1.81 | 8.81 |0.132 0.00350,0025 0.04 16 
3.0 |30)16,.0/1.87/8.33)1.08) 4,08 
1.95 | 7.84 0.118 |0.00250.0015 0.16 107 
3.4 |34,16.8/2.02/7.35/0.84| 4.24 
2.09 | 6.98 0.105 |0.0019'0.0009 0.24 266 


3.8 |38/117.6/2.16 6.610.658 4.48 
2.23 | 6.32 |0.0095 0.0014|0.0004) 0.27 675 
4.2 |42/118.4|2.28/5.97/0.55| 4.75 

2.33 | 5.76 (0.00865/0.0011,0.0001, 0.23 2,300 
4.5 |45/19.0/2.37/5.56/0.48| 4.98 


Total length of drawdown ........e eere ehh hh heh 3,364 


а 
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95. Backwater.—' The surface curve assumed by the water 
when backed up by a dam or other obstruction is called the 
backwater curve (Fig. 47). It may be required to determine 
the amount by which the depth is inereased at specified points, 


or the distance upstream to which the effect of backwater can 
be detected. 


Fra. 47.—Backwater curve. 


For example, take a conduit of the same dimensions and 
character as in the example under “drawdown,” but where 
the discharge is into a body of water with its surface 7.0 ft. 
above the bottom of the conduit. 'The procedure is exactly 
the same as in the example referred to, but the increments of 
depth are negative, and the value of S — i is also negative. 
The computation for this case is shown on page 152. 

96. Chute.—A chute is a channel with so steep a grade that 
uniform flow ean take place at a depth less than the “critical 
depth" (Fig. 48). The computation of flow in a chute, in so 
far as such flow is uniform, is accomplished by the use of the 


~ 


< 
= 
~ 
- 
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Non-Uni; i 
eter ol. Uniform 1 Non-Uniform ABL Uniform Flow _. 
id Flow Flow Flow 
Fig. 48.—Draw down chute, and hydraulic jump. 


ordinary formulas, such as Kutter’s or Manning’s, although 
the applicability of these formulas at very high velocities is 
doubtful. Chutes are, however, usually short, and the portion 
of their length in which uniform flow conditions exist is often 
insignificant. Non-uniform flow obtains at the upper end of 
the chute, and the “hydraulic jump" may occur at the lower 
end if conditions beyond the chute are such as to produce it. 


5.5 
5.0 


4.5 


55 


45 


COMPUTATION oF BACKWATER CURVE 


Average | Average 
v 


0.0557 


0.0603 


0.0655 


0.0717 


0.0793 


0.00033 | —0.00067 
0.00043 | —0.00057 
0.00054 | —0.00046 
0.00067 | —0.00033 


0.00086 | —0.00014 


—0.41 


Total extent of backwater 


ost 
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97. Hydraulic Jump (Fig. 48).—When water moving at а 
high velocity in а comparatively shallow stream strikes water 
having a substantial depth, there is likely to be a rise in the water 
surface of the stream, forming what is called “the hydraulic 
jump." The jump cannot occur unless the primary depth of 
the water is less than the critical depth, and when it does occur 
the water surface rises from a point below to a related point above 
that representing the critical depth. The depth də of water 
whieh will cause the swift-moving stream to form the jump 
may be computed from the equation j 


dıda(dı + ds) _ 4? _ 
2 g 


dos 


The derivation of this relation is given below. 

Let q equal the flow in 1 ft. of width of channel. 

Let d; and vı, d; and v2, de and о, be, respectively, the depth 
and velocity in the channel immediately above the jump, below 
the jump, and at the point of critical depth. As shown on p. 148 


but 
q'- vıdı = Vodo. 


The change in velocity in passing through the jump is vı — vs. 


The mass of water passing in 1 sec. is wq/g and the change in 
momentum is 


wq d sr. 
g (vı — v) = LIC = „®) = e ) 
The static 
wd,?/ 2 above 
difference is 


pressure upon the cross-section of the stream is 
the jump, and wd;?/2 below the jump. The 


The difference in static pressure represents a force acting in 
the opposite direction to the flow, and this is the force which 


causes the change in momentum represented by the reduction 
in velocity from v; to və. 
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Therefore 
W, 2 aay _ warilds — di) 
g (t di’) g dz 
Whence 


d? + did, = эз 
Substituting 2 for vi, 
2g? 
2 = —* 
аз? + dad; 2d; 
Whence 
d d 1 
didz h Pd) = T 
which has been shown to be equal to 4,3. 

For example, take the case of 250 c.f.s. flowing in a rectangular 
conduit 10 ft. wide, with n = 0.015, as before; assume the 
inclination of the upper section to be 0.05; using Manning’s 
formula (assumed applicable to very high velocities) the depth 
of flow in the upper section (chute) is fixed at 1.17 ft., which is 
less than the critical depth of 2.7 ft. 

The normal depth of flow in the lower section with its slope 
of 0.001 is 4.5 ft. Assuming that this is the depth below the 


jump, the depth above the jump may be computed from the 
formula above as follows: 


(4.5 + dı) _ 25? 


ET (mA 
1,250 
2 -— EE 
di? + 4.54, = робо = 8.64 
dy? + 4.54, + 5.06 = 13.70 
di + 2.25 = 3.7 
di эш 1.45 


When the flow reaches the bottom of the chute, the flatte 
slope retards the flow and the depth increases. Assuming that 
the chute has sufficient length for the depth of flow to decrease 
from the critical depth at the top of the chute to approximately 
the normal depth of 1.17 ft. at the foot of the chute, the flow 
must continue in the lower section until the retardation has 
caused an increase in the depth of flow from 1.17 to 1.45 ft. 
The distance over which the flow must continue before the jump 
will occur is shown by the following computation. 


Computation Fon HypnaAvuLIC JUMP 


Average | Average nv S S-i 


d A v 
ДАР ESS СЕ, ЗЫ 7 оф АЕС | 0 24 = ES S n o Ug met 
1.17 7.08 | 8.25 

0.96 21.09 | 0.316 | 0.0479 | 0.0469 0.31 6.6 
1.2 6.74 | 7.94 

1.00 20.03 | 0.300 | 0.0408 | 0.0398 0.89 22.4 
1.3 5.75 7.05 

1.06 18.54 | 0.278 | 0.0324 | 0.0314 0.70 22.3 
1.4 4.95 | 0.35 

1.105 | 17.55 | 0.263 | 0.0274 | 0.0264 0.29 11.0 
1.45 4.61 6.06 


Total distance below chute 62.3 


SUAMAS JO SOITAVACAH 


GST 
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The jump will be located about 62 ft. below the end of the 
chute. It is to be noted that under some conditions of channel 
cross-section and slope, the length of the lower section may be 
insufficient for the water surface to rise to the required depth. 
It should also be noted that if the cross-section of the lower 
section differs from that of the chute so that the critical depth 
is below the depth of flow after it reaches the lower section, no 
jump will occur. 


METHODS OF MEASURING SEWAGE 


98. Weirs.—One of the most accurate methods of measuring 
water is by the use of a weir, provided the conditions under which 
the coefficients of discharge of given types of weirs were deter- 
mined are approximately reproduced in the gagings. 

The most common types of weirs are the rectangular, the 
V-shaped, and the trapezoidal weir. 

The General Weir Formula may be expressed by the equation 
Q = clH**. To this form all the equations in use may be 
reduced, but it is better practice, in view of the several methods 
of correcting for the velocity of approach followed by the various 
experimenters, to use their forms of equation. 

The Francis Weir Formula: 


Let H = the observed head corrected to include the effect 
of the velocity of approach 

the observed head upon the crest of weir, being the 
difference in elevation in feet between the top of 
the crest and the surface of the water in the 
channel, at a point upstream, which should, if 
possible, be taken just beyond the beginning of 
the surface curve 

the head due to the mean velocity of approach 

Va?/2g 


For contracted weirs, neglecting velocity of approach, 
Q = 3.33(1 — 0.1NA)h** 


. Note.—The use of h instead H in the factor (1 — 0.1 NH) used in correct- 
ing for end contractions is as precise as ordinary practice warrants. 


h 


ll 


hy 


For contracted weirs, head corrected for velocity of approach: 
Q = 3.33(1 — 0.1NH) (h + h)” — n 
For suppressed weirs, neglecting velocity of approach, 
Q = 3.331h% 
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For suppressed weirs, head corrected for velocity of approach: 
Q = 3.331 [(h + h.) — n] 
The Fteley and Stearns formula: 
Q = 3.311H** — 0.0071 
Н = (h + 1.50h,) for suppressed weirs 
Н = (А + 2.05 h,) for contracted weirs 
For contracted weir use (| — 0.1N H) instead of l. 


The King formula, based upon the experiments of Francis, 
Fteley and Stearns, and Basin, is 


d? 


where d = A/l, A being the area of the channel of approach. 

For contracted weir use (l — 0.1N H) instead of l. 

Lyman’s Diagrams and Tables? are based upon the experiments 
of Francis, Fteley and Stearns, and Bazin, and at the hydraulic 
laboratories of Cornell University and the University of Utah, 
and are in convenient form for use. 

The Francis formulas are strictly applicable only to vertical 
sharp-crested rectangular weirs with complete contractions and 
with free overfall and 

when the head (Н) is not greater than one-third the length (l); 

when the head is not less than 0.5 ft. nor more than 2 ft5 

when the velocity of approach is 1 ft. per second or less; 
when the height of the weir is at least three times the head. 

In ай Probability the formulas are usable with higher heads 
than 2 ft., but not much lower than 0.5 ft., as shown by Fteley 
and Stearns’ experiments. 


Rehbock’s Formula, first published in Germany in 1911, and 
revised in 1912, is as follows:? 


Q = 2áu / 2g 


H? 
Q= saum-e(1 + 0.56 5) 


where 
h 


и = 0.605 4- Z 


1 
5o gi 008 
where 


Z — height of crest of weir above bottom of channel. 
| Kina: “Handbook of Hydraulics,” 2nd Ed., 87. 
X Eas R. R.: Trans. Am. Soc. C. E., 1914; 72, 1189. 
In lectures at Massachusetts Institute of Technology (1929) Rehbock gave 
# = 0.6035 + 0.0813 > + 00033 
and also 


Q = (3222 + „1 + 0427 Ву 
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This formula is based upon numerous experiments made 
on sharp-crested, fully aerated weirs without end contractions, 
for values of 


Z — 0.41, 0.66, 0.82, and 1.64 ft. 
h = 0.03 to 0.59 and 0.75 ft. 
l = 1.64 ft. 


He extended the eurves for и beyond the range of his actual 
experiments by the law of hydraulic similitude to include 
values of 


Z = 0.33 to 6.56 ft. 


h = 0.03 to 3.28 ft. 
; — 0 to 1.0 (preferably not over 0.8) 

Professor Schoder! states that Rehbock's formula gives values 
which agree more closely with a large mass of recent experimental 
data than the formulas of Fteley and Stearns, Bazin, and Francis, 
the error increasing with h and with Z. Francis’ formula checked 
closely at low heads and low velocities of approach. Rehbock’s 
formula, while comparatively unknown in this county, is largely 
used in Germany. 

Schoder and Turner! have made a comprehensive study of 
the accuracy of various formulas for determining the discharge 
over sharp-crested weirs and find an important source of error 
in such formulas to be in their failure to properly allow for 
velocity of approach and in unequal horizontal distribution of 
velocities. They suggest a formula which includes velocity 
head of approach for the section above and below the elevation 
of the weir crest, considered separately. 

99. Triangular Weirs.—The theoretic discharge of the tri- 
angular weir is given by the equation, 


Q = 4í5[B(2g9)*H*] 
in which 
B = length of base of triangle at level of H or water surface 
H = head over angle of the weir notch in feet 


Experiments on flow over triangular weirs in which the angle 
is a right angle, which is the form most commonly used in prac- 


1 SCHODER, Ernest W., and Kennets B. Turner: Precise Weir Measurements. Trans., 
Am. Soc. C. E. 1929; 93, 999. 
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tice, have been made by Thomson; by Barr; at the University 
of Michigan; and at the Massachusetts Institute of Technology. 
Summarized results of the first three sets of experiments are given 
by King in his “Handbook of Hydraulies," 1st Ed., p. 86. 
Thomson’s experiments covered a range of heads from about 
0.15 to 0.60 ft.; Barr's from about 0.15 to 0.85; and the University 
of Michigan's, from about 0.15 to 1.8. Their results may fairly 
be expressed by the following equations. 


Thomson’s experiments, Q = 2.54Н? 
Barr's experiments, О = 2.48H?-4 
University of Michigan's experiments, Q = 2.52H?-47 


Experiments made at the Massachusetts Institute of Tech- 
nology, under the direction of Professor Dwight Porter, gave for 
the right-angled notch weir, 


О = 2.54Н? 


100. Trapezoidal Weirs.— The trapezoidal weir differs from 
the rectangular type in that the sides are inclined rather than 
vertieal. Usually the sides are given a batter of 1 horizontal in 
4 vertieal for the reason that at this angle the slope is just about 
sufficient to offset the effect of end contractions. When this is 
done the weir is known as the * Cippoletti weir.” The general 
€quation of the trapezoidal weir is as follows: 


Q = 24 (29) UI + 445 2z2(29) 4 H^* 


in which ? — the batter of the side or the ratio of the vertical 
реа to the horizontal projection of the side. 
or the Cippoletti weir in whichz = !4, the formula reduces to 


Q = 3.3671H*í 


101. Other Weirs.—For the determination of the discharge 
over broad-crested weirs and dams having different types of 
crests, reference may be had to Бовент E. Homrow's “Weir 
Experiments, Coefficients, and Formulas;!” King’s “ Handbook 


of Hydraulics ;" Williams and Hazen’s “Hydraulic Tables;" and 
various books on hydraulics. 


LJ 
! Published as Water Supply and Irrigation Paper 200 of the U. S. Geological Survey, 1907, 
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Side-weirs or spillways parallel to the direction of flow in a 
channel are not measuring devices. They are utilized as regulat- 
ing devices, and are discussed in Chap. VI. 

102. The Venturi Meter.— The Venturi meter tube is inserted 
in а line of pipe under pressure and consists of three parts, the 
inlet cone, in which the diameter of the pipe is gradually reduced, 
the throat or constricted section, and the outlet cone, in which the 
diameter increases gradually to that of the pipe in which the 
meter is inserted. The throat is lined with bronze; its diameter, 


Pumping Station or’ 
Register House 


Fic. 49.—Arrangement of venturi meter on pressure pipe. - 


in standard meter tubes, is from one-third to one-half of the 
diameter of the pipe; and its length but a few inches, sufficient to 
allow a suitable pressure chamber or piezometer ring to be 
inserted in the pipe at this point. The upper or inlet cone has 
a length of approximately one-fourth that of the lower cone. 
A piezometer ring is inserted at the upper or large end of the 
inlet cone and the determination of the quantity of water 
flowing is based upon the difference in pressures observed or 
indicated at this point and at the throat of the meter. The 
general form of the meter is shown in Fig. 49. 

The derivation of a formula from which the discharge of the 
Venturi meter tube is computed may be found in Hughes and 
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Safford's “Hydraulics,” First Edition, p. 116. As written by 


Herschel, the form of this expression is 


A,A D ci cd 
Q- AZ e V 2g(hi — №) 


Aida 


in which A, and А» are the areas in square feet at the upstream 
end and at the throat of the meter, respectively, hı and As the 
pressure heads at the corresponding points, and 


H = hi — hs 


Under actual operating conditions, and for standard meter 


tubes, including allowance for friction, this formula reduces to 
the form 


Q = (1.00 + 0.02) 4s /29H 


The coefficient written (1.00 + 0.02) is made up of two parts, 
Or с = сүс» 


Co = coefficient of friction 


_ For standard meter tubes in which the diameter of the throat 
is between one-third and one-half that of the pipe, the values of 
^: range between 1.0062 and 1.0328, while the friction coefficient 
Сз varies from 0.97 to 0.99. Thus the range of values of c is 
from 0.98 to 1.02, and accordingly c has been written above as 
(1.00 + 0.02). Hazen! thinks c = 0.99 the best value for 
practical use, 

In the Venturi meter used for measuring sewage, at each 
annular chamber ог piezometer ring there should be valves by 
which the pressure openings can be closed, and these valves may 
be so designed that in closing a rod is forced through the opening 
so as to clean out effectually any matter which may have clogged 
it. When all of these valves have been closed the plates 
covering the hand holes in the pressure chamber may be removed 
and the chamber cleaned by flushing with hose or otherwise. 
Such flushing at short intervals is usually necessary if Venturi 

! Eng. News, 1913; 70, 199. 
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meters for sewage are to be maintained in good operating 
condition. 

In order to prevent the interference with the operation of the 
register by clogging, an oil seal may be inserted in the pressure 
pipe, between the meter tube and the register. The pressure is 
transmitted as far as the seal through 
water in the pressure pipes, and from the 
seal to the register through oil. Thus it 
is impossible for any sewage to get into 
the register and interfere with its proper 
operation. 

The diaphragm-pendulum unit of the 
Builders Iron Foundry makes the use of 
an oil seal unnecessary in the case of 
sewage meters, and is applicable to either 
high or low pressures. This unit is 
placed below the hydraulic gradient and 
is connected to an indicating or recording 
instrument by a cord, as shown in Fig. 
50. The diaphragm-pendulum unit con- 
sists essentially of a pressure chamber 
divided vertically by a rubber dia- 
phragm, and a pendulum connected in 
such a manner as to swing until it 
balances any pull imposed by the dia- 
phragm. Pressure pipes from the Ven- 
turi tube transmit the pressures from the 

Fic. 50.—Diaphragm upstream end and the throat to the two 

: pendulum unti for use with Sides of the diaphragm, the deflection of 
which depends upon the difference in 

pressures and the weight and lever-arms of the pendulum. A 
cord passing over а pulley connected to the pendulum transmits 
the measurement of the pressure differential to the recording 
or indicating instrument. In the case of sewage measurements, 
*water seals" should be inserted in the pressure pipes between 
the Venturi tube and the diaphragm pressure chamber. These 
water seals are simply small vertical tanks, the pressure pipes 
entering them at the bottom and leaving at the top, and are 
filled with clean water before the pressure is turned on. Since 
there is no flow through the pressure pipes, but only a slight 
movement back and forth as the pressures vary, there is no 
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possibility of suspended matter passing the seals and reaching the 
diaphragm chamber. 

103. The Venturi Flume.—Since the Venturi type meter is 
only applicable to closed pipes under pressure, it can be used for 
measuring sewage only in force mains or inverted siphons. 


Gervice Pipe from 
Nearest Water Main 


cia 
IE MD MT ELK SR RO 
[14 ..-8* 07 -- 


Opening inSidewalt 
^" of Sewer 


Openingin Туру 
side of Flume ~$? 


Longitudinal Section 


Fre. 51.— Venturi flume inserted in East 41st street sewer, Manhattan, New 
York. 


In recent years, the Venturi principle has been utilized for 
the measurement of flow of water in open channels by means of 
the Venturi flume, in which the side walls and in some cases the 
bottom of the channel are so shaped as to approximate the form 
of the Venturi tube. 

This apparatus has been used principally in connection with the 
distribution of water in irrigation ditches, but it is being intro- 
duced as a device for measuring sewage in several cities. А 
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flume of this type is used to measure the flow of sewage reaching 
the Syraeuse Sewage Works and another was placed in operation 
on East Forty-first Street by the Borough of Manhattan in 
November, 1926. The latter is illustrated by Fig. 51 and is of 
yellow pine, anchored to the side walls of an 8-by 8-ft. box sewer, 
the arch of which was raised 4 ft. above the flume to allow 
for gagings during extremely high flows. "The capacity, limited 
by the recording device to а depth of 10 ft. at the upstream 
piezometer pipe, is 343 cu. ft. per second. When operating at 
maximum capacity, the incoming sewer flows with a surcharge of 
about 2 ft. 

From the calibration tests of flumes with throats 1, 115, 2, 3 
and 5 ft. in width, and with discharges ranging from less than 1 
to nearly 400 cu. ft. per second; Parshall and Rowher derived the 
formula for this type of flume 


p ruso grav du que 

IO 
49V hy 
in which Q — discharge in cubic feet per second 

b — width of throat in feet 

he = head at throat in feet 

hı = head in converging section in feet 

h = hy P ha 

c = а coefficient, the value of which сап be obtained 

from the equation 
My? is. 

0.9975 — 0.0175 + 938 (20 — b) 


^ 
I 


A comparison of 453 actual measurements with the results 
computed by this formula showed that 55 per cent agreed within 
2 per cent; 68 per cent within 3 per cent; and 88 per cent within 5 
per cent. The formula may, therefore, be considered sufficiently 
accurate for most practical purposes. 

104. Parshall Measuring Flume.—Press Bull. 60 of the 
Agricultural Experiment Station of the Colorado Agricultural 
College, dated January, 1925, by Ralph L. Parshall, announced 
the design of an improved Venturi flume, in which the discharge 
is а function of the width of the throat and the head in the 
converging section only, and that these conditions obtain up to 
depths of submergence (at the end of the converging section) of 
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nearly 75 per cent of the depth at entrance. The formula for the 
discharge of this flume is 


Q ы Abh1- 5225 


Since the throat width is a constant, the discharge can be 
obtained from a single measurement and it is possible to graduate 
а tape attached to a float in the gage well so as to show directly 
the quantity flowing. Опе hundred fifty-two experiments have 
been made on this flume at Ft. Collins, with throats 1 to 8 ft. 
wide, and with discharges from 0.05 to 60 cu. ft. per second; 88 
per cent of them agreed with the formula within 3 per cent. 

Further data are given in а paper by Parshall.! The total loss 
of head in a 3-ft. flume of this pattern is reported as 0.19 ft. for а 
discharge of 9.48 c.f.s. In discussing this paper, Н. B. Muckle- 
ston calls attention to the fact that such a device, where but one 
head is measured, is really а special form of weir, rather than а 
true Venturi flume.? He also gives а simple form of diagram for 
the solution of the formula for discharge; and C. E. Carter shows 
that for the data presented, the formula 


Q = 3.90bh+-58 


gives results quite as consistent with those obtained by tests as 
does the more complex formula presented by Parshall. 

105. The use of dyes for measuring the velocity of flow in 
Sewers, particularly in small pipe sewers, is one of the simplest 
and most successful methods that has been used. Having selec- 
ted a section of sewer in which the flow is practically steady and 
Uniform, the dye is thrown in at the upper end, and the time of its 
arrival at the lower end is determined. If a bright-colored 

ye 18 used, such as eosin, and a bright plate is suspended hori- 
zontally in the sewer at the lower end, the time of appearance and 
disappearance of the dye at the lower end can be noted with 
considerable precision,.and the mean between these two observed 
times may be taken as representative of the average time of flow. 

106. Chemical and electrical methods of gaging, while of 
great value in measuring clean water, are not so applicable to 
sewage measurements on account of the relatively large amounts 
of foreign matter contained in the sewage. They have been used, 
however, in measuring the flow through settling basins with 
apparent success. 


1 Trans., Am. бос. C. E., 1926; 89, 841. 
* Julian Hinds suggests the name " control-section meter,” 
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Floats and current meters are sometimes used for measuring 
flow of sewage, especially in large conduits. For a discussion of 
these methods of measuring flow, consult any standard work on 
hydraulics. 


Problems 


1. A sewer 800 ft. long with a fall of 2.4 ft. must carry 10 cu. ft. 
per second when full. What size of circular vitrified-pipe sewer is 
required? What will be the velocity of flow? What coefficient n should 
be used in the Kutter formula? 

2. In the sewer of Problem 1, a minimum rate of flow of 0.75 cu. ft. per 
second is expected. Find the depth and velocity under these conditions, 
according to Kutter's formula. 

3. Re-design the same sewer using an egg-shaped section entirely filled and 
compare the depth and velocity at minimum flow with the results of Prob- 
lem 2. 

4. In an existing sewer system, a 96-in. concrete sewer is found to have 
been laid on a slope of 0.00085 and its condition is found to warrant the use 
of n — 0.013. What is its capacity and the corresponding velocity of dis- 
charge in it when filled? When filled to 0.65 depth? When filled to 0.3 
depth? (According to Kutter's formula.) 

5. The sewer of Problems 1 and 2 discharges into a concrete trunk sewer 
(n = 0.013) 48 in. in diameter on a slope of 0.002 and which carries а 
minimum flow of 9 cu. ft. per second above the junction. For topographical 
reasons it is impracticable to build the crowns of the two sewers coincident 
in order to avoid surcharging the smaller sewer when the larger is full; 
it is, however, desired to avoid backing up in the smaller sewer at times 
of minimum flow in both sewers. At what elevation, above the invert of 
the trunk sewer, must the invert of the lateral be connected? 

6. The following field notes are given for the alignment of a natural 
stream which is to be replaced by a rubble-lined channel (» = 0.017); 
tangent 325.0 ft., curve 125.0 ft., tangent 480.0 ft., curve 120.0 ft., tangent 
615.0 ft., curve 85.0 ft., tangent 1,080 ft., curve 470.0 ft. Assuming that 
consideration of expected velocities and the radii of the curves leads to the 
decision to compensate for the extra slope required on curves by the addi- 
tion of 0.004 to the value of n on the curves, determine a balanced value of 
n to use throughout the entire length of the proposed channel. 

7. A sewer is to be designed where the slopes ‘are such that the velocity 
when full in the upper stretch will be 3 ft. per second and in the lower 
stretch 9 ft. per second. Assuming that the flow will just fill the sewer, 
what is the required drop in the hydraulic gradient to give this increased 
velocity? 

8. Show by a sketch the relative position giving difference in invert 
elevations of the two sewer sections to meet the conditions of Problem 7 so 
-there will be no surcharge of either sewer section. 

9. The compartments of a grit chamber in which the velocity is 1 ft. per 
second terminate in an outlet channel in which the velocity is 6 ft. per second. 
The flow from the chamber must pass through gates which reduce the 
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cross-section of flow at the point of passage to 60 per cent of that available 
in the grit compartments. Estimate the total loss of head, including the 
loss of head through the gates and that necessary to produce the increase in 
velocity in the outlet channel, but neglecting the friction loss. 

10. The several compartments of a grit chamber in which the velocity 
is maintained at about 1 ft. per second converge into a single outlet channel. 
For what velocity shall the outlet channel be designed so that the loss of 
head (drop in water surface) in¥olved in increasing the velocity shall not 
exceed 0.5 ft., out of which an allowance of 0.15 ft. must be made for the 
losses through gates, etc. ? 

11. In passing through a transition section into а large section the 
velocity in a conduit is reduced from 7 ft. per second to 4 ft. per second. 
The water surface in the larger section is found to be 0.3 ft. above the 
hydraulic gradient, as determined by the normal slopes required for friction 
alone. What is the percentage of recovery of velocity head in the transition 
from the smaller to the larger section? 

12. The influent conduit of the Dayton, Ohio, Imhoff tanks, has a closed 
rectangular section at one point 2 ft. 9 in. wide by 4 ft. 534 in. high with a 
4 in. by 4 in. chamfer in each corner. Assuming a slope of 0.001 and a 
coefficient c of 110 in the Chezy formula, plot a curve for the discharge and 
velocity when flowing at partial depths and full. 

13. Compute the data for the drawdown curve for a rectangular conduit 
8 ft. wide with a slope of 0.0005, with n = 0.015 and Q = 150 c.f.s., dis- 
charging freely. 

14. The conduit in Problem 13 discharges into a reservoir the water sur- 
face of which is 6.0 ft. above the bottom of the conduit. Compute the data 
for the backwater curve for Q = 150 c.f.s. 

15. The conduit in Problem 13 has an upper section of the same width 
and material but with a slope of 0.05; assuming Manning’s formula to be 
applicable to such high velocities, determine depth of flow in this section. 
Compute distance from point at which the slope changes to 0.0005, to where 
the jump will occur. Draw a profile indicating depths through both upper 
and lower sections of the flume and locating the jump. 

. 16. A concrete influent flume of rectangular section discharges 3.0 c.f.s. 
into a series of three Imhoff tanks through 6 submerged circular orifices 
spaced 5 ft. on centers and with two feeding each tank. The discharge 
through each orifice is to be 0.5 c.f.s. and velocity in the flume is 3 ft. per 
second throughout its length. Determine section of flume between each 


pair of orifices, diameters of orifices and hydraulic gradient through flume 
into tanks. n = 0,012. 


CHAPTER V 
DESIGN OF SEWERS 


107. Definitions——A separate sewer is a sewer intended to 
receive domestic sewage and industrial wastes without admixture 
of surface or storm water. 

A combined sewer is a sewer intended to receive domestic 
sewage, industrial wastes, and surface and storm water. 

A drain is a conduit for carrying off storm water, surface 
water, and subsoil or ground water, domestic sewage and industrial 
wastes being excluded. 


SEPARATE SEWERS 


108. Reasons for Adopting the Separate System.—The 
construction of a system of separate sewers alone, or with only 
a partial system of storm drains, has become common practice in 
small communities. This has been due generally to economic 
necessity, either real or fancied. The smaller towns frequently 
consider it impossible to finance an adequate system of combined 
sewers, and it is often permissible to allow storm water to flow 
in gutters and natural water courses for many years after the 
necessity for separate sewers has become pressing. Even where 
combined sewers would not be prohibitive in cost, it is generally 
easier to secure funds for the less costly separate sewers. This 
often leads to the adoption of separate sewers without a thorough 
study and careful weighing of the comparative merits of the two 
systems. 

In some cases, also, the discharge of sewage mingled with 
storm water, even during brief overflow periods of storms, is 
not permissible—a condition which may require the adoption of 
separate sewers. 

109. Maps and Profiles.—In the design of a system of separate 
sewers, a topographic map is desirable, on a scale of about 200 
ft. to the inch, showing contours, brooks, rivers, ponds and 
streets. The contours should be sufficiently close to allow the 
designer to plot profiles of streets with reasonable accuracy; 
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Fic. 52.— Мар for problem on separate sewer design. (Facing Page 168) 
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i.e., where the surface slope is 6 per cent or less the map should 
show contours at 2-ft. intervals; where the surface slope is much 
greater than this, 5-ft. intervals will usually suffice. Summits in 
streets should be marked and the elevations given to tenths of a 
foot, as should also points of depression or ''pockets." 
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Fic. 53.— Profile for problem on separate sewer design. 


Profiles of all or most of the sewers should be drawn as in 
Fig. 53 and the slopes and sizes of the sewers tentatively deter- 
mined for preparing the preliminary estimate of cost of the 
proposed work. This will indicate whether the sewers are every- 
where at suitable depths to serve the buildings and at the same 
time whether drops in the manholes may be advantageous at 
certain points, or whether the design can be improved in other 
particulars. A profile of the ground surface along the line of the 
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main or trunk sewer will generally be desirable in advance of the 
computations. 

110. Basic Design Data.— Тһе steps and basic data used in the 
design of а separate system may be illustrated by the following 
example. 

The district shown in Fig. 52 is a portion of the Carlisle Brook 
District of Springfield, Mass. This is a residential district, 
which, in 1920, was about two-thirds developed with detached 
houses. This district is so nearly fully developed that the 
probable future density of population can be estimated with a 
fair degree of certainty and it is not necessary to make a study 
and eurve such as is shown on Fig. 9. 

It is estimated that the future average density of population 
will be 65 persons per acre. The maximum hourly rate of flow 
of sewage is estimated at 250 gal. per capita per day, including 
30 gal. per capita per day allowance for storm-water run off. 

'The maximum rate of ground water infiltration to the sewers, 
to be provided for, is 2,000 gal. per acre per day. This should 
not be confused with the allowance for storm water run-off above 
mentioned. 

The minimum size of sewer is to be 8 in. The minimum 
velocity of flow in the sewer when full is to be 2 ft. per second (the 
more desirable limit of 2.5 ft. is impracticable because of the 
prohibitive expense that would result from its adoption.) 

The minimum depth below the street surface to the top of 
sewers will be 7 ft. 

111. Design of a Separate Sewer System.—After compiling 
the basic data and determining the minimum allowable size of 
sewer and minimum velocity of flow in the full sewer, the pro- 
cedure of design is as follows: 

First—Draw a line to represent the sewer in each street or 
alley to be served. Near the line place an arrow pointing in the 
direction in which the sewage is to flow. _Except in special cases 
the sewer should slope with the surface of the street. It is 
usually more economical to plan the system so that the sewage 
from any street will reach the point of disposal by the most 
direct and consequently the shortest route. 

If the lines are properly drawn, the system will often resemble 
a tree and its branches, all the laterals connecting with the sub- 
mains and these in turn with the main or trunk sewer, which 
leads to the point of discharge. 
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Second.—Locate the manholes, giving each an identification 
number. Manholes should generally be placed at all angles or 
bends, changes in grade, at all junctions of street sewers, at the 
upper ends of all laterals and at intermediate points where the 
distance exceeds 400 ft. 

Third.—Sketch the limits of the tributary areas for each 
lateral, unless a single lateral will be required to accommodate 
an area larger than can be served by the minimum size of sewer 
with the minimum slope, in which case a further subdivision must 
be made. Where the streets are laid out, the limits may be 
assumed as being midway between them. If the street layout is 
not shown on the plan, the limits of the different areas cannot be 
determined as closely and the topography must serve as a guide. 

Fourth.—Measure the acreages of the several tributary areas. 
For this а planimeter will give results with sufficient accuracy. 

Fifth.—Prepare a table, like Table 41, with columns for the 
different steps in the computation and a line for each section of 
sewer between manholes. This is the most concise, time-saving 
method and keeps the results in better shape for the subsequent 
use of the draftsman. Use column 1 for numbering the lines of 
the table, for ready reference. Determine by inspection the 
manhole which is farthest from the point of discharge and enter 
its indentification number in the first line of column 2, and the 
number corresponding to the manhole next on the line toward the 
trunk sewer in column 3. Enter the name of the street or alley 
in column 4, the length between manholes in column 5, and the 
area in acres to be drained by the sewer at a point just above the 
lower manhole in column 6. On the next line enter the corres- 
ponding data for the next stretch of sewer, and in column 7 
enter the sum of the areas listed in column 6. The area in column 
7 is the basis for computing the required capacity of the sewer. 
Enter the data for each section of sewer in the above manner, 
following the line down to the point of discharge, including the 
trunk or main sewer. 

Enter in column 8 the rate of flow in the sewer, which is 
equal to the maximum per capita rate of sewage flow multiplied 
by the assumed future density multiplied by the area shown in 
column 7. 

In eolumn 9 enter the rate of ground water flow, which is 
equal to the rate of flow per acre to be provided for, multiplied by 
the area in column 7. 


TABLE 41.— DATA AND COMPUTATIONS FOR A SEPARATE SEWER SYSTEM 


= n ч 
2 1 Total maxi- E i t © 
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; + e sewage and а 9 elevation 
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1 2 3 4 5 6 7 8 y. 10 1 12 13 14 15 16 17 18 
1 Oak Grove Ave. | 380 |......|...... | ETE р Т Жи РАБУ 8 |0.0058 2.0 | 0.7 208.2/200.40/198. 19 
2 Oak Grove Ave, — | 370 |......] el enn n n Men n n e Heg eye 8 |0.0058 2.0|0.7 206.4/198, 19,196.04 
3 Oak Grove Ave. | 365 jJ... Jenn |. 8 10.0058) 2.0 | 0.7 205.2/196.04/193.92 
4 Oak Grove Ave | 370 J......]- denn nem Hen I 8 [0.0058 2.0 | 0.7 204.3/193.92/101.77 
5 Oak Grove Ave. | 240 |...... 12.07| 0.196| 0.024| 0.220) 0,34 8 |0.0058 2.0 | 0.7 202.0/191.77/190.38 
6 Oak Grove Ave. y 47.25| 0.767| 0.095) 0.862) 1.33 12 |0.0032) 2.0 | 1.55 | 201.6/185.19|184.77 
7 Oak Grove Ave. L 59.05| 0.960) 0.118) 1.078| 1.67 12 10.0036] 2.2 | 1.70 | 202.1/|184.77|184.47 
8 Shattuck 4 64.35) 1,046) 0.129| 1.175) 1.82 15 10.0022) 2.0 | 2.60 | 202.8|184.22 183.00 
9 Shattuck ^ 83.58| 1.360| 0.167| 1.527| 2.36 15 |0.0022| 2.0 | 2.60 | 203.2/183.60/182.99 
10 Shattuck ` 95.72| 1.555| 0.192) 1.747| 2.70 15 |0.0026| 2.0 | 2.70 | 203.6/182.99|182.70 
11 Shattuck ; А 98.47) 1.600) 0.197) 1.797| 2.78 15 10.0020) 2.3 | 2.80 | 203.7/182.70|181.99 
12 Shattuck 12.43/110.90| 1.800) 0.222) 2.022) 3.13 18 (0.0017) 2.0 | 3.55 | 202.3/181.74|181.10 
13 Right of way 4.22/115.12| 1.871| 0.231) 2.101) 3.25 18 (0.0017) 2.0 | 3.55 | 196.0/181.10/180.88 


1 Based upon 250 gal. per capita daily and 65 persons per acre. Since the capacity of the minimum size of sewer with a minimum velocity of 
24.6 X (65 X 250 -- 2,000) X 1,55 0.7 
Se = 0.7, 


2 ft. per second is 0.7 cu. ft. per second, equivalent to the maximum rate of discharge from 24.6 acres, since 7,000,000 


all laterals will be 8 in. diameter (the minimum) as no lateral is to drain an area exceeding 24.6 acres. 
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Column 10 contains the sums of the figures in columns 8 and 9, 
in million gallons per day, and the figures in column 11 represent 
this quantity converted into cubic feet per second, the more 
convenient way of expressing the capacity of sewers and the units 
for which most diagrams and tables for determining the carrying 
capacity of sewers are given. 

The designer is now ready to prepare profiles similar to 
Fig. 53, and with their aid to select the sizes and slopes of sewers 
required to carry the computed quantities. 

In eolumn 12 is the required size of sewer; column 13, the 
slope; in column 14 is the velocity when the sewer is full, while 
in column 15 is the carrying capacity. 

In column 16 is the elevation of the ground surface at the 
manhole corresponding to the identification number in column 2. 

Columns 17 and 18 contain the invert elevations of the upper 
and lower ends, respectively, of each stretch of sewer. 

If the computations for the entire system are carried out in 
all the detail above outlined, it may not be necessary to construct 
vrofiles for the preliminary study, but it is advisable to make 
profiles of the main sewers and the more important laterals as а 
check upon the work. For construction purposes, a plan and 
profile should be prepared for each sewer from data obtained by 
field observations and survey, showing the ground surface, the 
depth and location of existing cellars or basements, the proposed 
sewer, its slope and size in figures, and the invert elevation at 
each manhole, as well as the size and elevation of the sewer into 
which the sewer under consideration is to discharge. The scale 
to be used in preparing the profiles will depend upon the number 
of obstacles to construction, and hence the amount of detail 
required. In city work, scales of 20 to 40 ft. per inch horizontally 
and 2 to 4 ft. per inch vertically are commonly used. The profile 
should be drawn either directly above or below the location plan. 
'The plan should be of the same scale as the horizontal scale of the 
profile and should show all structures both above and below 
ground surface, which may influence the choice of location for the 
sewer or which may affect the construction operations. 

From the figures in the tabular computation, depths of eut may 
be computed and estimates of cost prepared. 

112. Minimum Size of Pipe Sewers.—The adoption of a 
minimum size is necessary because experience has shown that 
some comparatively large objects such as scrubbing brushes, for 
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instance, do sometimes get into sewers, and that stoppages 
resulting from them are less likely if sewers smaller than 8 in. (or 
perhaps 6 in.) are not used. Obviously, the smallest sewer 
should be at least as large as, and preferably larger than, the 
building connections in general use, so that articles which pass the 
building connections will as readily pass the sewer. 

Engineers are not in entire agreement upon the most advan- 
tageous size of building connections. The most common size 
is probably 6 in., but 5 and 4 in. are frequent. It is good practice 
to use one size for sewer connections and another size for drain 
connections, thus reducing the likelihood of either being connected 
to the wrong conduit in the street. 

113. Drop in Manholes.—In general, losses of head in well- 
constructed manholes are insignificant, although under some 
cireumstances they may be noticeable. Years ago, when a man- 
hole was usually а well with a sewer entering at one side and 
leaving at the other, and frequently with a sump extending some 
distance below the invert of the sewer (for the ostensible purpose 
of collecting grit for removal), losses of head in manholes were 
eonsiderable and drops should have been and usually were 
provided. At present, manholes are built with channels formed 
in them, connecting the ends of the entering and leaving sewers, 
and there is no material enlargement of tne stream of sewage 
until its surface rises above the bench. 

Drops in the invert line should generally be introduced where 
the inside vertical height is increased, to provide an increased 
depth of flow in passing downstream, thus keeping the crowns of 
sewers up to the hydraulic gradient when full. Other drops may 
be introduced to provide for maintaining the sewer at the proper 
depth to drain adjacent buildings or for the purpose of using їр 
excess fall. Often, however, there is no excess fall, the slopes 
required to maintain the flow result in adequate depth below the 
surface, and it is possible and desirable to carry the sewer through 
the manholes with only the fall due to the slope of the sewer. 

114. Low-flow Conditions.—Sewers with flat slopes are often 
required to avoid excessive cut, provide a minimum depth of 
cover or to satisfy local conditions, such as flat surface slopes 
or small total fall available. 

Even if a suitable minimum slope is adopted, it may occasion- 
ally be found necessary to flush lateral sewers near their upper 
ends, as there is often insufficient flow to carry the solids along 
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even after complete development.  Farther down, the laterals 
and submains will usually not require flushing since they will 
ordinarily not be installed until a considerable development has 
taken place. 

Where a long main sewer is required to provide an outlet fcr 
an isolated development, but is designed of sufficient size to 
accommodate future development along its route, the conditions 
of flow should be investigated to ascertain whether costly 
flushing and cleaning are likely to be required. In separate 
sewers, the minimum flow will occur during the early morning 
hours and will consist largely of ground water infiltration and 
leakage from fixtures. Thus it will be nearly clear water, and 
objectionable deposits are not likely to be formed even if the 
velocities at such times are very low. On the other hand, if 
the velocities of flow are low during the daylight hours when the 
higher and average rates of discharge take place, objectionable 
deposits may be formed; and rather than allow this it may be wise 
to redesign the sewer to obtain better velocities, possibly even 
at the expense of installation of a temporary pumping station. 
Examination of the design for determining low flow conditions 
should be made by the method outlined in Section 124 later 
on in this chapter. 

115. Alternate Projects.—It may sometimes be found that 
two or more alternate arrangements are practical for some of 
the sewers, in some cases involving locations across private 
land. Frequently, the relative desirability of such alternate 
projeets can be determined by inspection, particularly when no 
change in size of sewer is probable; but in other cases it may be 
necessary to compute the complete design for each project, and 
make comparative estimates of cost! before a decision can be 
reached. Unless there is а material advantage in cost or other 
condition resulting from a location through private property, 
it is generally inadvisable to build sewers outside the publie 
ways. 


COMBINED SEWERS OR STORM DRAINS 


The design of combined sewers or storm drains requires, first, 
the determination of the storm run-off as described in Chapter 
III, and second, the selection of the proper dimensions for the 


! Bee Chapter XXI. 
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sewer, taking into account the available slope and other topo- 
graphical and physical conditions. 

116. Storm Run-off.— The determination of storm run-off 
or required capacity of the sewer may be arrived at either by 
the rational method or by the use of an empirical formula. In 
this discussion, the rational method will be followed. The basic 
principles of design are the same, whichever method is used. 

The computation of the run-off requires the determination of 
the following basic data: 

1. The time-intensity rainfall curve to be used as а basis 
of design. 

2. The probable future condition of the drainage area, t.e., 
the percentage of impervious surface which may be expected 
when the district shall have developed to the extent assumed. 

3. The run-off coefficient, i.e., the proportion of the rainfall 
which will run off over the surface of the ground. 

4. The probable time required for water to flow over the 
surface of the ground to the first inlet, called the **inlet time” or 
* time of entrance." 

5. The area tributary to the sewer at the point at which the 
size is to be determined. 

6. The time required for water to flow in the sewer from the 
first inlet to the above-mentioned point, which added to the 
inlet time, gives the time of concentration. 

Then by the application of the proper run-off coefficient to the 
rainfall for the time of concentration, the rate of run-off per unit 
of area may be computed. 

117. Adoption of Rainfall Curve.— The form of the rainfall 
curve will be determined by the records of excessive rainfall 
for the locality. The frequency of the particular curve to be 
adopted will depend largely upon economic conditions, and the 
extent to which it is necessary and financially practicable to 
minimize surcharging of the sewers and possible damage from 
flooding. Consideration should be given to the relative position 
of rainfall curves of different frequencies; thus, if the curve of 15- 
year frequency lies but little below the 25-year curve, there will 
be little saving in cost by adopting the former, and it may be 
better to adopt the 25-year than the 15-year curve as the basis of 
design. Perhaps a rainfall curve of 15-year frequency is likely 
to be adopted more often than any other. In many cases, 
economic considerations may not justify the construction of 


DESIGN OF SEWERS 177 


drains for flows likely to occur less often than once in 5 years, on 
the average. 

118. Determination of Run-off Coefficients.—An estimate 
should be made of the coeffieient of imperviousness for each 
sewer district as it is likely to exist at the end of the assumed 
period of design, say 25 years for instance. Such an estimate 
can be made with greater certainty where a proper zoning 
ordinance is in force than elsewhere, although too much credence 
must not be given to the permanent effect of such an ordinance. 
Suitable run-off coefficients for impervious and pervious surfaces 
must then be assumed, bearing in mind the character of the earth 
and other loeal conditions which may have an effect. "These 
coefficients may then be combined, either directly or according 
to the zone principle, and modified if desired, for the effects of 
distribution of rainfall, retardation, and retention, as discussed in 
Chapter III, thus obtaining the run-off coefficients applieable to 
the locality under consideration at the end of the period of 
design. 

119. Economic Considerations.—It must be remembered that 
run-off coefficients are estimated for future conditions and, 
consequently, the frequency adopted for design will represent 
the average interval between occasions when the capacity of the 
drain will be equalled or exceeded after the district has developed 
to the assumed condition. During the period of development, 
the flood conditions would be much more rare, if experienced at 
all. 

This consideration may be illustrated by an example. Assume 
that a drain is to be built forthwith, to serve an area for which the 
time of concentration is 45 min. and that the rates of rainfall 
corresponding to various frequencies and this time of concentra- 
tion are: 


Once in 40 years, 2.30 in. per hour 
Once in 20 years, 2.10 in. per hour 
Once in 15 years, 2.00 in. per hour 
Once in 10 years, 1.85 in. per hour 
Once їп 5 years, 1.70 in. per hour 


Now, if the assumed run-off coefficient when the district has 
developed be 0.60, and the estimated coefficient at present 
be 0.40; if the 15-year rainfall curve is to be used; and if it be 
further assumed that the district develops uniformly, reaching 
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full development (corresponding to the coefficient 0.60), in 
20 years, then: 

1. The drain will be designed for a run-off equivalent to 
0.60 X 2.00 = 1.20 in. in depth per hour. 

2. This rate of run-off corresponds to a present rate of rainfall 
of 1.20/0.40 — 3.00 in. per hour, which for a 45-min. period, has 
a probable frequency of about once in 200 to 300 years. 

3. The corresponding rate of rainfall required to fill the drain 
after 10 years, when the coefficient of run-off is 0.50, is 2.40 in. per 
hour, and the probable frequency of such a rain is once in 70 to 
100 years. It is obvious that such a drain is very unlikely to be 
filled to capacity at any time within 15 years after construction. 
After 20 years it may be expected that it will be taxed to its 
capacity or surcharged at average intervals of 15 years. 

This being the case, it may be questionable whether the 
construction of so large a drain is justified. The basis of design 
should be re-examined and it may be found wiser to design for 
a condition of development which will be reached at an earlier 
date, even if still further development goes on thereafter; or 
a rainfall curve of 10- or 5-year frequency may be adopted. If 
the basis of design is so modified, it may be expected that at some 
future time it will become necessary to provide a relief drain, but 
this may be more economical than to build the larger structure 
at once. 

120. Run-off Curves.—Having determined upon the rainfall 
curve and run-off coefficients to be used, these may advan- 
tageously be combined and a series of run-off curves prepared, 
similar to those shown in Fig. 27 for Detroit, Mich. From these 
curves, based upon coefficients combined according to the zone 
principle, the rate of run-off in cubic feet per second per acre 
‚сап be taken directly for a given duration of rainfall and per- 
centage of impervious surface. 

121. Inlet Time.—4As a preliminary to computing the time 
of concentration, the inlet time to be used must be determined. 
Theoretically, this is the time of concentration at the inlets, 
or the time required for water to flow from the most distant 
point to the inlet, and includes the effect of various retarding 
influences. Many inlets or catch basins now in use are not 
fitted for the rapid passage of large quantities of water. Allow- 
ance must be made, however, for such improvements as are 
likely to be made, and the adopted inlet time should not neces- 
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Fic. 54.—Map for problem for storm water drains. (Facing Page 178) 


DESIGN OF SEWERS 179 


sarily be taken as that required with present gutters and inlets. 
It is commonly assumed, the limiting values being 5 and 20 min., 
depending upon local conditions. 

122. Data from Maps and Profiles.— The remaining data for 
the computations must be taken from an accurate plat of the 
district, similar to Fig. 54. Оп this are entered the elevations 
of the proposed or established street and alley grades and, if no 
contour map has been made, the existing surface elevations 
should also be shown. The storm-water inlets along the gutters 
of the streets and alleys are then located on the plat on the higher 
side of all street intersections, and at all low points between 
streets, usually with no interval greater than 600 or 700 ft. 
between inlets. After the situation of the inlets has been fixed 
on the map, sewers to reach them are laid out, attention being 
paid to the drainage of all private lots in the district. The most 
economical layout usually follows the natural surface slopes in 
the shortest line toward the outlet of the district and concentrates 
the storm flow as rapidly as possible. Sometimes several 
preliminary layouts should be made and compared to: ascertain 
which is the cheapest. 

The area tributary to the sewer Ai any point may now be 
determined. The designer must form a mental picture of the 
distriet as it will be with the grading and paving done and 
buildings erected. This concept is necessary in order to locate 
the minor ridge lines dividing the small areas draining into streets 
from those draining into alleys, and to fix the areas tributary 
to each inlet. 

The final step in preparing the data is to fix in a preliminary 
way the slopes of the sewers. The start in this work of approxi- 
mating slopes is made at the lower end where the elevation 
is fixed approximately by outside conditions. "Then in the second 
trial, beginning at the upper end, the final slopes can be estab- 
lished at the same time the sizes are determined. 

123. Design of a System of Storm Drains or Combined 
Sewers.— The following example applies equally well to storm 
drains and combined sewers. The district shown in Fig. 54 is a 
portion of the Carlisle Brook drainage area in the City of Spring- 
field, Mass. The location of the proposed main drain (the so- 
called “Carlisle Brook Drain") into which the district is to be 
drained, is shown on the plan, and the invert elevation is given 
at the point where the proposed branch drain is to be connected, 
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and for which provision has been made in the design of the main 
drain. The required minimum elevation of the invert of the 
branch drain is, therefore, given at the proposed point of dis- 
charge into the Carlisle Brook drain. 

A careful study of local conditions, including the present and 
probable future development of the district, indicates that a 
coefficient of imperviousness of 0.40 is reasonable, and that it is 
proper to assume a coefficient of run-off c = 0.35. The zone 
ан ра is not applied. 


(S10 1520 25 30 35 40 45.50 55 60 65 10 15 80 85 
Time in Minutes (Ф) 
Fie. 55.—Rainfall and run-off curves for Carlisle Brook Drainage District 
Springfield, Mass 


The inlet time has been assumed to be 20 ini 

The rate of rainfall is to be taken from the assumed curve of 
intensity of precipitation represented by the formula? = 20.4 /19.*!, 
This formula indicates the rate of rainfall which may be expected 
to be equalled or exceeded once in every 5 years. The rainfall 
and run-off curves are shown on Fig. 55. 

While it was recognized that drains designed on this basis 
might be overtaxed on the average once in 5 years, in view of other 
financial obligations facing it, the city was not thought to be justi- 
fied in going to the extent of providing for storms of greater 
intensity, which would have involved greater cost. During the 
earlier years of the life of the drains, they will be able to care for 
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much greater rates of rainfall than later, because the assumed 
coefficient of run-off is based upon future rather than present 
conditions. A progressive increase in impervious surface and 
run-off will be caused by the gradual substitution of roofs and 
paved areas for unimproved areas. In the future when the 
district is more densely built up and when the city has avail- 
able funds, relief drains can be constructed to serve those areas 
where flooding has become sufficiently serious to warrant the 
expenditure. 

Fig. 54 shows the streets with surface contours, also the drain- 
age area, within the dash-and-dot lines. The limits of this area 
are influenced not only by the surface contours but also markedly 
by the areas served by existing combined sewers and drains not 
shown on the plan. 

The drains are to be designed, in general, with the crown at a 
depth of at least 5 ft. below the surface of the street. 

The minimum size of drain is to be 12 in. 

The assumed minimum mean velocity is 3 ft. per second when 
the drain is full. 

The capacity of the drains is to be determined by the use of a 
value of n = 0.015 in the Kutter formula for sizes of 24 in. and 
under, and n = 0.013 for sizes over 24 in., it being assumed that 
the smaller sizes will be of vitrified pipe and the larger sizes of 
monolithic concrete with smooth interior surfaces. 

Procedure.—The following steps must now be taken in order to 
reach a rational solution: 

1. Draw a line to represent the drain in each street or alley 
to be drained. Place an arrow near each drain to show the direc- 
tion of flow in it. The drains should, in general, slope with the 
Street surface. It will usually prove to be more economical, 
however, so to lay out the system that the water will reach the 
main drain by the most direct route. Also, in general, it will 
prove best to concentrate the flow from small areas as quickly as 
possible into one drain. 

In some localities the roof water is allowed to discharge 
upon the ground, thence flowing over the surface to the gutter 
inlets and the drains. In some such instances, drains are pro- 
vided only to the last gutter inlet, rather than to а point opposite 
the last house lot, thereby effecting some saving in cost. This 
practice is open to the criticism that it does not give equal 
service to all property and is, therefore, inequitable. In the 
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example under consideration, it is intended to provide drainage 
facilities for all property within the district. 

2. Locate the manholes tentatively, giving to each an identifi- 
cation number. In this example, a manhole is to be placed at 
each bend or angle, at all junctions of drains, at all points of 
change in size or slope and at intermediate points where the 
distance exceeds 400 ft. Where a good velocity will be available 
during practically all conditions of flow, and the drain is large 
enough for a workman to walk without stooping, the interval 
may be increased to 700 or 800 ft. Sufficient manholes should 
be built to allow access for inspection and cleaning; later when 
the profiles are drawn and the final slopes fixed, it may be found 
desirable to change the location of some manholes in order to 
have the drains at the most advantageous depth, particularly 
where the slope of the street surface is not substantially uniform. 
Other considerations, such as obstacles under the street, may 
require the installation of additional manholes, due to change in 
alignment of the drain or special forms of construction involved 
in junctions or connections with other drains. 

3. Sketch the limits of the drainage areas tributary at each 
manhole. The assumed character of future development and the 
topography will determine the proper limits. 

4. Measure each individual area by planimeter or other 
methods which will give equally satisfactory results. 

5. Prepare a table in which to record the data and steps in the 
computations of each section of drain between manholes. 

'The computations for a selected line of this section are shown 
in Table 42. 

Each lateral is then designed in a similar way. If necessary, 
the design of the submain is modified so as to serve the laterals 
properly. 

124. Low-flow Conditions in Combined Sewers.— Where 
combined sewers are designed for conditions to be expected many 
years in the future, studies should be made for flow conditions to 
be expected during the early years, particularly where the system 
is provided with relief overflows and the dry-weather flow 
is collected by an intercepting system and conveyed to some 
distant point of disposal. Such studies should include estimates 
of the depth and velocity of flow and a consideration of the opera- 
ting cost of the sewer resulting from the necessity of cleaning and 
flushing to remove deposits. In protracted dry spells, flushing of 
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Figures in column 8 are obtained by dividing those in column 4 by 60 and by the figures in column 13. 
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lateral combined sewers is advisable to remove the solids; 
flushing of large combined sewers is not likely to be effective and 
it may be found necessary to provide a special sbape of invert, 
such as а cunette, in order to concentrate the flows and provide 
better velocities and depths. 

Table 43 shows the method of analysis applied to the design in 
Table 42. For this examination the prevailing rate of dry- 
weather flow should be used, estimated from the present popula- 
tion and the water consumption, with а reasonable dry-weather 
rate of ground water infiltration. For the present example, the 
following assumptions have been made: 

1. Present density of population 40 persons per acre. 

2. Average rate of flow of domestie sewage 100 g.p.d. per 
person. 

3. Dry-weather infiltration of ground water 500 gal. per day 
per acre. 

The ratio of the average dry-weather flow to the capacity of 
the the sewer when full shows the proportion of the capacity 
utilized; the corresponding proportion of depth and of velocity 
may readily be obtained from a diagram similar to Fig. 38, 
page 131, but prepared for various values of D and S approxi- 
mating those appearing in the design. А diagram similar 
to the above was used in this example, but with a large scale 
enabling proportions to be read with sufficient accuracy for 
smaller percentages. 

It is found that the velocities in the above example will be 
very low for the ordinary dry-weather flow, with the likelihood 
that deposits will be formed. If this sewer were to be part of a 
combined system provided with relief overflows and with an 
intercepting sewer for diverting the dry-weather flows to a distant 
point of disposal, it would be desirable to design the main sewer 
with a cunette-shaped invert in order that solids would be carried 
along with the ordinary flows, and not deposited above overflows 
where they would be likely to be discharged by the first overflow of 
storm water. 

125. Storm Frequency Used in Storm Drain Design.—Local 
cireumstances and conditions, physical and financial, have usually 
& controlling effect upon the capacity for which drains can be 
provided to care for extreme maximum rainfalls. The legal 
responsibility of the community is also an important considera- 
tion, although it should not be controlling, since any damage from 


TABLE 43.—ANALYSIS OF COMBINED SEWER DESIGN UNDER Dny-wEATHER FLOW CONDITIONS 
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overflowing must be suffered by members of the community, if 
not by the entire community as а municipality. 

The responsibility of a city for damages of this kind is generally 
held to depend upon the character of the storm and the courts! 
have held ... “that rainfalls are differentiated for judicial 
purposes into ordinary, extraordinary, and unprecedented 
classes. Ordinary rain storms are those which frequently occur, 
extraordinary storms are those which may be reasonably antici- 
pated once in а while, and unprecedented storms are those 
exceeding any of which a reliable record is extant." The usual 
rule in determining the responsibility of а city was stated many 
years ago by the New York Court of Appeals, 32 N. Y. 489, as 
follows: “If the city provides drains and gutters of sufficient 
size to carry off in safety the ordinary rainfall, or the ordinary 
flow of surface water, occasioned by the storms which are liable 
to occur in this climate and country, it is all the law should 
require." 

The question of what constitutes ''ordinary" storms still 
remains. Are storms which may reasonably be expected to 
occur on an average once in 10 years ordinary or extraordinary? 
'There seems to be no way of satisfactorily answering this question 
and it will be necessary for the engineer to decide in each case 
what is the reasonable condition to be met. Legal decisions may 
aid the judgment, particularly with respect to the legal respon- 
sibility of a municipality for flooding due to inadequate storm 
drains and combined sewers. 

Generally, greater damage will result from the insufficient 
capacity of a main or trunk sewer than from that of а branch 
drain or lateral; yet the damage from surcharging a large number 
of branches may be the more serious. 

126. Conclusion.— While the problem of determining the 
quantity of storm water to be carried by drains or combined 
sewers is still difficult and indeterminate, much advance has been 
made during recent years in the methods of attacking it. This 
has been due largely to the securing of accurate records of rain- 
fall, showing duration and intensity. More information showing 
the actual run-off from rains of known intensity upon areas 
carefully studied to determine their local characteristics and 
observations of the time required for the water to reach the 
sewers, is very much needed, particularly to assist the engineer 

1 Eng. Rec., 1912; 56, 617. 


DESIGN OF SEWERS 187 


in making a judicious selection of the coefficient of run-off. 
There is also need for detailed and long-continued studies of the 
distribution of rainfall within areas of comparatively small 
extent, say up to 5 square miles, in order to furnish definite 
information relating to the area covered by heavy storms, and 
the rate of diminution of intensity of precipitation as the distance 
from the center increases. The older empirical formulas have 
largely given way to rational methods of computation, which 
enable the engineer to exercise his judgment more readily and 
design structures peculiarly adapted to local conditions. 


Problems 


1. Draw a profile for a separate sewer in Dawes, Andrew and Burr 
Streets, Fig. 52, to discharge into the Oak Grove Avenue sewer at manhole 
ll. Assume a future population density of 50 persons per acre with a 
maximum rate of domestic sewage flow of 275 gal. per capita per day and 
2,500 gal. per acre per day infiltration. Use other basic data as given on 
page 170. 

2. Assume width of trench = 1.4 times the inside diameter d, + 1 ft., 
but with a minimum width of 3 ft. for the sewer shown on the profile, Fig. 
53, and depth of excavation for pipe sewers computed at 0.2 ft. below 
grade of invert. Compute the yardage of excavation and the length of pipe 
of various diameters required, 

3. Using the basic data given on page 180, draw a profile and design the 
Storm-water drain for Oak Grove Ave., discharging into the main drain at 
manhole 10. The ground surface elevations may be interpolated from the 
contours, Fig. 53. 

4. Redesign the Oak Grove Avenue drain of Problem 3, as a combined 
sewer, using the appropriate data from pp. 170 and 180. Note that the 
depth of cover for separate sewers should govern. 

5. If a U-shaped cunette is to be provided in the 57-inch combined sewer, 
analyzed in Table 43, what should be the diameter of the semicircular 
bottom if a velocity of at least 1.5 ft. per second is to be maintained at time 
of ordinary dry-weather flow? Use n = 0.013. 
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CHAPTER VI 


SEWER APPURTENANCES AND SPECIAL 
STRUCTURES 


The most important of the appurtenant structures of a sewer 
system are the manholes, by which access to the sewers is possible 
for inspection and cleaning. Drop manholes and wellholes have 
been developed from ordinary manholes to allow the sewage to 
fall vertically with a minimum of disturbance to flow. Flight 
sewers, with their inverts arranged like stairways, have also been 
used for that purpose. Where storm water is taken into com- 
bined sewers or drains, street inlets are provided, often in connec- 
tion with catch basins intended to retain solid matter washed from 
the streets, instead of allowing it to be carried into the sewers. 

Automatic flush tanks are frequently used to provide a periodie 
discharge of water in considerable quantity at the dead ends of 
lateral sewers in which the slopes are flat and there would other- 
wise be danger of clogging. Flushing manholes, operated 
manually, are sometimes used to retain water or sewage until 
a considerable quantity has been stored, which can be released 
suddenly. Occasionally a flushing inlet is provided on the bank 
of a river or pond, for the admission of water for cleaning the 
sewers. 

Where large sewers join there are bellmouths and other forms of 
junction chambers to be built, which sometimes assume consider- 
able complexity. Inverted siphons are used in crossing valleys or 
passing beneath subways, streams or other obstacles. А true 
siphon may be used sometimes to overcome a small ridge, 
although it is considered preferable to go to considerable expense 
to avoid such a detail. Since reinforced concrete came into use, 
sewer bridges of specially designed hollow girders or beams have 
been employed in some places to cross rivers or deep gulches, 
where inverted siphons or steel bridges would have been used 
before. If a combined sewerage system includes intercepting 
and relief sewers, some form of regulating device is generally 
required at each place where the sewage is discharged from a 
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collecting sewer into an intercepting or relief sewer; there are 
numerous forms of automatic regulators, storm overflow chambers, 
and leaping weirs used for such situations. ] 

Where sewage is discharged into a river, lake, or tide water, an 
outlet of some kind is needed. When the discharge is through a 
submerged outlet into tide water or a stream subject to fluctua- 
tion in height, it may be desirable to provide a tide gate or back- 
water gate to prevent the water from backing up into the sewers. 


INLETS, CATCH BASINS AND MANHOLES 


127. Street inlets are provided at intervals along the gutters 
to admit storm water from the street surfaces to the drains 
or combined sewers. In general, they are located near street 
intersections so as to intercept the water before it reaches the 
crosswalks; and when the distance between cross streets is so 
great that water might otherwise aceumulate in the gutters to & 
considerable depth, intermediate inlets are provided. 

When slopes are steep and gutter velocities correspondingly 
high, it becomes necessary to depress the gutter at the inlet and 
raise it just beyond, in order to deflect the water into the inlet. 
Such depressions and berms are objectionable to vehicular 
traffic, and accordingly the practicable amount of depression is 
limited. Unless the inlets are at comparatively short distances 
apart some of the water may pass such inlets and cause objection- 
able conditions in the gutters. Sometimes it may be necessary to 
use elongated or multiple openings in the curb, in addition to 
gratings in the gutter, in order to admit all the water from the 
gutter on a steep slope. 

Although inlets frequently are located at the angle of inter- 
section of two streets, this is not considered the best practice. 
At this location they are in the line of heaviest travel which may 
injure both the inlet casting and adjacent pavement, and more- 
over this position is unfavorable for the rapid removal of the 
storm water. The resultant direction of flow of the intersecting 
Streams at this point is away from the inlet rather than toward it. 
The better arrangement is to place inlets above each crossing 
used by pedestrians. 

There are few data available on the carrying capacity, espe- 
cially on slopes, of curb openings, which are usually from 2 ft. 6 in. 
to 4 ft. long and 6 to 8 in. high. Tests to determine the capacity 


192 SEWERAGE AND SEWAGE DISPOSAL 


of inlets and the effect of longitudinal grade in the gutter and of 
depression of the inlet were made by W. W. Horner of St. Louis.! 
The best type of inlet tested had a clear opening of 6 in. by 414 ft. 
The sill sloped abruptly down from the gutter and there was no 
grating in the gutter. The computed intake capacity of this 
inlet was 1.0 cu. ft. per second. Fig. 56 shows the measured 
capacity of the inlet with water just lapping past, for various 
street grades and depressions in the gutter. For larger discharges 
in the gutter, the inlet will take greater quantities of water but 


5.0 o ^ . 
Im N Water just lapping past 
| ie inlet. Quantity of wafer 
in cu. TY per sec. plotted 
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Grade in Per Cent 


1.0 15 
Quantity of Water in Cu. Ft. per Sec. 
Fig. 56.—Relation between street grade and capacity of inlets, for various 

depths of depression (St. Louis). 
Inlet opening is 4 ft. 6 in. long and 6 in. high. 


some will pass on down the gutter. It will be noted that to 
take 1 cu. ft. per second requires a 4-in. depression on a grade 
not exceeding 2 per cent, or a 6-in. sump on grades up to 414 per 
cent. Horner says that 

. . . the converging lines seem to indicate that with the new style single 
inlet it would be impossible to take in water on grades of over 7 per cent 
and that this condition is certainly true for any of the sump depths within 
the range of this test, and within the range of probability. This indicates, 


therefore, that for all steep grades a different type of inlet is required and an 
inlet with а long opening . . . seems desirable. 


Where there is much waste paper or leaves, а grating placed 
in the gutter may be of little value in removing storm water, as 
it may be closed either partially or completely at the first run-off 

1 Munic. and County Eng., 1919; 57, 147. 
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from the storm. It would appear advisable in most cases, there- 
fore, to provide an opening in the curb adequate to remove the 
total flow accumulating at the inlet. Cleanliness of streets and 
adjacent sidewalks is a great aid to the suecessful functioning of 
inlets during storms. 

While a perforated cover or grating is frequently used in the 
gutter at an inlet, some engineers depend entirely upon the curb 
opening for receiving the storm water and place the cover, if 


HO Bat tireaded каат 
8 


A 
Slope Zinio" Plan) ЛРУ 3" 
: IA dE 
i - 091". 20 2435, Surface of Roadway T — HR DW 8 
EES io eede Ч п Yr. 
Sh He estan 20nd iV, ЗЕН | Surface of 


otherwise specifi 
M-2/"unless Section A-B 
otherwise specified 


Section A-B W-3'6'unless _ 
(a) otherwise specified (b) 


Fra. 57.—Standard inlet, Los Angeles, Calif. 


any be required, in the sidewalk. The Los Angeles inlets shown 
in Fig. 57 are of this type. The greater depth of (a) is due to the 
necessity of carrying the outlet drain beneath the pavement, 
which is not the case for the shallow inlet (b). Since all materials 
entering these inlets reach the sewer, self-cleansing grades must 
be used. 

In Fig. 58 two inlets are used with a single catch basin, which 
is sometimes combined with one of the inlets. In this standard 
of the Borough of Manhattan, the Type B inlet is shallow and 
consists of a casting with a central supporting rib surmounted by 
an inlet casting and grate of the usual type. The Type A inlet 
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Fia. 58.—Standard inlets, Borough of Manhattan, New York City. 
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has no opening in the gutter but it can be inspected or cleaned 
through an opening in the sidewalk closed with a standard basin 
cover. 

128. Catch Basins.—The catch basin was formerly considered 
an essential part of any American combined sewerage or storm 
drainage system. Experience had shown that in many sewers 
the velocity of flow was insufficient to prevent the formation 
of deposits, and it was manifestly more expensive to remove 
deposited material from the sewers than from catch basins. 
This experience was gained in days when the pavements of Ameri- 
сап streets were crude and little attention was paid to keeping 
them clean. 'The sewers themselves were not laid with the 
present regard for self-cleaning velocities. Undersuch conditions 
it was natural that catch basins should find more favor 
than they do at the present time. Durable pavements, more 
efficient street cleaning, and sewers laid on self-cleansing slopes 
have reduced the need for such structures to a few special situa- 
tions. The following quotation from a report, while made in 
1896, still shows the general opinion at the present time. 


We are also of the opinion that the inlets should not be provided with 
catch basins to retain the filth or whatever may be washed into them. "The 
object of such basins is to intercept heavy matter and periodically cart it 
away, instead of allowing it to reach the drains and there to deposit. Catch 
basins, even after the sewage flow no longer exists in the gutters, are still 
apt to get foul because of the organic matter washed from the street. Such 
foulness is less offensive in the drains than in the catch basins which are 
situated at the sidewalk and where it is much more likely to be observed. 
Also, it is found impracticable to intercept all matter in the catch basins 
Which would deposit in the drains after they reached the flat grade in the 
lower part of your city. The cleaning of the drains would, therefore, be 
necessary in any event, and the additional amount of filth that would 


otherwise be intercepted by the catch basins, will not cost much more to 
remove, 1 


During recent years the flushing of streets has become increas- 
ingly popular. Where this is done, it is useless to have catch 
basins as they would quickly be filled under the usual conditions 
of flushing, and thereafter the dirt would be carried into the 
sewer. Many types of specially designed apparatus are now in 
use for flushing streets. The horse-drawn flush cart washes more 
of the refuse into the inlets than do the motor flushers, due to the 


‘Herne, RuponLrH and 8лмп® M. Gray, Report for Sewerage and Drainage in 
Baltimore, 1896. 
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greater quantity of low-velocity water used. With motor 
flushing, the greater force of the water cuts the refuse from the 
street surface equally well, while the smaller quantity of water is 
insufficient to transport all of it to the inlets and leaves much of 
it in the gutters where it can easily be removed.! In some 
cities, as for example, Rochester, N. Y., catch basins are not 
used. 

'The method of cleaning the catch basin may be an important 
factor in its design. In Chicago, where there were some 130,000 
catch basins to be cleaned (1923) 
and where motor flushing of streets 
was used, the method of cleaning 
was by means of a bucket and hoist 
mounted on a truck. A small 
orange-peel bucket which can pass 
through the standard catch basin 
opening is used in a number of cities. 
Another effective method of clean- 
ing is by an ejector or eductor 
mounted on a truck and operated 
] from its engine. The catch basin 
4 should be so designed that there 
shall be no interior arrangements 
which may be damaged in the clean- 
ing process; and since with a 
bucket much material is spilled 
about the opening, a catch basin 
with opening in the gutter is to be 
preferred to that opening in the 
sidewalk. 

The standard Newark catch 


gio gag CREE ма рери, basin (Fig. 59) is typical of the 


form in which the trap is in the wall of the basin. The standard 
catch basin of the Borough of Manhattan is shown in Fig. 60; 
there are two types, one receiving water only through an opening 
in the curb, while the other is located under the gutter with storm 
water admitted both through a curb opening and a grating. 


1 Am. City, 1922; 27, 300. 
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The materials used for catch basins are concrete, brick and 
stone, the selection for any case depending almost entirely on the 
cost of the finished structure, since good basins can be constructed 
of any of them. 
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Fic. 60.—Standard catch-basin, Borough of Manhattan, New York City. 


129. Castings for Inlets and Catch Basins.—For many years 
& great variety of castings for catch basins and inlets have been 
used. The present tendency, however, is toward the adoption 
of a few standard types designed to meet conditions usually 
encountered in practice. Fig. 61 shows the standard inlet 
grating used in Boston, where the preference is for rectangular 
rather than circular castings. Although ruts are more likely 
to form in the pavement adjacent to rectangular covers, this 
shape has the advantage of giving a maximum of grate opening 
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for а given width of casting, and also has greater stability 
against tipping. The corners of the support are rounded so that 
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the Bronx uses the cast-iron inlet head shown in Fig. 62, which 


the grating cannot be dropped into the basin. 
has a curb opening as well as the gutter grating. 
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Whatever type is adopted, it should afford an opportunity 
for securely bedding "the frame upon the masonry of the catch 
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Half Section А-А. 
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basin or inlet, for otherwise it will become loosened speedily and 


in rocking under passing vehicles it will destroy the pavement 
about it. 


Fig. 62.—Inlet head, Borough of the Bronx. 
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130. Manholes.—Although manholes are now among the most 
familiar features of a sewer system, they were not used extensively 
on early sewers. Originally they were provided to facilitate the 
removal of grit and silt which had collected on the inverts of 
sewers in which the velocity of flow was low. Before manholes 
were employed, when a sewer became so badly clogged that it had 
to be cleaned, it was necessary to dig down to it, break through its 
walls, remove the obstruction and then close the opening, leaving it 
to cause the same trouble again at а later date. "The opposition 
to manholes seems to have been due mainly to fear of sewer air 
escaping from them, which fear was not surprising in view of the 
contemporary accounts of the evil odors from defective drains. 
Some time elapsed, however, before the value of manholes on 
small sewers became recognized, and the principle was established 
that there should be no change of grade or alignment in a sewer 
between points of access to it, unless the sewer were large enough 
to enable a man to pass through it readily. 

Usually manholes are placed from 300 to 500 ft. apart; but on 
large sewers, say where the diameter is 48 in. or more, some 
engineers are using spacings of 1,200 and 1,500 ft., since inspec- 
tions can be made by entering the sewer itself. 

Most manholes are constructed of brick, although under some 
conditions concrete may be used to advantage. Manholes should 
be designed so as to provide easy ingress and egress. In some 
manholes, the clearance opposite the steps is not sufficient for а 
man to pass up or down without considerable difficulty. On 
small sewers there should be room to permit of the handling and 
jointing of the 4-ft. rods used for removing obstructions from : 
and for cleaning the sewer. "There should be room to handle а 
shovel, and the bottom should afford suitable footing for a work- 
man but should drain toward the sewer. 

Manholes are usually made about 4 ft. in diameter when of 
circular cross-section, or about 3 by 4 ft. when an oval cross- 
section is employed. One size is employed for all sewers except 
when special conditions may require manholes of larger size, as 
when gaging devices must be used at the bottom of the manhole, 
or where it is desired to have considerable storage capacity in 
the manhole to enable it to be used for flushing. Brick manholes 
are usually built of 8-in. brickwork down to & depth of 12 to 20 ft. 
For greater depths 12 in. of brickwork is used as a rule. The 
sides are generally carried up vertically to within about 5 ft. of 
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the top, and the upper part is corbelled in or laid in the form of a 
dome. 

Where the sewer is much larger than the diameter of the man- 
hole, the outside of the latter is usually made tangent to one side 
of the sewer, otherwise it will be difficult to enter the sewer with- 
out a special ladder. Occasionally, on very large sewers, the 
manholes are built entirely apart from the sewer proper and have 
a passage leading into it, as shown in Fig. 63. 

The four manhole bottoms shown in Fig. 64 illustrate some- 
what different types of design. The Memphis and Seattle 
bottoms have flat lower surfaces, while the Concord and Syracuse 
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Section through Manhole. Longitudinal Section. 
on Sewer. 


Fic. 63.—Manhole on large St. Louis sewer. 


bottoms are curved to correspond with the channels through 
them. Which type of base is best adapted for the soil at any site 
can only be ascertained by examination; the saving in material 
in the second type may be counterbalanced by an increased 
labor cost. While the base of each manhole illustrated was 
constructed of concrete, a good sewer mason can readily lay up 
brickwork to form practically any channel section that may be 
desired. 

The channels in the bottoms of the Memphis and Concord 
manholes are not provided with high walls, the Concord channel 
being nearly semicircular and the Memphis channel hardly more 
than that. The channels of the Seattle and Syracuse manholes 
have such high walls that they will carry all the sewage until the 
sewers become surcharged. It is now considered desirable to 
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have the walls of the channel rise nearly to the crown of the sewer 
section, and then be stopped in a berm, which is given a slight 
pitch from the wall toward the channel. The standard Phila- 
delphia manhole bottom, Fig. 65, illustrates the method of giving 
а little extra velocity to the sewage leaving the branches, by 
providing a steep grade for the invert within the manhole. 


Concord. 


Syracuse. 
Fic. 64.— Types of Manhole inverts. 


Changes in size or shape of cross-section of the sewer as it 
passes through a manhole produce disturbances in flow with 
accompanying loss of head. Chamfering corners at inlet and 
exit, and making all changes of section by gradual transitions, 
assist in reducing these head losses. Carrying the sidewalls of 
the sewer up nearly to the crown, as above mentioned, gives greater 
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uniformity of section at high flows with lower head losses. There 
is no uniform practice in this detail, however, as the location of the 
berm at the tov of this sidewall varies from a point at mid-depth 
of the sewer to one level with the crown. Folwell suggests a 
height of at least two-thirds the sewer diameter; San Francisco 
practice is to use three-fourths diameter, while the Newark 
standard carries the sidewall up to the crown elevation. The 
latter represents the more general present procedure. 
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131. Drop Manholes.— There are many types of drop man- 
holes, of which one of the simplest is shown in Fig. 66. This 
particular structure is at the head of an oval sewer 51 in. high, 
into which two circular sewers discharge at different elevations. 

Where sewers, especially small laterals, enter a manhole 
above the invert, there should be no shelf upon which solids 
can accumulate and cause offensive odors. Preferably such 
a sewer should drop outside the manhole and enter at the 
bottom. 

132. Ironwork for Manholes.—Steps.—In shallow manholes 
steps are sometimes formed by leaving projecting bricks at the 
proper points, about 15 in. apart vertically. This is an old 
practice and while not generally approved by engineers, was at 
one time commonly employed. Such steps are objectionable 
because they are often slippery, when it is difficult touse them 
safely; they do not provide adequate hand hold; and they are 
easily broken. 

A common method of providing steps at the present time is to 
construct them of forgings, which are bedded in the brickwork 
or concrete. Three types of such steps are shown in Fig. 67. 
The steps are usually placed from 12 to 18 in. apart vertically 
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and staggered; a number of cities seem to be in favor of a vertical 
spacing of 15 in. 

On some work which has come to the authors' attention, it 
has been found that the material used for making forgings for 


WWE 


Sectional Plan. 
Fie. 66.—Drop manhole, Newark, №. J. 


steps has rusted to such an extent that the steps are practically 
useless. In one instance this condition was found where genuine 
wrought-iron steps had been specified. Present practice (1929) 
in several cities, is to use cast-iron steps as shown in Fig. 68. 
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Manhole Heads.—1t is only within the last few years that the 
design of manhole heads has been given serious attention. 
The objects to be attained in the design of castings particularly 
for manholes, are: safety, so that covers will not slip off; conven- 
ience of repair and replacement, necessitated by the wear from 
traffic; strength sufficient to stand up under increasing wheel 
loads; freedom from rattle and noise; low cost; possibility of 
adjustment with the wearing down of pavements to prevent 
unevenness with its accompanying inconvenience to traffic and 
inereased wear on the pavement; appearance; ventilation to 
remove accumulating gases so as to increase safety of workmen 
in manholes and sewers; protection against ingress of water, (espe- 
cially for manholes used by telephone or electric light companies) ; 
protection against admission of lighted cigars and cigarettes; and 
protection by locking devices against removal of covers for dump- 
ing of refuse into the opening. 


Fig. 69.— Reversible manhole frame, Chicago. 


Covers should be interchangeable for convenience in replacing 
those lost from theft or breakage. In the borough of Manhattan, 
with more than 30,000 sewer manholes, about 114 per cent of 
such replacements are required each year. The cover should be 
corrugated or provided with bosses to prevent slipping. Circular ` 
tops are in almost universal use for sewer manholes. They are 
inherently stronger than rectangular ones, and have the advan- 
tage that it is impossible to drop the cover into the manhole. 

Frames are usually from 6 to 12 in. in height, depending partly 
upon the type of pavement in which they are to be installed. 
Practice as to clear opening varies widely; a 24-in. cover, allowing 
22-in. clear opening, is generally satisfactory. In general, 
frames weigh from 250 to 500 1Ь., and covers from 100 to 150 Ib. 

Manhole frames and covers are usually of cast iron, but semi- 
steel or east steel may be used. T. J. Corwin! describes tests of 
large manhole covers (28 to 36 in.) made for the Pacific Gas and 
Electric Company, which indicate that semisteel is the most 

1 Trans., Am. Soc. C. E., 1927; 91, 991. 
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ing pavement around the frame generally being of the most 
consequence. To reduce this cost to a minimum, the Chicago 
Sewer Department has designed а manhole head consisting of 
three pieces, base, curb and cover, as shown in Fig. 69. The base 
is permanent and remains in place during repairs. The curb is a 
reversible ring with vertical sides so that it can be removed 
without damage to the surrounding pavement when worn suffi- 
ciently to require reversal. When the reverse edge is also worn 
down, the curb ean be replaced at comparatively small cost. 
'The life of the head is thus prolonged and such replacements 
аз are necessary are simple and inexpensive, causing only slight 
interruption of traffic. 

The Boston standard manhole head, Fig. 70, may serve to 
illustrate the usual present (1929) practice. The cover is 
heavier than the older standards and the deeper ribs on the 
lower side make it more difficult for boys to remove, since it 
must be lifted vertically several inches. It is perforated, but the 
number of holes is not large. The clear opening in the frame is 
24 in. in diameter. 

The quantity of storm water entering through the perforations 
in covers is difficult to estimate, because of the leakage into the 
sewers from other sources. As nearly as could be ascertained 
3,000,000 gal. of water in 24 hours entered a system including 
about 125 miles of sewers, through 1,965 manholes having per- 
forated covers, or an average of 1.1 gal. per minute per manhole, 
during a heavy storm. 

So much storm water has found its way into separate sewers in 
some places that there is now a tendency to use tight covers or ' 
those having few and small openings, in an effort to prevent or 
reduce leakage through manhole covers. 


JUNCTION CHAMBERS 


Where large sewers come together with а horizontal angle 
between their axes less than about 30 deg., & special structure 
ealled а junction chamber is required. For many years these 
junetion chambers were of the type shown in Fig. 71, and were 
sometimes called ‘‘bell-mouths”’ or “trumpet arches" on account 
of their shape. Where, at the springing lines, the outside sur- 
faces of the arches of the two sewers come together, no attempt 
is made to have the upper part of the two sewers independent, 
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but a large arch is thrown across the two. A manhole is usually 
built just in front of the wall which closes the large end of the 
Structure. 

These bell mouths were formerly built of brickwork, but 
concrete is now generally used. So much skilled labor is required 
in constructing them of either material that flat-topped junction 
chambers, Fig. 72, have come into use. The particular junction 
chamber illustrated is rather more expensive than most of this 
type, because it was constructed on a large existing brick sewer 
which it was desired to disturb as little as possible. The hydrau- 
lie conditions resulting from introducing a large branch into an 
existing sewer are not ideal, since the greater depth below the 
junction must result in backing up and a condition of non- 
uniform flow for some distance above; accordingly this example is 
significant only for its structural design. 

133. Design of Junction Chambers.—In designing junction 
chambers it is desirable to have the streams of sewage join in 
such a way that there shall be а minimum checking of the 
current in either sewer, which might cause deposit of grit and 
other suspended matter. This condition requires the streams of 
sewage to have the same surface elevation as they approach each 
other, and the same velocity, which is not easy to bring about 
when one sewer is large and the other much smaller. If the 
invert of the smaller sewer is placed at an elevation which will 
make the surface elevation of both streams identical during dry 
weather, the two streams will probably have materially different 
elevations when considerable storm water is flowing. Con- 
sequently a study of conditions at the junction when the two 
Sewers carry various quantities of sewage may show that, to 
prevent sewage being backed up in the smaller sewer during 
periods of large discharge, it will be desirable to increase the 
grade of the smaller sewer somewhat for a short distance from 
the junction. 

Velocities of flow in sewers usually are not high enough so 
that it is necessary to give special consideration to the hydraulic 
features of transition structures at junctions. If reasonable 
care is taken to avoid sudden enlargements and contractions and 
to make changes of direction by smooth and reasonably flat 
curves, no difficulty is likely to develop. The condition is radi- 
cally different, however, when high velocities are involved, say, 
over 6 or 8 ft. per second. In such cases, the theoretical 
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position of the flow line from point to point should be computed 
(by the application of Bernouilli’s theorem) and the design of 
the structure should be changed, if necessary, to obtain a smooth 
eurve for this line, tangent to the water surfaces at each end of 
the transition. ! 


INVERTED SIPHONS 


132. General Features of Inverted Siphons.—Any dip or sag 
introduced into a sewer to pass under structures encountered, 
such as conduits or subways, or under a stream or across a valley, 
is termed an inverted siphon. It is misnamed, for it is not a 
siphon, and the term depressed sewer has been suggested as more 
appropriate. Since the pipe constituting the inverted siphon 
is depressed below the hydraulic grade line, it is always full of 
water under pressure although there may be little or no flow in the 
sewer. 

135. Size and Velocity.—Practical considerations, such as the 
increased danger of stoppage in small pipes, tend to fix the 
minimum diameters for inverted siphons about as for ordinary 
sewers, 6 or 8 in. in separate systems and about 12 in. in combined 
systems. As obstructions are much more difficult to remove 
from an inverted siphon than from a sewer, especial care should 
be taken to prevent their formation. Аз high a velocity as 
practicable should be maintained in the inverted siphon, say 
3 ft. or more per second for domestie sewage and 4 to 5 ft. per 
second for storm flows. In some cases catch basins or grit 
chambers have been built just above the inverted siphons, but 
these are troublesome to clean and the material removed from them 
is usually offensive. Inverted siphons should be flushed fre- 
quently and their operation inspected regularly, in order to assure 
prompt removal of incipient obstructions. 

Experience has shown that the smaller pipes are sometimes 
clogged as a result of sticks catching in the bends, these sticks 
oresumably having been dropped by children through perforations 
in manhole covers. When such conditions have been experi- 
enced or are likely to occur, it would be advantageous to provide 
for racks in front of the inlets to the smallest pipes, preferably 
so arranged that the material collected on them may be washed 
off and carried through the larger pipes at times of high flow. 


1 Valuable suggestions will be found in a paper by Ніхов, Juran: The Hydraulic Design 
of Flume and Siphon Transitions. Trans., Am. Soc. C. E., 1928; 92, 1423. 
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136. Means for Flushing.—Flushing or cleaning may be 
accomplished in various ways, depending upon the available 
facilities and surrounding conditions. It may be done by receiv- 
ing the sewage at the head of the inverted siphon in flush tanks 
which automatically discharge when full; or by providing a 
permanent flushing gate in the manhole at the head of the 
inverted siphon; or, if permissible, by opening a blow-off at the 
low point of the pressure pipe; or by admitting clean water at 
the head of the inverted siphon from a permanent connection with 
an accessible stream, a water main or a neighboring hydrant; or 
by eleaning by hand by the use of jointed rods with suitable 
scrapers or other tools, after draining the inverted siphons. 

137. Manholes ог Clean-out Chambers.—Manholes or clean- 
out chambers should be provided at each end of an inverted siphon, 
to give access for rodding, pumping, and in the case of pipes of 
larger size, for entrance. There is objection to the introduction 
of intermediate manholes on an inverted siphon in such a manner 
that the sewage will be free to rise in them, since grease and other 
Scum tends to fill the shaft. They are advantageous, however, 
if the sewage be confined within the pipes as it passes through the 
manhole, affording access or means of ridding the siphon of 
deposit, through a gated connection or similar device. 

138. Materials of Construction.—Since an inverted siphon is 
subjected at all points of its cross-section to an internal pressure 
the walls will be in tension, although the magnitude of the tension 
will be affected by external water and soil pressures. On account 
of these tensile stresses, inverted siphons are usually constructed 
of steel, cast iron, or reinforced concrete. 

139. Size of Pipe.—' The computation of the sizes of pipe for 
inverted siphons is made in the same way as that for sewers and 
water mains. The diameter depends upon the hydraulic slope 
and the maximum quantity of water to be carried. The head 
or drop in the hydraulic gradient actually required at any time, 
for the existing flow, will be the difference in level in the free 
water surfaces at the two ends of the siphon. It will equal the 
sum of the friction head and other losses. It is to be remembered 
that the losses are relatively small for low velocities, other 
things being equal, but that they increase roughly as the square 
of the velocity. For a clean 12-in. siphon 50 ft. long and a 
velocity of 3 ft. per second, a total loss of 6 in. would probably 
be an outside figure; for a velocity of 2 ft. per second, 3 in.; but 
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for 6 ft. per second, 24 in.; the friction loss alone being not over 
one-third of the above values. Experience in this country has 
shown the advantage of using several pipes, instead of one pipe, 
for the inverted siphon, arranged in such manner as to throw 
additional pipes progressively into action with increase in flow 
of the sewage. In this way reasonable velocities are maintained 
at all times. 

Care must be taken that inverted siphons built on or under 
river beds have sufficient weight or anchorage to prevent their 
flotation when empty. 

140. Solution of an Inverted Siphon Problem.—4A problem 
encountered in the authors’ practice involved the design of an 
inverted siphon of several pipes, to replace an existing single-pipe 
siphon which had given trouble from sedimentation due to low 
velocities; its solution is given as an illustration. The basic 
data are as follows: 


Length of inverted вірһоп..................... 440 ft. 

Available fall (invert to invert)................ 3.2 ft. 

Maximum depression of ѕірһоп................ 9 ft. 

Gravity sewers connected by inverted siphon: 
dJunmoetertr. жы 5 Bie neuter nes 30 in. 
Material. enm эеле азил Meis Concrete 
[nt Pe ea р Fir rey cem ote Hee e e e 0.0037 

'Typical rates of flow 
Nonam iS. DX 90, ООУ ОБЛ: 4 cu. ft. per second 
Maximum dry уеаёћег................... 13 cu. ft. per second 
Ultimate maximum... Бика wise capacity of gravity sewer 


'The capacity of the 30-in. concrete gravity sewer on slope 0.0037 (» — 
0.013) is about 25 cu. ft. per second, and the velocity of flow 5.1 ft. per 
second. 


Available TAL Go аана йы! фев 3.2 ft. 
Атей loea AG INGE «0:02 acre эг ечеи. оке оле 0 4 (see later discussion) 
Available for friction in inverted siphon......... 2.8 ft. 


440 ^ 0.0064, approximate available hydraulic slope. 


Local conditions indicate economy in the use of vitrified pipe. The 
surrounding concrete (primarily for anchorage) can be easily reinforced for 
the internal pressure due to the 9-ft. depression of the siphon. Standard 
commercial vitrified-pipe sizes will therefore be selected.' 

Two conditions must, if possible, be satisfied; the velocity in the pipes 
selected should be sufficient to insure scouring (3 ft. per second, if possible); 
and the available hydraulic slope of 0.0064 must not be exceeded, 


1 Note that 20- and 22-in. sizes, used in this example, are no longer standard; 21-in. was 
not standard until recently. 
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Judgment suggests the selection of pipe sizes which will be particularly 
adapted to the minimum flow, the maximum dry weather flow and the 
ultimate maximum flow. Three siphon pipes are found to meet these 
requirements, with regulation at the inlet so that the minimum flow will be 
confined to one pipe; the maximum dry-weather flow to two pipes; and all 
three will have a capacity equivalent to that of the gravity sewer in which 
the inverted siphon is to be inserted. The computations follow: 

For minimum flow, 4 cu. ft. per second; from Fig. 32. 


(n = 0.015 for vitrified pipe) 15-in. pipe requires s = 0.006; velocity, 3.3 
ft. per second. 

Capacity at S = 0.0064, 4.2 cu. ft. per second (beyond which second pipe 
begins to operate). 


For maximum dry-weather flow о/............ 13.0 cu. ft. per second 
Capacity of 15-in. ріре.................. 4.2 
Required capacity of second pipe......... 8.8 cu. ft. per second 


From Fig. 32, 20-in. pipe, S = 0.0057; 
velocity, 4.1 ft. per second. 


Capacity of 20-in. pipe at S = 0.0064..... 9.3 cu. ft. per second 

Capacity of 15-in. ріре.................. 4,2 

Combined 15- and 20-їп................. 13.5 cu. ft. per second (be- 
yond which third pipe 


begins to operate). 
For ultimate maximum 

Capacity of 30-in. вежег.........:....... 25.0 cu. ft. per second 

Combined capacity, 15- and 20-in. siphons. 13.5 

Required capacity of third ріре........... 11.5 cu. ft. per second 

From Fig. 33 22-in. pipe requires S = 

0.0058, velocity 4.3 ft. per second. 

Capacity of 22-in, pipe at 5 = 0.0064..... 12.0 cu. ft. per second 

Combined capacity of 15- and 20-in. pipes.. 13.5 

Total available OBRDAOIUY ЗАБОНИ 25.5 cu. ft. per second (25 
required). 


_ Design of Inlet Chamber.— A type of inlet chamber, Fig. 73, suitable in this 
instance, has the invert of the pipe which carries the low flows continuous 
with that of the 30-in. gravity sewer; one side of the sewer is cut down to an 
elevation which permits overflow to the second siphon when the capacity 
of the first is exceeded; and the other side of the sewer is cut down to а 
higher elevation, which allows the flow in excess of the capacity of the first 
two pipes to reach the third. 

Computations of the depth of flow in the 30-in. gravity sewer when the 
15-in. siphon pipe shall have reached the limit of its capacity, (4.3 cu. ft. 
per second), and when the combined capacity of the 15- and 20-in. siphon 
pipes (13.5 си. ft. per second) is flowing, determine the elevations of the 
tops of the walls, which permit overflow to the 20- and 22-in. pipes, to be 
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about 8 and 16 in. respectively. They are subject to some error owing to 
the uncertainty of the formula when applied to circular conduits partly 
filled. 

Under maximum conditions for either of the two larger pipes, the over- 
flow walls will be submerged both upstream and down. They cannot, there- 
fore, be considered as weirs, but as obstructions causing certain losses of 
head in passing the desired quantities of sewage. The flow over these walls 
is at right angles to that in the approaching sewer,! so that this loss may be 
taken as the head required to produce the necessary velocity across the 
top of the wall, assuming the energy of velocity of approach to be lost in 
the change of direction. 
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Fig. 73.—Inverted siphon inlet and outlet chambers (problem in inverted 
siphon design). 


A maximum of 9.3 cu. ft. per second must pass across the wall to the 
20-in. pipe. The depth on the wall will then be at least 8 in. or the differ- 
ence in elevation between the two walls, the higher wall having been figured 
to overflow just as the capacity of the first two pipes was exceeded. 

The higher wall must pass at least 11.5 cu. ft. per second, and the depth 
available is the distance from the top of the wall to the crown of the 30-in. 
sewer, or 14 in. 

Assume the length of walls at 7 ft.; the inlet losses may be approximated 
as follows: 

In 15-in. pipe; negligible, since invert is continuous with that of 30-in. 
sewer, and transition can be made to take advantage of the velocity of 
approach which, even at low flows in the gravity sewer, is equal to or greater 
than the siphon velocity. (Velocity of approach may be estimated by the 
method given in Chapter IV for the partially filled sewer.) 

In 20-in. pipe; velocity over wall, 9.3/(0.67 X 7) = 2.0 ft. per second; 
corresponding head, 0.06 ft. After passing over wall, velocity of 4.3 ft. 


! Assumption is not strictly in accordance with fncts but provides n basis for computations 
which are on the safe side. 
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per second in 20-in. pipe must be built up in new direction,! which gives а 
loss of head of 0.29 ft. Total 0.35 ft. (less than assumed inlet allowance 
of 0.4). 

In 22-in. pipe; velocity over wall 11.5/(1.17 X 7) = 1.4; corresponding 
head, 0.03 ft. Velocity in 22-in. pipe, 4.3 ft. per second; head, 0.29; 
total, 0.32 ft. Allowance of 0.4 ft. for inlet losses appears ample, and no 
revision of the computation of available slope is required. 


SechonF-F 
Fic. 74.— Inverted siphon on Middle Fork trunk sewer, Louisville, Ky. 


The relative elevations of the pipe inverts are now readily found. The 
capacity flow of the 15-in. pipe requires a depth of 8 in. in the 30-in. gravity 
sewer. Since there is no velocity head loss to be allowed for, the crown of 
the 15-in. sewer is 8 in. above the 30-іп. invert. The crown of the 20-in. 
pipe will be at an elevation of 16 in. minus the entrance head loss of 0.35 
ft. (414 in.) or 1134 in. above the 30-in. invert. The crown of the 22-in. 
Pipe is 0.32 ft. (4 in.) below the 30-in. crown. From these figures, the rela- 
tive invert elevations may be determined. 

! Design of Outlet Chamber.— At the lower end of the inverted siphon, the 
Junction of the three pipes with the 30-in. gravity sewer should be so designed 
as to reduce the opportunity for eddies to carry sediment back into those 
pipes which are not at the moment operating, but which are full of standing 
water. This is especially important in the case of the 22-in. pipe, which 
will not be in operation except at unusual rates of flow. It may be accom- 
plished by maintaining the three pipes, or the corresponding channels 
within the junction chamber, as nearly up to the point of intersection as 
possible, to avoid pooling and reduction of velocity in the chamber. As a 


further precaution, the outlet of the 22-in. pipe (least frequently required) 


1 Assumption is not strictly in accordance with facts but provides a basis for computations 
which are on the safe «ds 
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may be raised so that the invert of its channel has a sharp forward pitch 
toward the intersection. 'The crown of the pipe must not, however, be 
raised above that of the 30-in. sewer, or it will lie above the hydraulic 
gradient. 


This solution has also been used in the outlet chamber of the 
inverted siphon shown in Fig. 74. Here the 18-in. pipe, which 
is the last to come into service, and which will be full only when 
the 30-in. sewer into which it discharges is also full, is elevated 
till its erown is continuous with that of the 30-in. sewer. 

141. Insertion of Inverted Siphons in Old Sewers.—It some- 
times becomes necessary to insert an inverted siphon in an 


R Weather Flow 
Section 

Fic. 75.—Inverted siphon under subway at Mortense St. and Nostrand Ave., 
Brooklyn, N. Y. 


existing sewer when some underground structure is to be built 
across its course. Usually a readjustment of the sewer gradient 
is not feasible, and the additional head required must be derived 
from a raised upstream water surface. This increases the ten- 
dency toward deposition of solids in the sewer thus affected by 
backwater, which may necessitate frequent inspections and 
flushing. The construction of subways has required the employ- 
ment of many such inverted siphons which have been operated 
successfully. The first structure of this type built in connection 
with the New York subways was at 149th St. and Railroad 
Avenue, and was placed in service in February, 1902. An 
example of this type of structure is seen in Fig. 75, which is 
taken from a report! on “Inverted Siphons for Sewers." This 
siphon is on a combined sewer and provides a 12-in. cast-iron 
1 Jour., Boston Soc. C. E., 1921; 8, 237; also Munic. Engrs. Jour., March, 1917. 
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pipe for dry-weather flow and 48-in. circular concrete pipes for 
ordinary storm flows, while the excess at times of extreme flow 
is carried over the top of the subway by an overflow сһаппе) 
measuring 3 ft. 6 in. by 4 ft. 9 in. 


FLUSHING DEVICES 


The primary object of flushing devices is to permit sewers 
to be laid on flat slopes which may not be sufficient to produce 
scouring velocities at all times. The problem of flushing is 
prineipally that of keeping small sewers clean, from their dead 
ends to the points where the flow of sewage is great enough to 
accomplish this without supplying additional water. Occasion- 
ally the problem is one of furnishing a large volume of water to 
clean a main sewer or an inverted siphon. "The quantity of water 
used in one flush is rarely over 350 gal. 
| 142. Flushing from Brooks.—In some places where a sewer 
is laid near a brook or river, flushing chambers may be built with 
а connection to the stream through which the sewer can be 
flushed by admitting brook water. 

143. Flushing manholes are merely ordinary manholes which 
are filled with water or sewage, while the outlet is closed by a 
valve or plug. When the plug is withdrawn the accumulated 
water is discharged into the sewer. They may be made some- 
what larger than usual if it is desired to make the quantity of 
flushing water discharged greater than can be stored in the 
standard manhole; or they may be fitted with permanent valves 
to avoid the necessity of using plugs, which rarely fit well. 

144. Automatic Flush Tanks.— The flushing done with auto- 
matic apparatus is generally more frequent than where hand 
flushing is practiced, the usual rule being to empty the flush tank 
each day. The water ordinarily enters the tanks through special 
orifices, of which a variety are manufactured by the makers of 
automatie siphons, so that any desired rate of flow under any 
Street main pressure can be obtained by screwing the proper 
orifice into the end of the service pipe. 

The operation of a siphon of the simplest type is as follows: 
In Fig. 76a the siphon is shown just ready to discharge. There 
аге two volumes of water, separated by the air in the long leg, V, 
of the trap. As the pressure on every part of this confined mass 
of air must be equal to the hydrostatie pressure, and as there are 
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but two surfaces where the water is in contact with the confined 
air, it follows that the depth of water, C, in the tank must be the 
same аз the depth, Н, in the trap. When the depth, C, is 
increased, the water flows over the raised lip of the trap at D, 
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this discharge allowing a little air to escape below the bend at 
E. The air pressure being released in this way, water passes up 
with a rush within the bell and into the long leg of the trap. 
When the water has been drawn down in the tank until its surface 
is below the sniff hole S, air rushes into the bell and slows up the 
siphonie action, but the discharge continues until the water 
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reaches the bottom of the bell, where the water in the two legs 
of the trap at once forms a seal and the tank begins to fill again. 

The elevation of the lip of the short leg at D above the bottom 
of the outlet is an important detail, as upon it the first sudden 
discharge of the trap seems to depend. In the older types 
of flushing apparatus this first strong flush was accomplished by 
using an auxiliary siphon at the bottom of the trap casting—a 
detail retained in the Rhoads-Miller siphon, Fig. 76b, for use 
where shallow construction is imperative. 

'The dimensions of the Miller apparatus, required by designers, 
are given in Tables 45, 46 and 47. "The diameter of the tank is 
the minimum which is generally considered desirable for siphons 
of the size listed. The discharge is the average given by the 
makers for that size and setting of siphon. 

The setting shown in Fig. 76a does not afford access to the 
sewer, but the Miller-Potter design shown in Fig. 76c affords this 
advantage. 'The manhole at the dead end of the sewer is 
provided with a flush tank and siphon, and while this is more 
expensive than the standard type, it affords an opportunity 
to insert a cleaning rod into the end of the sewer. 


REGULATING DEVICES 


One function of а sewage-flow regulator is to prevent the 
surcharge of an intercepting sewer by closing an automatic 
gate upon the branch sewer connection, thus cutting off the 
sewage and forcing it to flow to another outlet. Another func- 
tion is to regulate the flow in time of storm se that discharge from 
one sewer carrying a heavily polluted storm flow may be admitted 
to the intercepter in greater proportion than that from another 
sewer carrying a more dilute storm flow. 

А storm overflow is designed to allow the excess sewage above 
а definite quantity to escape from the sewer in which it is flowing, 
through an opening into a relief sewer. 

Whenever an outlet is in à body of water which at times may 
rise above it, and it is necessary to prevent this water from enter- 
ing the sewer, a backwater or tide gate is employed. 

The purposes of the regulator and the storm overflow are 
supplementary, namely to cause the ordinary flow of sewage 
to be delivered to a distant point of discharge, and in time of 
storm to allow the excess flow to pass into a nearer watercourse. 


* 
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145. Regulators.—A simple type of regulator, Fig. 77, has 
a cast-iron body which is bolted to the end of the main sewer and 


Fic. 77.— Coffin regulator. 


projects into а chamber in which the sewage will rise to the same 
height as in the intercepter with which it is connected. The 


REGULATOR CHAMBER Sano CATCHER үф": 
2I 


Longitudinal Section 


Plan 


Fic. 78.—McNulty toggle-joint regulator (patented). 


steel shaft carries an adjustable copper float and a weight by 
which the action of the device can be varied somewhat. Prac- 
tically, it is difficult to keep this apparatus in operation, and 
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more complicated types of apparatus have been found to be more 
certain in action. 

One of the best-known types of regulator is that manufactured 
by the MeNulty Engineering Company of Boston, Fig. 78. 
This was developed for the connections between the Boston 
combined sewers and the intercepting sewers. Тһе orifice 
in the main sewer is designed of sufficient capacity to allow the 
desired quantity of sewage to pass through it. In some cases it 
is necessary to provide a low dam in the main sewer immediately 
below the orifice to assist in diverting the sewage. The regulat- 
ing gate seats against the orifice or nozzle. This gate is hinged 
and connected by a toggle joint with a lever which has a large 
float on its other arm. This float is in a well having a connec- 
tion with the intercepting sewer, so that the rise and fall of the 
sewage in the intercepter raises and lowers the float. The 
apparatus can be adjusted so that the orifice will be closed when 
the float rises to any predetermined elevation. 


OVERFLOWS 


Storm overflows may be of the following types; overfall or side 
weirs, siphons, baffled weirs and leaping weirs. 

146. Side Weirs.—An overfall weir is usually constructed in 
the side of a sewer, and the excess flow escapes over the crest 
when the elevation of the sewage is above that of the weir. One 
method of design of such a structure is described by W. C. 
Parmley' in a paper on the Walworth Run sewer in Cleveland. 
His study was primarily a mathematical treatment of the problem 
as there were no experimental data upon which it could be based, 
and later experiments have not borne out his assumptions. 

The earliest experiments to determine the discharging capacity 
of side weirs that have come to the authors’ attention were those 
of Hubert Engels of Dresden. From his tests he derived the 
formula 


Q = ауд Узр 


Where Q = discharge over the side weir in cubic feet per second 
l = length of weir crest in feet 
h = head on lower end of weir in feet 


1 Trans., Am. Soc. C. E., 1905; 55, 341. 
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Substituting 0.414 for 24u as determined by his tests, this 
expression becomes 
Q = 3.32 10-83}1.67 


The discharge over the weir may be increased by contracting 
the channel as shown in b and c, Fig. 79. For the case of con- 
traeted channels, the formula becomes 


Q = 3.32 [9.951.6 


This does not include а term for the ratio bob», and probably 
cannot apply to conditions where the contraction differs mate- 
rially from that of the experimental channels. 
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(a)- Longitudinal Section 
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Plan Showing Contracted Sections 
Fic. 79.— Discharge over side weirs. 


The depth at the lower end of weir crest in a, Fig. 79, is seen 
to be greater than at the upper end, the explanation given being 
that the inereasing depths on the weir crest result from the 
conversion of kinetic into potential energy along its length. 

Phenomenon is not reported by Coleman and Smith! 
пог by Prof. Harold E. Babbitt? of the University of Illinois 
in their experiments on similar weirs, though the former state 
that the Water in the flume rises downstream from the weir due to 
& decrease in velocity with depth. It did occur, however, in 
the large spillway structure in Tasmania, described by W. H. R. 
Nimmo,? and was observed by Tyler, Carollo and Steyskal* in 
"Xperiments on side weirs at the Massachusetts Institute of 
Technology. In the latter experiments, the low point was about 


gia Соіжман, С конак SrEPHEN, and Dempster Smirnu: The Discharging Capacities of 
ide Weirs, London, 1923. 
* Banners, “Sewerage and Sewage Treatment,” 2nd Edition; John Wiley and Sons, Inc. 
: aoe Spillways for Regulating Diversion Canals. Trans., Am. Soc. C. E., 1928; 92, 1561. 
16, тала» over Side Weirs with and without Baffle. Jour., Boston Soc. С. E., 1929; 
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one-third the weir length from the upper end of the weir, its posi- 
tion depending to some extent upon velocity in the main channel. 

Babbitt experimented with weirs made by cutting out the 
sidewalls of 18- and 24-in. vitrified pipe sewers, with crests from 
16 to 42 in. long. His results are expressed in the formula 


l = 2.3vD log hy 
ha 
Where 


~ 
\ 


length of weir in feet. 

v — velocity of approach in feet per second 
diameter of the sewer (circular) in feet 

hi;, ho = head on upper and lower ends of the weir. 


S 
Il 


In Engels’ experiments, which he described in “ Mittelungen 
aus dem Dresdener Flussbau-Laboratorium,"' discharges of 
from 0.52 to 6.35 cu. ft. per second in the main channel with 0.12 
to 2.95 cu. ft. per second over the side weir were employed, 
the width of main channel varying from 0.67 to 6.56 ft., slope 
from 0.000091 to 0.001, and length of weir crest from 1.64 to 32.8 
ft. 

147. Transverse Weirs.—One method of avoiding the uncer- 
tainty involved in the use of side-weirs, employed at Louisville, 
Ky., is to place the weir directly across the line of flow and deflect 
the sewer to one side, thus reversing the arrangement used with 
side-weirs. It should be possible to determine the discharge 
of a weir in this position by the usual weir formulas with greater 
certainty than when the weir is in the side wall of the conduit, 
as the variation in head along the crest will presumably be 
smaller. 

148. Baffled Side-weirs.—A structure planned to increase 
the discharge of a side weir is the baffled side-weir, illustrated in 
Fig. 80, which shows the Crouse Ave. connection to the inter- 
cepting sewer at Syracuse. This structure was built on the 
existing egg-shaped Crouse Ave. sewer by Glenn D. Holmes, 
Chief Engineer of the Syracuse Intercepting Sewer Board. A 
horizontal 4-in. concrete slab is placed across the sewer at an 
elevation which permits the desired maximum flow in the inter- 
cepter to pass underneath. A diversion wall set at an angle of 
about 40 deg. with the axis of the sewer diverts the flow above 


1  Forschungsarbeiten auf dem Begiete des Ingenieurwesens," p. 200, 201; “ Mitteilungen 
gus dem Dresdener Flussbau-Laboratorium, II," Ver. deut. Ing., 1920; 101, 106. 
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this slab into a relief sewer depressed to allow for entry and 
velocity head losses. 

In a later modification of the baffled side-weir Holmes omitted 
the horizontal cut-water slab and relied entirely on stop planks 
set іп grooves in the sewer walls, to deflect the desired quantity 
of storm water. He used two 18-in. deflecting baffles set at an 
angle of 45 deg. with the direction of flow. The upstream baffle 
is 9 in. higher than the downstream baffle and comes into service 
at periods of maximum flow. The downstream baffle deflects 
ordinary excess flows. 


| 


Section B-B 


Sectional Plan 
Fic. 80.—Baffled side-weir, Syracuse, N. Y. 


In considering the hydraulie problems involved, the study 
must be largely theoretical, as there are few experimental data 
available upon which to base the design. If the area below the 
deflecting baffle be considered as an orifice, contraction will 
occur on the side in contact with the baffle. That this con- 
traction may appreciably depress the surface of the sewage below 
and thus determine the elevation at which the baffle or skimmer 
should be set, is evident from experiments reported by Nimmo.! 
The increase in velocity due to pressure head should also be taken 
into account, together with the rise in level further downstream 
Where the conditions of gravity flow in the sewer will have 


ы №іммо, W. Н. R.: Side Spillways for Regulating Diversion Canals, Trans. Am. Soc. 
' E., 1928; 92, 1561. 
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been reestablished. "The elevation of the overflow weir and of 
the lower edge of the baffle may then be determined. 

Experiments at the Massachusetts Institute of Technology by 
Tyler, Carollo and Steyskal in May, 1928, indicated that the 
horizontal skimming plate had no advantage, and also that a 
deflecting bulkhead placed squarely across the conduit, with its 
bottom edge at the elevation of the weir-crest, was more 
efficient in deflecting excess flow over a side-weir than one set at 
an angle. They suggested as a result of their experiments, that 
by making the elevation of the lower edge of this bulkhead 
adjustable, it could be set to pass the desired amount of sewage 
down the main conduit and would force much larger discharges 
over a side-weir of given length of crest, than could be discharged 
by a similar weir without the bulkhead. This increase in dis- 
charge is due to an increase in head on the weir caused by the 
change of velocity head to static head above the bulkhead. A 
condition of non-uniform flow exists at and below the bulkhead 
and a jump may be produced. А bend or a flat gradient down- 
stream may force the jump back against the bulkhead, which 
increases the discharge over the side-weir. While the range of the 
experiments was not great enough to prove that these results 
would be obtained under all conditions, the indications are 
significant. 

149. Siphon Spillways (Patented).— The siphon affords a 
means of regulating the maximum water-surface elevation in a 
sewer with smaller variations in high-water level than can be 
secured with other devices. It works automatically and without 
mechanism and, as it utilizes all of the available head, discharges 
at higher velocities than do overflow weirs. While this device 
has obvious advantages, its infrequent use is due, doubtless, to 
inadequate information concerning certain matters pertaining 
both to its design and operation, such as, for example, the 
minimum ‘head required for priming, the possibility of odors 
where vents are required to remove air from the outlet chamber, 
or possible noise and vibration from sudden starting and stopping 
of the siphon, especially with high heads. Fig. 81 shows a 
siphon relief structure which was installed in 1926 at the end of the 
intercepting sewer at Akron, Ohio. The purpose of this structure 
is to prevent the water level below the coarse racks from rising 
above the elevation at which the flow to the treatment plant is 
just equal to 93.6 million gallons daily, the design capacity of the 
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plant, or, in ease it becomes necessary to shut down the treat- 
ment plant, to remove the entire flow of the intercepting sewer. 
The sewer system of Akron is on the combined plan and the 
capacity of the intercepter is 252 million gallons daily. The 
siphon reliefs, four in number, are each designed for about 65 
million gallons daily capacity. 


Max. Water 
; Surface 


Y 


- Detail of Siphon Section 
Fio. 81.—Siphon relief structure on intercepting sewer, Akron, Ohio (patented). 


The approximate cross-section for the siphon throat can be 
determined by the formula 


Q = ca ~/2gh 


Where Q = discharge in cubic feet per second 
c — coefficient of discharge (0.6 to 0.8) 
а = area of cross-section of throat in square feet 
h = head in feet = difference in water level above and 
below siphon. 


A trial section may then be drawn, the losses determined for 
this section, and the corrected values of Q or a computed. The 
design then involves working out such details as the method of 
venting, shape of section to meet the particular requirements and 
the fixing of elevations of inlet, spillway, outlet, and air vent. 
An air vent with area equal to a/24 has been found to be ample. 
The siphon inlet should be large so that the velocity at entrance 
will be small, thus preventing large losses of head. The section 
tapers gradually to the throat, and the lower leg, which may be 
either vertical or inclined, is of uniform section or slightly flared. 
The outlet is so constructed that air bubbles formed during 
priming will be carried out of the siphon. 
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When the water rises to the elevation of the overflow in 
the siphon, it will flow over the crest in a thin sheet, falling 
against the opposite wall and carrying with it some air. This 
condition will eontinue until the water has risen sufficiently 
to seal the air vent, when the air remaining in the siphon will 
be exhausted quickly and siphonie action will begin. If the 
eapacity of the siphon is greater than the amount of excess 
flow in the sewer, the water will be lowered until the air vent 
is uncovered and siphonic action will cease. Generally. it is desir- 
able to have the elevation of the air vent nearly the same as 
that of the overflow, so that there will be but little overflow 
before the siphonie action begins or after it ceases. In some 
cases it may be desirable to have the air vent lower than the 
overflow, so that there will be no overflow after the siphon 
breaks. In this case, siphonic action will begin almost immedi- 
ately after water begins to overflow the crest. The maximum 
operating head, theoretically, for a siphon is about 33.9 ft. at 
sea level, decreasing at the rate of about 1 ft. for 850 ft. increase 
in elevation above sea level. This is more than ample for such 
uses as may be found for siphon reliefs on sewer construction. 
In a paper on “Siphon Spillways" by G. F. Stickney’ it is 
stated that the efficiency of siphons which have been constructed 
for reservoir spillways is from 60 to 70 per cent. Tests on a 
mode. at the hydraulic laboratory of the Massachusetts Insti- 
tute of Technology gave a coefficient of discharge of about 0.54, 
while Weirich (France, 1917), also working with a model, 
obtained a coefficient of 0.97. The reason for the unusually 
high efficiency obtained by Weirich is not given in the published 
report, and similar efficiencies have not been attained elsewhere. 

150. Leaping weirs may be provided above openings in the 
inverts of sewers, so that the ordinary flow of sewage falls 
through the openings and passes to the intercepters. At times 
of storm, the increased velocity of flow causes most of the sewage 
to leap the openings and pass on down the sewers to the storm 
outlets. 

In one branch of the intercepting sewer system of Syracuse, 
N. Y., leaping weirs were used at the connections of existing 
sewers with the intercepters, and float regulators were also 


1 Trans., Ат. Soc. C. E., 1922; 85, 1088. 
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employed to safeguard the intercepters against surcharge. The 
type of weir employed at Syracuse is shown in Fig. 82. It is 


Cross Section 


Longitudinal Section 


Fic. 82.—Leaping weir at Syracuse, N. Y. 


formed with a steel weir plate inclined upward so as to give 


& spouting effect, and a mov- 
able steel apron to catch the 
discharge at times of high 
flow. During dry weather 
when the quantity of sewage 
is small and the velocity 
slight, the sewage drops over 
the weir into the channel lead- 
ing to the intercepter. At 
times of storm flow, the in- 
creased velocity causes the 
sewage to leap the opening. 
Several of these weirs have 
been in use for over 15 years, 
and have given good satisfac- 
tion. 

151. Outlets.— Where sew- 
age is discharged into tide 
water, а lake or а deep river, 
the outlet is usually sub- 
merged to а considerable 
depth in order to disperse the 
sewage thoroughly through а 
large volume of water before 


Section and Plan through 
Dry Weather Outlet. 


Section 


through Outlet. 
Fic. 83.—Duplex outlet, Minneapolis. 


it rises to the surface. For example, the 66-in. steel outfall sewer 
of Rochester, N. Y., laid in 1913 in Lake Ontario, terminates in 
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a timber crib 7,000 ft. from the shore. The outlet is 10 ft. above 
the bottom of the lake, which is about 50 ft. deep at this place. 
Sometimes it is advantageous to allow the storm flow in а com- 
bined sewer to discharge freely, above high water elevation, 
although the dry-weather flow should be discharged below the 
water surface when the stream receiving the discharge is at its 
lowest elevation. Fig. 83 illustrates а duplex outlet built at 
Minneapolis to meet these conditions. The outlet is on a bank 
of the Mississippi River, where the difference between the eleva- 
tions of flood and dry-weather stages is great. Two 15-in. cast- 
iron pipes run out below the paved apron of the storm-water 
outlet and discharge the dry-weather sewage 5 ft. below the 
low-water level of the river. The invert of the storm-water 
outlet is 9 in. below the high-water level in the river, so that 
the sewer will have a free discharge at all times. 

152. Tide Gates.—A tide gate or backwater gate is now 
generally made of a leaf or shutter of planks, hinged at the top and 
resting against an inclined seat when closed. 


Longitudinal Section Cross Section A-B 
Fra. 84.—Tide-gate chamber, Boston, with McNulty gates (patented). 


The type of tide gate and chamber now used in Boston is shown 
in Fig. 84. The seat is a heavy wooden frame with which the 
leaf makes a tight joint, aided by a rubber gasket slightly recessed 
along each edge, so that the nails holding it to the wood do not . 
project and prevent the proper compression of the rubber when 
the gate is subjected to back pressure. In the case of smaller 
sewers a cast-iron frame is inserted in the masonry to form a seat 
for the gate. Small sewers are sometimes provided with flap- 
valves of cast iron for tide gates. 
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PUMPS AND PUMPING STATIONS 


In the design of sewage works, it may be necessary to provide 
for pumping where the sewage or storm water is collected at so 
low an elevation that discharge by gravity is impossible, as at 
Washington; to reach a desirable treatment site, as at Balti- 
more; to lift the sewage from areas too low to drain into the main 
System by gravity; or to force water into streams or tidal inlets 
receiving sewage, which would become offensive unless flushed 
in this way. 

Whether the sewage shall be lifted at one or more points 
is usually a matter to be settled by comparing the fixed and 
Operating expenses corresponding to different plans. The 
operating expense of raising all of the sewage at one point is less 
than that of pumping at two or more points. On the other hand, 
if all of the sewers are made to drain by gravity to one place, 
their cost may be greatly increased on account of the deep cuts 
and large cross-sections necessary in order to obtain satisfactory 
velocities of flow. Various projects must often be considered, 
both with and without pumping, and the extra cost necessary to 
drain to one point, together with the cost and the capitalized 
annual charge for operation and depreciation of the pumps, must 

compared with similar charges for a project with two or more 
Stations. (See Chapter XXI.) 

The requirements for pumps to be used in elevating sewage or 
drainage water differ considerably from those for pumping clean 
water. The lift is comparatively small; simplicity and reli- 
ability are of more importance than high efficiency; valves 
(if required) and passages must be able to pass solid matter with 
а minimum of clogging or repairs; and the possibility of auto- 
matically starting and stopping pumps to take care of variations . 
in flow is often a controlling factor. 

153. Types of Pumps.—There are four types of pumps which 
may be used for sewerage and drainage work, namely, reciprocat- 
ing pumps, centrifugal pumps, screw pumps, and pneumatic 
ejeetors. 

154 Reciprocating Pumps.—As the name indicates, a recip- 
rocating pump is one in which water is displaced by the 
reciprocating motion of a piston or plunger within a cylinder. It 
18 а positive-displacement pump, and each stroke of the plunger 
or piston necessarily displaces a definite volume of water. The 
actual quantity pumped per stroke is less than the displacement 
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by the amount of the slip, or quantity leaking through the valves 
and past the piston. 

'The use of reciprocating pumps for sewage or drainage water 
necessitates: 

(a) Sereening of the sewage for the removal of solids large 
enough to clog the pumps. 

(b) Settling the sewage to remove grit which would cause 
rapid wear. 

(c) A design of pump with large passages and with valves 
capable of passing the smaller solids without clogging; and pro- 
viding for repacking and for taking up wear without too great 
difficulty. 

A considerable variation in the speed of a steam pump is 
possible, with a corresponding variation of capacity, and changes 
in the sewage flow can be cared for in a measure by regulating 
the speed; but a pump driven by eiectrie motor or internal 
combustion engine generally must be operated at a constant 
speed, and changes in the flow must be met by changing the 
number of pumps in operation, unless it is possible to equalize the 
rate of flow by interposing a large suction well or reservoir. 

Pump valves for sewage are either of the ball or of the flap 
type. Ball valves are rarely used except for sludge. Flap 
valves, which are generally used in sewage pumps, are either 
actually hinged, or attached to the valve deck so as to move as if 
they were hinged. Flap valves frequently cause much trouble 
because sticks and rags are caught on their seats and hold them 
open. Hinged flaps are more often used than the simple flap 
pattern and have leather or rubber disks held between metal 
plates, the top plate having an arm running sideways to a hinge 
connection with the valve seat. 

Reciprocating pumps for sewage are now rarely installed. 
In earlier years they were employed in а number of large plants 
because of the high duty which could be obtained in conjunction 
with triple-expansion or compound steam engines; but recent 
improvements in centrifugal pumping machinery have made it 
very nearly as economical as the best steam pumping engines. 
'The latter are much more costly, occupy far greater space, and 
require more attendance for their operation, than do centrifugai 
pumps. 

There are several large sewage pumping stations, as at Boston 
and Baltimore, for example, in which high-duty reciprocating 
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pumps were installed years ago, which are still operating 
satisfactorily and economically. 

155. Centrifugal Pumps.—A centrifugal pump consists of 
two principal parts, a fixed casing, and a rotating impeller or 


у [:4 . у 
Fra. 85.—8ection of vertical centrifugal pump for sewage. | (Fairbanks- Morse.) 
M, opiate of a sewage pump shows how the impeller (10) and the flexible coupling (1) are 
guided 1 on the shaft (7) which is carried by a combined radial and thrust bearing (3) and 
tected bs a radial bearing (2). Where it passes through the stuffing box, the shaft is pro- 
ed by a bronze sleeve (4). The bearings run in oil the level of which is indicated by the 
res ie (S). The suction elbow (12) with a clean-out hole (6) is attached to the lower or 
tetion head (5) which is cast as part of the base. ‘The volute casing (13) which may be 


hagipped with adapter rings (11) for impellers of various diameters supporte the upper 
е (9) and bearing housing. 


runner provided with one or more vanes. Water is admitted 
to the impeller near the center or eye, either on one side (single 
suction), or on both sides (double suction). The vanes may be 
held between side plates which form part of the impeller (closed 
impeller), or the plates may be omitted or fastened rigidly to the 
shell of the pump, so that the impeller consists substantially of 
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the shaft and vanes only (open impeller). When the impeller is 
rotated the water is thrown off at the periphery with a con- 
siderable velocity; and as the water is confined within the casing 
(volute), the velocity is largely transformed into pressure. 


Fre. 86.—Impeller used in Fairbanks-Morse sewage and trash pumps. 


It is impraetieable to build up sufficiently high velocities 
with a single impeller to overcome very high heads; but any 
lift ean be pumped against by arranging a number of pumps in 
series, each taking its suction from the discharge of the preceding 


Fria. 87.—Impeller for Morris Machine Works non-clogging pump. 


pump. When clean water is to be handled, two or more impellers 
can be mounted on a single shaft, and if the casing is properly 
shaped to guide the water from one impeller to the next, а 
multistage pump is obtained. Such a pump is not suited to 
handling sewage, but it is seldom that heads are high enough in 
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sewerage work to require more than a single stage. Where 
comparatively high heads are involved, two or more separate 
pumps can be arranged in series. 

The early centrifugal pumps were crude and inefficient. 
Even after considerable efficiency had been obtained in pumps 
for handling water, which were furnished with closed impellers 
and guide vanes, it was still necessary to use open impellers for 
sewage in order to reduce the clogging to a minimum, which also 
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Fra. 88.— Characteristic curves of Worthington 20-inch vertical volute trash 
pump. 


reduced the efficiency. In recent years, however, great improve- 
ments have been made, especially in the design of impellers of the 
"nonclogging" or “trash pump” type, and it is now possible to 
Obtain very good efficiencies in pumps which are remarkably free 
from clogging, even when handling unscreened sewage. 

The size of a centrifugal pump is defined as the diameter of the 
discharge pipe. 

Centrifugal pumps are called vertical or horizontal, depending 
upon the position of the shaft. А section of a vertical cen- 


238 SEWERAGE AND SEWAGE DISPOSAL 


trifugal pump is shown in Fig. 85. Figs. 86 and 87 illustrate 
forms of so-called *nonelogging" impellers especially designed 
for handling sewage and drainage water. 

A very important feature of the centrifugal pump’s charac- 
teristic (for constant speed) is that the brake horsepower required 
by the pump usually increases as the head decreases, at least 
for quite a range, as shown in Fig. 88. This is due to the greatly 
increased quantity handled by the pump at the lower head, 
sometimes at considerably less than maximum efficiency. For 
this reason it is important to carry out the horsepower curve 
beyond the point of maximum lift, in order to know what load 
might be put on the motor by the greatly increased discharge 
which would result from a broken discharge pipe or an unusually 
high suction level. Commonly used designs of sewage pumps 
will show a maximum horse-power not much greater than the 
horsepower required at the best operating point, and it is cus- 
tomary to put on a motor large enough to take care of this 
maximum demand. This is important in sewage pumps 
because the time of high suction level (resulting in low total 
head) is likely to be the time of storm or other emergency 
condition when interruption of operation would be most serious. 

156. Screw Pumps.— The impeller of a screw pump is similar in 
form to the propeller of a ship. Its rotation causes the water to 
move axially or along the shaft. Such an impeller may be 
installed in a casing or shell which is practically a section of 
pipe. 

The screw pump is most advantageous in handling large 
quantities of water when the lift is small, not over 15 or 18 ft. 
Its principal application has been for handling large volumes of 
storm water, as at New Orleans. 

The screw pump usually has the desirable characteristic 
that with decreased head the capacity increases without corre- 
spondingly increasing the power required by the pump after 
passing the best operating point. Therefore, with high water on 
the suction side or low overall head, the pump is no less depend- 
able than under normal conditions. С 

157. Pneumatic Ejectors.—A pneumatic sewage ejector con- 
sists of an air-tight iron receiver with check valves on the inlet and 
outlet pipes, provided with a float-controlled valve or switch 
by the action of which compressed air is admitted to the receiver 
when the latter is filled, thus expelling the sewage. 
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In municipal sewerage works, ejectors are sometimes used to 
lift the sewage from small low-lying districts. They have also 
been used extensively for pumping sewage from deep basements 
into city sewers. 

One of the earliest types of pneumatic ejector is the Shone, the 
present form of which is illustrated in Fig. 89. This ejector is 
now made by Yeomans Bros. Co. Its operation is extremely 
simple. Sewage enters the receiver through the check valve 


Fic. 89.—Shone sewage ejector. 


B, and accumulates until it lifts the inverted cup D, with the aid 
of the flotation effect of the entrapped air; this closes the exhaust 
valves and opens the compressed air valve. The air then flows 
into the receiver and forces the sewage through the check valve 
F and into the discharge pipe, until the level of the liquid falls to 
Such a point that the weight of cup C and the water it contains 
causes the cup to drop and reverses the air valves. While the 
ejector is discharging, the incoming sewage is retained in the inlet 
Pipe, above check valve B, or is being discharged into another 
receiver. Fig. 89 shows the ejector discharging but nearly 
empty. The operation will be repeated as long as sewage flows 
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to the receiver and the supply of compressed air is maintained, 
if the seating of the check valves is not prevented by solid matter. 

These units discharge intermittently and consequently are 
usually installed in pairs and interlocked so that one discharges 
while the other is filling. This gives a more nearly uniform rate 
of flow in the discharge pipe and thus permits the use of a smaller 
pipe. 

The term sewage ejector is not limited to pneumatic ejectors, 
but is used also to include any type of apparatus suitable for the 
same service. Electric centrifugal ejectors are in common use. 
They are, in effect, small automatic pumping plants, including 
receiving tank, vertical centrifugal pumps, electrie motors, and 
float-controlled switches. 

158. Pumping stations have been classified in a variety of ways, 
such as according to capacity or nature of prime movers. For 
& detailed discussion or description of pumping stations, the 
student is referred to Vol. I, “ American Sewerage Practice," or to 
books dealing more partieularly with this subject. Examples of 
pumping stations are here given to indicate the methods of 
pumping sewage now in use. 

Fig. 90 illustrates & type of pumping plant frequently used 
for small installations. The equipment is automatic in operation 
and the ejector may be either of the centrifugal or pneumatic 
type. The building in which the equipment is housed consists of 
& dry well for receivers and pumps, while the motors or com- 
pressors may be placed on an upper floor in a superstructure of 
suitable size and appearance, or the entire equipment may be 
assembled below the street level, without superstructure of any 
kind and with admission to the dry well through manholes. 

Ward Street Pumping Station, Boston (Metropolitan Sewerage 
Works).—This station, as originally constructed, is typical of the 
best practice of its date, when large high-duty pumping engines 
were employed. It was built in 1902-1904. The buildings are 
of brick with granite trimmings, and include an engine room 65 by 
120 ft. for three 50,000,000-gal. pumping engines, of which two 
were provided; a boiler room 38 by 105 ft., for four vertical 
boilers; a coal pocket 39 by 52 ft., a screen chamber! 42 by 47 ft., 
and a chimney 150 ft. high with a 6-ft. flue. Fig. 91 shows plan 
and section of the station. The pumping engines were built by 


1 The screens at this station are described in “American Sewerage Practice," Vol. III. 
1st Ed., 321 et seq. 
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the Allis-Chalmers Company, and included vertical triple- 
expansion steam engines with cylinders 21, 38 and 58 in. in 
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Fig. 90.—'' Flush-kleen” dry basin sewage ejector. (Chicago Pump Co.) 


diameter, with stroke of 60 in.; and there are three outside 
packed single acting plungers 4814 in. diameter and 60 in. stroke. 
The fly wheels, two for each engine, are 18 ft. in diameter, and 
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Fra. 91.— Ward Street pumping station as originally built (Boston. Mass). 
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the speed is 25 r.p.m. for a capacity of 50,000,000 gal. per day. 
The lift is 45 ft. Each suction and delivery chamber contains 
36 valves, making a total of 432 valves for each engine. The 
nominal area of the waterway through the suction and discharge 
valves is about 200 per cent of the area of the pump plungers. 
Upon duty trial in 1906 these engines developed a duty of 152,- 
700,000 ft.-lb. per 1,000 Ib. of dry steam. Steam pressure was 
150 Ib. per square inch and slip was 3 to 3.6 per cent. 

Although these pumping engines have proved satisfactory and 
are still in use, nevertheless, when a third pump was required, 
instead of providing another of the same type as contemplated 
in the original plans, a centrifugal pump was selected. 


Тһе station was originally put in service in 1904. Since that time the 
design of centrifugal pumps has been so improved that it has been considered 
best to substitute one of this type for the plunger pump originally intended. 
The cost of the centrifugal unit as compared with the plunger type unit is at 
Present probably in the ratio of about 1 to 6.! 


The unit selected consists of à 36-in. Morris Machine Works 
centrifugal pump with a capacity of 50,000,000 gal. per day 
against a total lift of 45 ft. (of which 14 ft. are suction lift), 
directly connected to a Nordberg uniflow steam engine of 540 
hp., and running at 150 r.p.m., with a guaranteed duty of 103,- 
000,000 ft.-lb. per 1,000 Ib. of dry steam. This is used as a 
standby unit as its lower duty makes its operation less economical. 

North Side Pumping Station, Sanitary District of Chicago. 
The sewage pumping station at the North Side Treatment Plant 
of the Sanitary District of Chicago is shown in Fig. 92. Five 
pumps for pumping sewage from the intercepting sewers to the 
treatment plant are provided, two having a rated capacity of 
150 cu. ft. per second each and three of 100 cu. ft. per second 
each against a total dynamic head of 44 ft. They are of the 
horizontal centrifugal type, driven by direct-connected synchro- 
nous motors of 1,000 and 700 horse-power respectively, and are 
Set in a pit directly over the suction channel. Space is provided 
for a sixth unit. The pumps are preceded by coarse screens of 
the vertical lift type with 4-in. clear openings, and discharge 
into individual conduits merging into a 12-ft. influent conduit 
leading to the grit chamber. For protection against flooding, 
duplicate overflow siphon spillways are provided in the influent 


! Report, Metropolitan District Commission, 1924. . 
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conduit which discharge back into the suction channel. Keeping 
in mind that this station has about twice the capacity of the 
Ward St. station, it is readily apparent how much more compact 
is the centrifugal pumping layout. 


L — 


Fia. 92.—Sewage pumps at North Side Treatment Plant of the Sanitary District 
of Chicago, 


Problems 


1. Determine the elevations of the pipe inverts ar 1 weir crests of the 
siphon inlet chamber, Fig. 73, using the data given in the text, assuming the 
elevation of the 30-inch sewer invert as 100.00 ft. 

2. Determine the conditions under which each pipe in the inverted siphon 
in Fig. 74 comes into service and compute all head losses for the following 
assumntions. Total length of siphon between manholes = 75.0 ft. Maxi 


SEWER APPURTENANCES AND SPECIAL STRUCTURES 245 


mum discharge of 30-inch sewer (S = 0.001) = 13.2 e.f.s. Total fall 
available = 0.70 ft. 

3. A 5.0 ft. circular combined sewer of concrete (n = .013) on a slope of 
0.0005 will be full for the maximum discharge expected. It is desired to 
provide capacity for the maximum dry-weather flow of 10.0 с... plus an 
equal amount of storm water, and to divert the remainder over a side-weir 
into a storm-water outlet. Determine the length and height of side-weir 
required, 

4. Design a siphon spillway for the same conditions of flow as in Problem 
3 with С = 0.70 and 5.0 ft. available head. Draw plan and elevation 
showing siphon details. 

К 5. Determine sizes of duplicate pumps and receiver for a pumping plant 
similar to that shown in Fig. 90, to handle an average flow of 10,000 g.p.d. 
with hourly fluctuations as in Fig. 8 average curve, 


CHAPTER VII 


PRELIMINARY INVESTIGATIONS, SURVEYING, AND 
INSPECTION 


INVESTIGATIONS PRELIMINARY TO DESIGN 


It is desirable to make comprehensive preliminary investi. 
gations of the distriet to be sewered, not only to obtain the 
data needed by the designing engineer and contractor, but also to 
place on record authentic information as to the local conditions 
prior to the construction of the system, which may be affected by 
it. Suchinformation may be helpful in meeting future claims for 
damages. Contractors are justified in making lower bids when 
they are supplied with complete information about the con- 
ditions they will encounter than when they must estimate 
many of them. All facts ascertained, whether advantageous or 
not, should be made public, because the judgment of the engineer 
must be entirely unbiased and the contraetor should in all 
fairness have all the information available to assist in formulating 
his bid. Also if any facts are suppressed, contractor's claims 
for extras based upon such facts may be allowed by the courts. 

At the outset of the engineering work an attempt should be 
made to obtain all maps which furnish information about the 
distriet. City engineers, town and county surveyors, assessment 
boards, land title and insurance companies and publie utility 
officials often have such maps and will permit copies of them to 
Бе made. In large sewerage undertakings, the maps prepared by 
the U. S. Geological Survey and the Post Office Department 
may be useful and occasionally the Bureau of Soils of the U. S. 
Department of Agriculture is able to supply helpful maps. АП 
errors discovered in any of the maps should be marked on them 
so that later there can be no question about the errors in case 
these maps and uncorrected copies of them are used as evidence. 

159. Field Work.—Unless satisfactory maps are available, 
surveys must be made. The degree of precision required will 
depend on the conditions of the problem; in large, important 
work it is sometimes advisable to establish a preliminary triangu- 
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lation system. The surveys should furnish the precise location 
of street and property lines, street railways, publie parks and 
buildings, ponds, streams, large ditches and other features 
and structures which may influence, or be influenced by, the 
sewerage system. 

An accurate, permanent and complete system of bench levels 
should be established throughout the area to be covered by the 
proposed sewerage system. In heavy work а bench mark 
should be established on each block of every street in which 
а sewer is to be laid, and at frequent intervals where topographic 
details are to be obtained subsequently. Profiles should then be 
run on all existing streets and alleys, and if the existing and 
"established" grades are different, notes about the latter should 
be obtained. This work should be extended to cover the 
distriet within which sewers may be needed during the next 
30 to 50 years. "Topographie notes should be obtained for the 
plotting of a map with contours at intervals of 1, 2, 5, or 10 ft., 
according to the configuration of the ground. The elevations 
of the beds of streams, ditches, canals and culverts should be 
ascertained and the maximum and minimum flow in them 

etermined as accurately as practicable. 

While the surveys are in progress, full notes of all existing 
structures should be obtained. The elevations of the sills of 
buildings and the approximate depths of their cellars should be 
ascertained. The character, age and condition of the pavements 
of streets in which sewers will be laid should be recorded, and 
the areas of all roofs, sidewalks and paved private alleys and 
drives should be obtained. All outlets of public and private 
Sewers and drains and the discharge from each should be noted. 
Existing sewers should be investigated sufficiently to check the 
accuracy of the records of them, and if accurate records are 
lacking a survey of the sewers should be made. This is done by 
finding the location and elevation of the invert at each manhole. 
The condition of the sewers can be ascertained by illuminating 
their interiors with the aid of flashlights, or of two small mirrors; 
one is held at the top of a manhole so as to reflect sunlight to а 
mirror held by an inspector at the bottom of the manhole, who 
directs the light into the sewer to be examined. All available 
information regarding the location of water and gas mains, 
electric conduits and other underground structures should be 
obtained, and where such information is lacking it may be 
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advisable to dig pits in the streets to supply it. Fig. 93 indicates 
the numerous underground structures and pipes sometimes 
encountered in city streets. It is obvious that information 
as to the location of such pipes is needed before constructing 
additional sewers. 

All loeal rainfall and run-off data should be collected, or 
Where these are inadequate, measurements in the field should be 
undertaken if practicable. All information which builders and 
contractors can supply regarding ground water should be recorded, 
апа in the case of low-lying land it may be desirable to sink pits to 
find out what the ground water conditions are. 

The character of the soil in which the sewers must be con- 
structed should be ascertained in order to enable the cost to be 
estimated with fair accuracy. For investigations of shallow 
depths, a sounding rod is often used. This is a steel rod or a 
Pipe with a steel point and driving head. By placing the ear 
close to the rod as it is driven, it is possible, after a little practice, 
to estimate when the point passes into and through clay, sand, 
gravel and other earthy materials. When the rod strikes rock 
it rings. A post auger is often used to obtain samples of earth 
from shallow depths. For greater depths, well-sinking outfits 
are used, particularly in earth, and core drills are sometimes, 
although rarely, employed where it is desirable to obtain true 
samples of all underlying strata, or in other words, a vertical 
Section of the material to be traversed. 

Complete information concerning the local wages of unskilled 
and skilled labor and the cost of construction materials and sup- 
plies, and cost of construction of similar work previously 
done, should be ascertained. Freight rates should be looked 
up and also the rental charges for teams, trucks and equip- 
ment. This information is an aid in the preparation of reliable 
estimates, 

160. Office Work.—Work on maps and profiles should be 
carried on as soon as practicable after the field work, so that 
Studies preliminary to design may be started before the field 
work is finished. As a rule, maps on a scale of 200 ft. to 1 in. are 
large enough to permit all structures to be shown in adequate 
detail, but where there are many subsurface structures a scale 
of 100 ft. to 1 in. may be necessary for clearness. In Fig. 93 
showing a street intersection in Scranton, Pa., the large amount 
of detail sometimes required on such maps is indicated. The 
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maps will usually require more than one sheet, and in such cases 
& key map should be drawn showing the way the detailed maps 
fit together. The maps should show the location of all street 
railways, railroads, buildings, pipes, conduits, manholes, gate 
boxes, catch basins, and the names of streets, parks, public 
buildings and water courses. The magnetic or true north, or 
both, should be indicated. It is very desirable to have the 
sewerage map on а single sheet, as the relations of the different 
parts of the system are thus shown most clearly. 

A profile of each street in which a sewer is proposed should be 
plotted as in Fig. 53 p. 169. А vertical scale of 4 ft. to 1 in. and 
a horizontal scale of 40 ft. to 1 in. are commonly used. On 
these profiles should be plotted all information obtained from 
borings and soundings and the location of all pipes and conduits 
intersecting the proposed sewer trench. Тһе names of all cross 
streets, the kinds of pavements, the elevations of pipes and 
conduits running along or crossing the street, and the depth of all 
deep adjacent cellars should be shown on these profiles. 

When the construction is finished, record maps and profiles 
should be drawn to show clearly and locate accurately every 
. detail of the system, so that there may be no uncertainty in the 
future concerning the works as actually built. 

161. Contract Drawings and Specifications.— Detailed con- 
tract drawings should be completed before bids are requested, 
so that all of the data will be made available to prospective 
bidders. Such drawings should show, so far as practicable, all 
available information bearing upon the character of materials 
to be excavated, the location, size and character of structures 
likely to be encountered in the excavation, together with details 
of the works to be constructed. 

One of the contract drawings for the Emerson Street sewer 
at Louisville is shown in Fig. 94. This sewer is in an unpaved 
street so the ground surface is very irregular and there is less 
detail on the plan than where there are curb lines or numerous 
underground structures to be shown. The data usually required 
for preparing contract drawings are illustrated by this figure 
and the method of showing the data, with scales, may be seen. 
By comparing with the profile in Fig. 53, the greater amount of 
detail and the difference in scale and arrangement which this 
necessitates, is apparent. Note that both a plan and profile are 
required for indicating the work to be done. The water shown 
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in test borings gives the elevation of ground water as encountered 
at the time of making the boring. 

The contract and specifications should be so drawn as to set 
forth clearly, and as completely as possible, all work, require- 
ments and conditions included in or affecting the contract. 
While these details increase the engineering cost of the work, the 
net cost of the project will usually be less than where the drawings 
merely show in a general way what is to be done, or where the 
' specifications are incomplete or obscure. 


ENGINEERING WORK DURING CONSTRUCTION 


162. Laying Out Trench Work.— There are a number of differ- 
ent methods in use for staking out trenches for sewer construc- 
tion. Inundeveloped country stakes may be driven on the center 
line of the sewer at 50-ft. intervals, from which the line of the 
exeavation may be marked off on either side, after which the 
stakes are removed as the excavation proceeds. А similar 
method may be used in city streets, except that in place of the 
stakes large spikes are driven into the pavement. In order that 
these spikes may be readily found, a piece of heavy canvas about 
4 in. square may be placed on the ground and the spike driven 
through it, thus pinning the canvas to the surface of the street. 

Stakes or spikes may be driven on a line parallel to, and offset 
а few feet from the center line. In choosing the side on which 
these offset stakes should be driven, consideration must be given 
to the side of the trench on which the excavated earth will be 
thrown out, the stakes being placed upon the opposite side. 

163. Reference Marks.—In staking out a sewer trench, the 
lines should be so referenced that they may be located readily and 
quickly at any time during construction. Where an instrument- 
man is employed on the work constantly the line is sometimes 
marked only at the manholes, and the reference marks in such 
cases may be selected in several ways. The most rapid work 
is generally possible if two pairs of such marks approximately 
at right angles to each other can be selected, so that by stretching 
cords across both, the center point is given. It is not uncommon, 
however, for the conditions to require setting up the transit over 
one mark in a pair for locating the center point. An entirely 
different method is to locate each center point along the sewer 
line by tie measurements from two or more nails driven into 
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trees, posts or fences at points clearly described in the notes. 
If the ring of the steel tape is hung on each nail when the tie 
lines are measured, one man can give the center line from them 
without assistance. 

The bench marks should be established at frequent intervals 
and well referenced, for strict compliance with established grades 
is necessary in sewer construction and leveling can be done more 
rapidly and accurately where bench marks are conveniently 
located. 

164. Transferring Line and Gradeinto the Trench.— The terms 
"line" and “grade” are in constant use in connection with 
Surveys, and although the employment of the words is not 
strictly in accord with their meanings, it may be accepted as 
established usage. The “line” of a sewer is the horizontal 
projection of its axis; the “grade” (contraction of “grade line"), 
is the profile of the invert, and the “grade” at any point is the 
elevation of the invert at that point. During construction of a 
Sewer the line and grade must be transferred into the trench, in 
order that the sewer may be in the proper location and at the 
correct elevation. This transfer is usually accomplished by the 
use of batter boards, similar in a general way to those employed 
їп building construction, and described in a subsequent section. 

n sewer work the batter boards are commonly called ‘grade 
boards,” and using the definition of “grade” given above, this 
term is sufficiently accurate to justify its use. 

Grade boards (Fig. 95) are set across the trench at intervals, 
usually of about 25 ft. If the sewer is in an unpaved street, 
the grade board may be a 2- by 8-in. plank, several feet longer 
than the top width of the trench, set on edge across the trench 
with its top 2 or 3 in. above the surface of the ground, with 
earth tamped about each end until the board is held firmly. In 
soil stakes may be driven on each side of the trench, to which the 
grade board is nailed. Where the street is paved and it is 
undesirable to disturb the pavement more than is absolutely 
necessary, a 4- by 6-in. or 6- by 6-in. timber may be used as a 
grade board by weighting the ends with rock or earth until they 
are immovable. 

After a number of grade boards have been set in place, their 
Stationing is accurately determined by measurement, and the 
Sewer line is transferred to them, usually by a transit, and marked 
by a notch in the edge of the board. 
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А batten is set vertically on the same side of each board in 
such а way that one edge of each batten is directly over the center 
line of the sewer. The same side of every batten must be 
used over the center line, because the alignment of these battens 
is checked frequently by sighting along them as the work pro- 
gresses, in order to be sure that none has been disturbed. The 
battens may be made of 3- by 1-іп. stock dressed on all sides, 
about 3 ft. long 


Fic. 95.—Giving line and grade for pipe sewers. 


The elevation of the grade line at each grade board is computed, 
applying the rate of slope to the distance between boards, and 
adding the rise thus found to the grade elevation at the preceding 
board. At the end of each section or set of grade boards, the 
grade elevation should be independently computed from that at 
the last preceding manhole, as a check of that obtained by adding 
successive increments of elevation. 

After computing the grade elevations, some constant number 
of feet is added to determine the elevation at each grade board 
of the cord from which line and grade are to be transferred into 
the trench. This cord should generally be from one to two feet 
above the elevation of the ground. Its position is marked upon 
the center-line edges of the battens by nails. If а stout cord is 
fastened to а batten, drawn over the nail, stretched to the next 
batten, wrapped around it just above the nail, and this procedure 
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continued as far along the trench as desired, the cord will mark 
a line parallel with the center line of the sewer and a uniform 
distanee above the invert. Furthermore, this line will be so 
readily seen that it can be checked by sighting along it by the eye, 
without an instrument. 

Grade is transferred from the cord to the invert by а graduated 
pole with a foot piece, as shown in Fig. 95. This foot piece is 
placed on the invert of the pipe and the pole held plumb. "The 
pipe is then raised or lowered until it is the right distance below 
the cord. A plumb line is then held lightly against the cord 
and the pipe shifted sidewise until its crown is directly below 
the point of the plumb bob, and the elevation determination is 
repeated if necessary. 

165. Field Notes.—All records made in staking out trenches 
should be made in standard notebooks, kept thoroughly indexed 
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during the progress of the work. Construction should never be 
delayed by imperfect or inadequately recorded work of surveying 
Parties. Fig. 96 gives а form of notes which has proved satis- 
factory. The notes should give the elevation of the invert 
for each station where an elevation is required, the slope of the 
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sewer, its size and all level notes by means of which such grades 
were determined. All secondary readings used in checking 
grades should be recorded also. It is of the utmost importance 
that all work should be checked, preferably by a second inde- 
pendent determination rather than a mere checking of figures 
when such an independent method ean be developed. 

In running any levels, as for setting grade boards, the last 
set-up should be checked on a bench mark. This bench mark 
should always be a different one from that used at the beginning 
in order that every group of levels may be tied to at least two 
bench marks. This method serves not only as a check on the 
work, but also discloses injury, whether accidental or malicious, 
to any bench mark. The cut or depth of excavation found by 
leveling should be checked roughly by comparison with the cut 
shown upon the profile. On account of the value of records of 
subsurface conditions, particular attention should be paid to 
recording the characteristics of the soils, ledge, ground water, 
pipes, culverts and other underground structures encountered. 
It is well, also, in recording the date, to enter the weather condi- 
tions when the survey is made. 

166. Quantity Ѕигуеуѕ.— Тһе measurements which must be 
made for quantity surveys will be governed by the method of 
payment stated in the contract. If the payment is made on the 
basis of the length of trench, it is unnecessary to make such 
detailed measurements as when the payment is computed on the 
basis of quantity of excavated material. In the latter case, & 
profile along the center line must be made, showing the ground 
surface and the profile of the top of all ledge encountered. Care 
must be taken to make the records of all conditions affecting 
quantities complete, in order to be able to justify all estimates 
for payments. It is customary in some engineering offices to 
prescribe certain limits to which the quantity of excavation shall 
be paid for, although the contractor may excavate beyond 
those limits if necessary and, if the structure can be built in a 
narrower excavation, he is not required to take out material to 
the full width shown by the “‘lines of excavation" on the drawings. 
If the contractor is paid by unit prices, however, it is advan- 
tageous that the engineer's notes should show exactly what he 
did, irrespective of contract agreements regarding ''lines of 
excavation,” for it is only by having accurate records of what 
was accomplished that the actual facts can be reported in case of 
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need, and such information has real practical value to the engi- 
neer. Difficulties often arise on account of insufficient measure- 
ments and records, but rarely on account of too many. 

In the case of works covering a substantial area, such as pump- 
ing stations or treatment works, the surface to be excavated should 
be cross-sectioned, as should all ledge encountered as the work 
progresses. All features calling for special payment under the 
contract should be measured in advance of the work, such as 
the area of pavement to be removed, the area and quantity of top 
soil to be removed and kept for future use, and the length of pipe 
to be taken up for relaying. 

167. Location of Branches and Specials.— The length of each 
size of pipe laid in each section of the work and the character 
and location of all branches and other specials must be recorded. 
The recording of the branches by inspectors is often unsatis- 
factory. It is sometimes the practice, when the engineer is not 
present all the time the work is in progress, for a pole to be placed 
at each branch, with its top extending to the surface of the street, 
80 as to enable the engineer to prepare such reference marks or 
records as he considers best when he next visits the work; but 
such poles may not remain vertical, or they may be pulled up and 
lost, or replaced in incorrect locations, so that they are not 
entirely trustworthy. Some engineers require their inspectors 
to locate the branches from marks on the sheeting of the trench 
or by ties to stakes driven on one side of the trench. On account 
of the many mistakes which arise when branches are located by 
persons unfamiliar with the importance of the work, it is prefer- 
able to leave them uncovered until the engineer can take the 
necessary measurements. One method of location is by 
determination of the “station” of the branch or other fitting, by 
measuring the distance from the preceding grade board. This 
should be checked independently by the measured distance from 
the next grade board, and the sum of the two measured distances 
should be compared with the distance between the two boards. 
One of the best methods is to measure the distance of each branch, 
às soon as laid, from the last preceding branch, showing the 
figures on a sketch which should also indicate on which side of the 
Sewer the branch is situated. The distance of the first branch 
after passing a manhole is measured from the center of the man- 
hole, and the distance from the last branch before reaching the 
next manhole, to the center of that manhole is recorded also. 
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The successive distances are recorded on one side of the line 
representing the sewer between two successive manholes, and the 
sum of the distances on the other side. This sum must equal the 
distance between the manholes, as given by the stationing; and 
the inspector should be required to make this check and show 
it in his notes. 

It is of the greatest importance that the location of branches 
be correctly recorded, otherwise much difficulty will be expe- 
rienced in finding them when building connections are to be 
laid. 

The dimensions of manholes, catch basins, flushing chambers 
and other structures should be measured as soon as they are 
completed. The length, size, location and construction of 
underdrains should be measured and recorded. The dimensions 
of all sheeting left in place and its location should be recorded, 
and it is desirable to record the same information relative to sheet- 
ing used and removed. 

168. Structural Surveying.—The surveying done in connection 
with the construction of treatment works, pumping stations and 
similar parts of a sewerage system is performed like the surveying 
work in building operations. The object is to transfer lines from 
carefully established bases and elevations from permanent bench 
marks, and to do this work in such a way as to avoid delaying the 
workmen. The nature of the construction operations carried 
on is such that the working gangs can proceed most rapidly if 
they are provided with means of checking many of the lines and 
elevations approximately without calling upon a surveyor. Such 
means are furnished by batter boards, generally placed at the 
main corners and at other places where they will be of service. 
A batter board is a horizontal board held in place outside the 
building line far enough to be undisturbed by the work, on posts 
set vertically and firmly in the ground. On the top edge of this 
board nails are driven directly on the building lines to which the 
work is being constructed; at first, in many cases, the line will 
be that of the footings, and later it will be that of the wall. Asa 
board will often carry a number of nails, each should be marked 
to indicate the line on which it lies. If a cord is stretched between 
the nails on two batter boards on opposite sides of a building, it 
will give the desired line of footing or wall, as the case may be. 

The top edges of the batter boards should, if possible, be a whole 
number of feet above the elevation of the bottom of the structure. 
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for fractional dimensions in working from batter boards often 
lead to mistakes. During the progress of the excavation the 
foreman can be provided with a rod having a crosspiece nailed 
to it at a distance from one end equal to the elevation of the 
batter board above bottom grade. By sighting across the batter 
boards at the top of this crosspiece while the rod is held vertically 
it is possible to check closely the depth of excavation at any point 
and thus avoid taking out more material than is necessary. 

In doing such surveying, care must be taken to provide one 
or more base lines which will not be disturbed. These lines 
should have transit points accurately established on them, 
Which will remain permanent and easily accessible throughout the 
construction period, and from which the main points on the batter 
boards can be checked from time to time. In some soils which are 
much affected by the action of frost and changes of temperature, 
the main points on the base lines will require markers which will 
not change their position, for ordinary stakes will not remain in 
Place. Similarly the bench marks must be selected so that their 
Permanence is assured and the surveyor can use them readily 
as the work proceeds. Care should be taken to have sufficient 
bench marks to make turning points unnecessary in most of the 
work, and to permit ready checking of the elevation of the batter 
boards at frequent intervals as the work proceeds. 

Lines and elevations should be given by the surveyor on all 
forms before concrete is poured, and the correct location of all 
parts of the structure should be tested by him before the work 


on them proceeds. It is only in this way that costly errors can 
be avoided. 


INSPECTION 


169. Object of Inspection.— The object of inspection is to 
See that the engineer's plans and specifications are carried out 
faithfully. Inspectors are assigned to the resident engineer 
for this purpose, and one of their duties is to safeguard all his 
reference and bench marks, batter boards and the like, and to 
check them at frequent intervals as well as they can, so as to 
detect at once any disturbance of these points which might 
Introduce errors into the work. The inspectors should also see 
that all transfers of line or grade from the engineer's reference 
marks by the contractor's forces are made accurately. Work- 
manship must be inspected constantly in order to ascertain that 
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all necessary details are given the proper attention. For example, 
it is essential that pipe inverts be set at the proper grade, the 
joints made as required, the surplus jointing material removed 
from the inside of the pipe, water kept away from the joints 
until they have hardened, concrete mixed properly, the forms 
built to give a satisfactory surface on the finished work and placed 
correctly. The eye must be trained to notice any deviation 
from courses, lines, grades, or standards of workmanship. 

170. Excavation and Backfill.—Carelessness in excavation 
may cause the settlement of adjoining structures, with conse- 
quent financial losses. The inspector should, therefore, watch 
for unnecessary excavation, insufficient bracing of the trench 
and failure to drive the sheeting sufficiently ahead of the excava- 
tion to prevent materials from flowing into the trench. When it 
seems possible that the excavation may cause settlement or 
other damage to adjacent buildings, elevations of controlling’ 
points, such as steps, corners, window sills and the like, should 
be taken before the work nearby has begun, and later at intervals 
as the work progresses. Where the structures are important or 
damage to them will result in large financial losses it is desirable 
to have photographs of them taken from time to time, the 
negatives being dated and signed by the person making them. 
When the excavation approaches the required elevation the 
inspector should take precautions to prevent the removal of 
material from below this elevation except when it is of such a 
character that it must be replaced by better material. 

The backfilling of an excavation must be watched carefully 
to see that there is no disturbance of the sewer or other structure. 
Where underdrains are laid it is particularly important to see 
that the specifications are carried out faithfully and all refilling 
below the pipe is done thoroughly. As the backfilling progresses 
the inspector should prevent the dumping of material directly 
upon pipe or masonry, and make sure that the materials are 
suitably distributed, spread and compacted. After the trench 
has been filled to the height of a foot or so above the crown of the 
sewer, the backfill may sometimes be dumped or scraped into the 
trench; but where the fall of the material is greater than 5 ft., 
it should drop first on a timber grillage or other device to absorb 
the shock. 

Sheeting which has been driven below the springing line of a 
sewer ordinarily should not be removed, for it is difficult to fill 
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the voids left by such withdrawal. This is true, in even greater 
degree, of sheeting driven below the bottom of the trench. 
When sheeting is withdrawn the work should be done a little at a 
time, and where important the voids should be filled with the aid 
of a water jet. A piece of 34-in. pipe, attached to a garden hose, 
and foreed down through the backfilling and moved about 
while water flows through it, will serve this purpose. "The exact 
method of performing the work will be determined largely 
according to the character of the ground traversed. 

171. Concrete Materials.— The inspector is not usually 
required to test cement, but he should be watchful of all deliveries 
to make sure that only cement which has passed the tests is 
used in the work. Where cement is obtained from a dealer's 
warehouse this will often require tagging acceptable cement 
and placing the tagged bags aside for the exclusive use of the 
Sewerage work. Where the cement is delivered to a contractor's 
Storehouse in carload lots, tagging is unnecessary, but no lot of 
cement which has not passed the tests should be mixed with that 
Which has been approved. 

The degree and nature of the inspection of sand, gravel, 
crushed stone and brick will depend upon the local conditions 
and specifications for such materials. The inspector must be 
alert to detect at once any change in the quality of these materials, 
even if the change is not prejudicial to the work, and to watch 
for the presence of loam and dirt in aggregates intended for 
concrete or mortar. 

It is even more important to insure that the requisite quan- 
tities of cement, water and aggregate are placed in the concrete 
mixture used. This necessitates a careful checking of quantity 
4s well as of quality of the materials as used. 

The deliveries of reinforcing steel should be checked to make 
Sure that they conform with the bill of materials and the cross- 
Sections of the rods should be measured. Absolute adherence 
to the usual specification that rods shall be free from rust and 
mill scale is difficult of attainment, and engineers are reluctant 
to compel a contractor to assume the substantial expense which 
Strict compliance with the requirement entails, in view of the 
Protective effect of the mortar. Serious rusting or pitting is 
Eround for rejection of the steel, but the inspector should get 
clear instructions from the resident engineer as to what ‘‘serious”’ 
shall signify on the work in hand, and what may constitute а 
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reasonable interpretation of the specifications relative to this 
subject. 

172. Cast-iron Pipe.— This should be inspected as it is 
unloaded from the саг and again before it is lowered into the 
trench. Special attention should be paid to the detection of 
cracks in the spigot end. The inside and outside are rubbed with 
а heavy cotton mitten or bunch of dusty waste, which forces 
enough dust into a crack to make it visible. The presence 
of а crack can sometimes be detected by the ring of the metal 
when it is struck with а wooden mallet, while suspended in the 
unloading slings or on the skids. 

173. Vitrified Pipe.—If vitrified pipe is furnished by а manu- 
facturer with a reputation for good mill inspection it is generally 
considered unnecessary to inspect the pipe at the mill, but 
because of danger of damage in transportation the pipe should 
be inspected as it is unloaded from the cars and again before it is 
placed in the trench. The inspection is made by striking the 
pipe with a light hammer, and examining it for warping, deforma- 
tion, defects in the bell and spigot, and poor interior condition. 
A light tap of the hammer on a pipe set on end will indicate the 
presence of a crack so small as to be invisible until the surface 
has been wiped with chalk and the pipe again tapped lightly with 
the hammer, which will cause the crack to become filled with 
chalk and visible. 

174. Final Inspection.—Notwithstanding that the daily inspec- 
tion may have been thorough and painstaking, a complete and 
systematie inspection of the entire work should be made before it 
is accepted. 

The engineer should walk through the entire length of all 
large sewers, with a powerful lamp equipped with a good reflector, 
to observe critically their physical condition, cracks, abrasions, 
leaks, defects or weaknesses of any kind, and the presence of 
foreign substances, such as lumber, bricks and debris. 

All small sewers should be systematically inspected by means 
of light thrown in either by reflecting sunlight, or by powerful 
electric lamps with reflectors. 

It is well to measure as accurately as practicable the amount 
of water leaking into the sewer at a time when conditions are 
favorable to infiltration. At certain seasons of the year there 
may be little or no infiltration because the sewer lies above the 
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level of the ground water, while at other seasons it may be under 
considerable head and the leakage may be significant. 

The final inspection of all other structures and equipment must 
be performed in а manner suited to determine the condition 
of materials and workmanship used in the particular structure 
or equipment. Loading tests may be required for strength, 
while test runs may be necessary to determine whether equipment 
satisfies specifications. 

175. Relationship of Engineer and Inspectors with the Con- 
tractor.— The engineer is usually in the position of a judge 
rather than an advocate, and one of his duties is to interpret 
the requirements of the contract and specifications with fair- 
hess to the two parties to the contract, whose interests may 
conflict at times. This position is often a difficult one and 
requires diplomacy, selfeontrol and firmness, to which experience 
may add an important qualification. The inspector is the 
engineer’s representative on the work during the latter’s absence. 

A spirit of active and friendly co-operation with the contractor 
should always be cultivated by members of the engineering corps 
in the interest of good and rapid construction. Under such 
conditions mutual respect is usually soon established, and if 
questions arising in the interpretation of the contract are decided 
in the light of common sense and fairness, the work should proceed 
under harmonious and favorable conditions. 


Problem 


1. Prepare field notes needed for staking out Sta. 13 to Sta. 17 of the 
Sewer shown in Fig. 53. Give elevations at 25-ft. intervals, assuming 
H.I. — 207.00 and cord to be 20.0 ft. above sewer invert below Burr St. 
and 15.0 for the 8-in. Oak Grove Ave. sewer above Burr St. Note that 
M. Н. at Oak Grove Ave. and Center St. is at sta. 15 + 00, and distances 
between manholes are given in Table 41, page 172. 


CHAPTER VITI 
PIPE AND MASONRY SEWERS 


PIPE SEWERS 


176. Sizes.—Sewer pipes are manufactured and sold as а 
commercial produet in sizes from 4 to 42! in. in diameter. 

Certain kinds of pipes, such as cast iron, steel, and reinforced 
concrete, either are manufactured regularly or can be obtained 
readily in still larger sizes For the purposes of this discussion, 
however, sewer pipe will be considered as limited by the standard 
sizes of pipes especially made for sewers with 42 in. as a maximum. 

The standard sizes approved by the American Society for 
Testing Materials (A.S.T.M.) range from 4 to 12 in. by increments 
of 2 in. and from 12 to 42 in. by increments of З in. 

177. Requisites.— The principal requirements of any pipe to be 
used for sewers are strength, durability, imperviousness, smooth- 
ness, hardness, uniformity of size and shape, joints of such 
type that they can be made tight, and low cost for economy of 
construction. 

Obviously, the pipe must have sufficient strength to stand 
the stresses to which it will be subjected, otherwise it will crack 
or possibly collapse, and if the sewer is not entirely closed by 
collapsing, water will leak in or sewage will leak out, and much 
trouble and expense may result. It must be made of such 
materials and by such methods that it will be able to withstand 
indefinitely, or for a long time, the effect of destructive agencies 
to which it may be subjected; these will vary with locality and 
conditions of exposure, and may include frost, and corrosive gases 
or acids or alkalies in the sewage or in the earth in which the »ipe 
may be laid. It must be sufficiently impervious to preven the 
admission of a material quantity of ground water, or the escape 
of sewage into the earth. It must be smooth on its interior 
surface, in order to avoid excessive frictional resistance and 
obstruction to flow. It must be hard so as to resist erosion. 


1 Sizes larger than 36 in. in vitrified clay pipe, and 24 in. in plain cement-concrete pipe, 
cannot be obtained readily at the present time—1929. 
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It must be uniform in size and shape in order to avoid projections 
and irregularities at the joints. The joints must be so designed 
and constructed that they will be and will remain tight. Finally, 
the cost of the pipe must be such that it can be used with economy 
when due consideration is given its qualities and to the conditions 
under which it is to be employed. 

178. Kinds oi Pipe.—' Two kinds of sewer pipe are made 
commercially—vitrified clay and cement-concrete sewer pipe. 

Drain tile is also made of both these materials, and differs 
from sewer pipe principally in that it is made without sockets 
(the ends of the lengths being merely butted together), it is not 
usually salt glazed, and the quality of material and workmanship 
is somewhat less carefully controlled. Clay tile usually are 
burned at a lower temperature than sewer pipe, which may result 
in less blistering, smoother interior surface and less distortion 
from heat. While drain tile is not suited for sewerage work, it is 
important to know something of its characteristies, since there 
are available data from tests upon drain tile which, with some 
allowances, are applicable to sewer pipes.! 

Other kinds of pipe are sometimes used for sewers, notably 
reinforced concrete, which has been employed extensively in 
Sizes for which monolithic concrete and brick sewers also may 
be considered. Under special circumstances, cast-iron, steel 
and even wood-stave pipes have been employed. 


VITRIFIED CLAY PIPE 


179. Manufacture.—Vitrified clay pipe is made from clays 
or shales, or a mixture of them, which are pulverized in a mill 
and then mixed with water to form a dough of uniform con- 
Sistency. This dough or tempered clay is delivered to a press 
which forms the pipe, operating with a pressure of about 120 Ib. 
рег square inch. The clay fills the “mud cylinder” of the press, 
and is forced out through a die which forms the pipe. The pipes 
Eo from the press to the dry room for “seasoning” or drying and 
shrinking by exposure to warm air, and after this they are burned 
їп а kiln. The heat is carefully regulated, first at about 300°F. 
for several hours, so as to drive off the remainder of the water 
Without cracking the pipe; then at 1200? to 1400*F. for the oxida- 

А noteworthy example is the very detailed series of experiments upon flow of water in 


(Bun tile made for the U. S. Bureau of Public Roads, Dept. of Agriculture, by D. L. Yarnell 
» 854). No such exhaustive experiments upon flow in sewer pipe have ever been made. 
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tion of organic material in the clay and the gradual escape of the 
resulting gases; and finally at the vitrifying temperature of 2000 
to 2200°F. Under this heat the particles which are subject to 
melting, most of which are compounds of silicon, flow and 
surround the more resistant particles, forming a dense, hard, 
coherent mass. This is the process known as vitrification. 
During this process, ordinary coarse salt is thrown upon the fires, 
and under the intense heat the sodium of the salt combines with 
the silica in the clay to form a glass—the glaze of the pipe. The 
entire process of burning sewer pipe requires from 2 to 12 days, 
depending upon the size of the pipe. 

180. Shapes and Dimensions.—Originally, each manufacturer 
of vitrified pipe had his own standards, differing from every 
other in most particulars except internal diameters. In course 
of time, however, practice became more nearly standardized 
and two nearly uniform sets of dimensions came into general 
use for “standard” and “‘double-strength”’ sewer pipe, the latter 
being made only in 15-in. and larger sizes. Somewhat later the 
demand for larger and deeper sockets became sufficient to 
result in the so-called ‘‘deep and wide socket," which could be 
obtained upon either “standard” or ''double-strength" pipe. 
There were then four generally recognized classes of sewer pipe, 
namely, standard, standard with deep and wide socket, double 
strength, and double strength with deep and wide socket. 

Although dimensions and weights of pipe from various makers 
were not uniform, the figures given in Table 48 may be taken 
as a fair representation of the manufacturers’ standards. 

In an attempt to reduce the number of classes and patterns of 
pipe in use, the A.S. T. M. adopted (1924) a single class of sewer 
pipe, in which the thickness of shell is that of the manufacturers' 
*double-strength" pipe for sizes in which double-strength pipe 
is made, and in which the dimensions of the socket are inter- 
mediate between those of the manufacturers’ standard" and 
the “деер and wide socket." The dimensions of vitrified clay 
sewer pipe required by the A.S.T.M. specifications are given in 
Table 49. 

The A.S.T.M. standard of a single class of pipe has not been 
adopted generally and modification of the specifications is now 
(1929) under consideration. 

There is considerable demand for thinner pipe than the 
* double-strength" (A.S.T.M.), and the Clay Products Associa- 


TABLE 48.—APPROXIMATE DIMENSIONS AND Weicuts or Sewer Pire (Eastern Clay Products Association, 1925) 


Single-strength pipe, 


1 Double-strength pipe conforming, 
deep and wide socket 


Single-strength pipe in general, to АТМ standards 
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2 Eastern Clay Products Association, 1925. 
3 American Sewer Pipe Company, 1916, 
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tion has issued a pamphlet of standards in which the A.S.T.M. 
dimensions are generally followed for ‘‘double-strength”’ pipe, 
and dimensions in Table 48 for “‘single-strength”’ (“Standard”) 
pipe, but with sockets of the same general shape as the A.S.T.M. 
pattern. The deep and wide sockets are still furnished by some 
manufacturers while others have stopped making them. 


TABLE 49.— DIMENSIONS OF CLAY SEWER PIPE 
(American Society for Testing Materiais) 


Inside Approxi- 


Internal | Laying e Depth Mini- 1 mate 
5 at mum Thickness Я 
diameter, | length, of socket, weight 
: ft mouth е taper of of socket foot? 
oi Я of socket, socket ї , 


Ib. 


4 2 6 14 1:20 96 | The thickness of 9 

6 2 8M 2 1:20 54 the socket 34 in. 15 

8 2, 224, 3 1034 214 1:20 x from its outer 24 
10 2, 236,3 | 13 214 1:20 % end shall not be 33 
12 2, 214, 3 154 214 1:20 1 less than three- 45 
15 2, 236,3 | 1834 2 1:20 1M fourths of the 75 
18 2, 234,3 | 221 3 1:20 114 thickness of the 105 
21 2, 214, 3 26 3 1:20 134 barrel of the 145 
24 3 2914 3 1:20 2 pipe. 185 
27 3314 314 1:20 24 235 
30 37 314 1:20 214 300 
33 4014 4 1:20 2% 350 
36 44 4 1:20 234 385 
39 4714 4 1:20 2% 
42 51 4 1:20 3 


1 When pipes are furnished having an increase in thickness over that given, the diameter 
of socket shall be increased by an amount equal to twice the increase of thickness of barrel. 
3 From “ Tentative Standards” issued by Clay Products Association, 1925. 


'The joint room provided in sockets of the A.S.T.M. design 
is not sufficient to satisfy those engineers who demand a ‘‘deep 
and wide socket” and it seems unlikely that standardization will 
be accomplished upon the basis of a single class of pipe. At 
present some of the makers continue to produce their regular 
classes of pipe, as above stated, and it may be necessary to 
modify the A.S. T. M. requirements so as to cover the four classes, 
although it is to be hoped that standards may be adopted so that 
the dimensions of any class will be identical throughout the 
country. 

Although the A.S.T.M. specifications extend to pipes 42 in. 
in diameter, the manufacturers' lists include no sizes larger than 
36 in. Under present conditions, and in view of the concrete 
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backing which would usually be needed for the larger sizes, 
vitrified pipe sewers larger than 27 or 30 in. in diameter are 
likely to cost more than monolithie concrete. 

181. Physical Properties.—In accordance with the specifica- 
tions of the A.S. T. M., clay sewer pipe must have the following 
qualities: 


It must withstand internal hydrostatic pressure of 5 lb. per square inch 
for 5 min., 10 Ib. for 10 min. and 15 Ib. for 15 min., applied in this sequence, 
without showing leakage. 

Sound pieces of pipe, with all edges broken, and thoroughly dried, must 
not absorb more than 8 per cent of their weight of water, after boiling for 
5 hours, 

The average crushing strength per foot of length, with the types of loading 
shown in detail in the specifications, must not be less than the amounts 
given in Table 50. 


182. Comparison of Test Results with Strength Developed 
by Pipe as Laid.—A comparison of the requirements as to 
Strength developed under different methods of testing indicates, 
аз has been found to be a fact, that the two- and three-edge 


TABLE 50.—PnuvsicAL Test REQUIREMENTS OF CLAY SEWER PIPE 


Average crushing strength, pounds per linear 


foot 
Internal diameter, 
шера Knife-edge and three- 


edge bearings pand beatings 


4 1,000 1,430 
6 1,000 1,430 
8 1,000 1,430 
10 1,100 1,570 
12 1,200 1,710 
15 1,370 1,960 
18 1,540 2,200 
21 1,810 2,590 
24 2,150 3,070 
27 2,360 3,370 
30 2,580 3,690 
33 2,750 3,930 
36 3,080 4,400 
39 3,300 4,710 
ңы 42 3,520 5,030 
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method give substantially equal results, while the sand-bearing 
method gives results approximately 50 per cent higher. 

Professor Anson Marston's experiments have shown that tests 
with sand bearings indicate with substantial accuracy the strength 
which will actually be developed by the pipe in the ground, when 
the “ordinary” method of laying is employed. 

The **two-edge bearing" or knife edge requires that the pipe be 
supported upon a metal bearing 1 in. wide, and the load applied 
through a similar bearing at the top of the pipe. The “‘three-edge 
bearing" involves two strips of wood, with 1 in. clear space 
between them, as the support for the pipe, and a straight wooden 
block as the upper bearing through which the load is applied. 
* Sand bearings" require the use of sand boxes in which the pipe 
is imbedded in sand, for one-fourth the cireumference at both 
upper and lower bearings. 


CEMENT-CONCRETE PIPE 


The materials used in cement-concrete pipe are portland 
cement, suitable aggregates, and water. 

183. Manufacture.—Cement-conerete pipes are made in 
metal molds with a concrete mixture of suitable proportions and 
consistency, and well compacted by ramming (tamping process) 
or pressure (packerhead process). In either case the concrete is 
subjected to great pressure, after which the molds are removed 
and the pipes are cured from 48 to 72 hours in a room kept warm 
and damp with low-pressure steam, а water spray, or both. 
High temperature accelerates the hardening of the concrete. 
Curing in such a manner as to avoid the evaporation of the water 
needed for hydration of the cement is of great importance. Itis 
stated that web-like markings on the surface of the pipe are 
indicative of proper hydration and curing. 

Unreinforced, or plain concrete pipe may also be made by the 
centrifugal process, in which a measured quantity of wet concrete 
is placed in a mold which is then rotated rapidly about its axis. 
The centrifugal force packs the concrete solidly against the form, 
so that the pipe can be removed at once for curing. This 
process gives a dense, smooth pipe, but is not well adapted 
to forming а socket joint, and collars have been used for jointing; 
it сап be employed to advantage for pipes of greater length 
than those called for by the A.S.T.M. specifications. The 


= 
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centrifugal process has not yet been used much in the United 
States, except for pipes of reinforced concrete. 

184. Dimensions.— The A.S.T.M. standard dimensions for 
cement-concrete sewer pipe are tlie same as those for vitrified- 
clay pipe (Table 49), except that the laying lengths for 4- and 
6-in. pipes may be either 2 or 215 ft., instead of 2 ft. only, as 
for the vitrified pipes, and that the thickness of barrel for 
some of the sizes above 21 in. is slightly greater for concrete than 
for clay pipe. ' 

At the present time (1929) these pipes are being made com- 
mercially in 4- to 24-in. sizes. Few, if any, makers are equipped 
to furnish larger than 24-in. plain concrete pipe. 

185. Physical Properties.—In accordance with the specifica- 
tions of the A.S. T. M., cement-concrete pipe must have the same 
physical properties as given for vitrified clay pipe. 

186. Reinforced-concrete Pipe.—For sizes above 24 in. dia- 
meter and up to 108 in., reinforced-concrete pipe may be used. 
Such pipe may be field-east, machine-made, or made by the 
centrifugal process. Field-cast pipe are manufactured on or 
near the site of the work, and require the use of inner and 
outer steel forms. Machine-made pipe must be made in a per- 
manent plant where the concrete can be subjected to great 
pressure, as in the case of plain concrete pipe. This process has 
been used only for sizes up to 54- or 60-in. In the centrifugal 
process only an outer form is required and the concrete is com- 
pacted by centrifugal force. 

The larger sizes of pipes must be compared with monolithic 
concrete or brick sewers and do not come within the definition 
of pipe sewers adopted in this chapter, which limits the size to 
12-in. diameter. 

Socket and spigot joints of the ordinary type may be used for 
reinforced-conerete pipe. Most of the makers have adopted a 
Joint of the mortise and tenon pattern, in which there is no 
enlargement of the external diameter, or diminution of the 
internal diameter, at the joint. ° 

Reinforced-concrete pipe can be made of sufficient strength 
and tightness to withstand a considerable internal pressure 
and, therefore, it has been used in some cases for force mains and 
Inverted siphons. 

Minimum thicknesses, amounts of steel, and ultimate test 
loads for reinforced concrete pipe up to 72 in. in diameter have 
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been tentatively adopted by the American Concrete Institute as 
given in Table 51. 


TABLE 51.—Мїхїмпм Dimensions AND ULTIMATE STRENGTH REQUIRE- 
MENTS OF REINFORCED-CONCRETE SEWER PIPE 


(Tentative Standard Specifications, American Concrete Institute, 1925) 


Minimum dimensions for Ultimate load in pounds 
per linear foot of pipe 
28 d 
Internal Field-cast pipe Shop-made pipe ОЗ daya) 
diameter 
of pipe, Minimum Minimum 
inches Thickness, | аге Steel | Thickness, | ea steel, | Three-edge | ^ Sand 
inches pice ae inches жарада bearing bearing 
per linear per linear 
foot foot 


24 0.065 214 0.15 3,000 4,500 
27 0.065! 2% 0.18 3,300 4,950 
30 0.085 234 0.21 3,600 5,400 
33 0.105 234 0.24 3,900 5,850 
36 0.125 3 0.36 4,200 6,300 
42 0.150 334 0.42 4,700 7,050 
48 0.210 334 0.46 5,100 7,650 
54 0.250 41$ 0.50 5,500 8,250 
60 0.290 414 0.54 5,800 8,700 
66 вы 0.320 434 0.58 6,000 9,000 
72 0.360 5 0.62 6,200 9,300 


E Nore: Sizes below heavy line have reinforcing near both inner and outer faces. 
1 Correctly copied, but probably should be 0.075. 


CAST-IRON, STEEL AND WOOD PIPE 


187. Cast-iron Pipe.— Where a sewer is under considerable 
internal pressure, as in force mains and inverted siphons, and 
where subjected to heavy external pressure as under railroad 
embankments, cast-iron pipe generally has been used, although in a 
few instances steel or wood-stave pipes have been employed, and 
recently the use of reinforced-concrete pipe has become common. 

Cast-iron pipe sewers have also been employed in some 
cases where the quantity of water in the ground was large and 
whére it was particularly desirable to limit the leakage of ground 
water into sewers as much as possible. 'Тһе relative ease of 
making water-tight joints with cast-iron pipe, as compared to 
sewer pipe, as well as the imperviousness of the iron pipes them- 
selves, has been largely responsible for this use. 

Cast iron is also commonly used for the outfall or discharge 
end of а pipe sewer where it empties into a body of water, 
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Owing to its greater resistance to the action of flowing water, 
ice, drift, and the like. The submerged outfalls in Boston 
harbor are illustrations of such use, and similar outfalls in 
Lake Erie at Cleveland are examples of the use oi reinforced- 
concrete pipe. 

188. Steel Pipes.—Under unusual conditions, as for instance 
where light weight may be of importance, steel pipes have been 
used for sewers in some cases; but the obstructions caused by 
rivet heads and joints are objectionable and the metal is subject 
to eomparatively rapid corrosion. 

189. Wood pipes have also been used in a few cases, especially 
for outfall sewers; although the wood does not decay if constantly 
wet and does not become roughened, nevertheless the bands 
corrode rapidly, and wood pipes generally have but a short life. 


LAYING PIPE SEWERS 


190. Method of Laying Pipe.—Great care must be taken in 
handling sewer pipe to prevent injury to it. Pipes up to 24 in. in 
diameter are usually taken from the cars by hand, but where 
larger sizes must be handled in quantities a derrick will probably 
save time and breakage, although these large pipe can be moved 
by hand with the aid of skids. If the pipes are placed in storage 
they should be laid in piles, the sockets of one row alternating 
with the spigots of the next row, and all pipes securely held by 
blocking, to prevent a run of the pipe in the lower rows. If pipe 
has to be carried through the winter, which is undesirable, it 
should be supported so that it cannot become frozen to the ground 
and so that water will not collect in it. The pipes should not 
be taken from the yard to the street, as a rule, until a day or so 
before they are needed, owing to the greater danger of breakage 
at the site of the work. 

Pipes are generally lowered into the trench by hand, but when 
they are 24 in. in diameter or larger a three-leg derrick which can 
be set up across the trench is useful in handling them. Where 
а sling is desirable in lowering them what is known as а ‘‘hook 
rope” is often used. This is a rope with a hook spliced in one end 
and a chain and hook spliced in the other end. The chain is 
Passed through the length of pipe and the hook fastened over 
the chain at the spigot end of the pipe, thus forming a loop ir 
which the pipe hangs as it is lowered into the trench. 
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After being lowered into the trench the pipe is usually shoved 
into place by the pipe layer, his helper lifting the spigot end by 
means of a rope, strap, or wire passed under the pipe. If the pipe 
is so large as to be hard to move in this way a lifting hook or pipe 
buggy, Fig. 97, may be used. 

If, when the pipe is in place and tested for line and grade, 
it is found to be slightly too high, it is sometimes possible to 
force it down to grade by lightly tapping it on the trench bottom, 
but otherwise it must be lifted and just enough earth scraped out 
to lower it to the required elevation, and at the same time to give 
it a uniform and firm support. If the pipe is found to be too low 
when tested it must be raised and earth carefully spread below 
it so as to bring it to grade when it is again lowered. "The bottom 
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Fro. 97.—Pipe buggy and lifting hook. 
of the trench in earth should be shaped as nearly as possible to 
fit the lower quadrant of the pipe, with a hole under the socket to 
enable the joint to be made. If the trench is in ledge the rock is 
generally taken out 6 in. below the invert of the sewer and the 
space refilled with good earth or gravel. 

In most sewer pipe laying three or four men constitute a work- 
ing gang. One handles the pipe on the bank and lowers it into 
the trench, another receives it and places it in position, another 
makes the joint and, with the fourth, carefully tamps the earth 
under and around the sides and fills the socket hole completely. 
'The filling and tamping until the backfill is a foot above the pipe 
must be done carefully to avoid disturbing or cracking the pipe. 
It must proceed equally on both sides of the pipe and the tamper 
should have a face not exceeding 5 by 114 in. and should not 
weigh over 7]b. For work about the sides of the pipe a tamper 
of even smaller size is useful; it has a face about 4 in. long and 
1$ in. wide and a handle of 5$ in. iron set at an angle so that the 
filling under the pipe can be reached easily. 
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191. Effect of Method of Laying upon Strength of Pipe in the 
Ground.— The relation between the strength of pipe as developed 
by laboratory test and that which will be developed when the 
pipe is laid in the ground has been found by Marston! to depend 
upon the character of the bearing between the pipe and the 
supporting earth. This means not only the earth upon which the 
pipe is laid (bottom of trench) but that on either side (walls 
of trench). 

If the trench is excavated with a flat bottom, upon which the 
pipe is laid, the resulting condition will approximate that of the 
two-edge or three-edge laboratory test. The pipe so laid cannot be 
expected to develop more than 80 per cent of its strength as shown 
by sand-bearing tests. It should never be allowed and is, there- 
fore, called the “impermissible” pipe laying method. 

" Ordinary" pipe laying requires that the bottom of the trench 
be shaped to fit the pipe for a bearing are of 60 to 90 deg. The 
backfill is placed loosely over and around the pipe, which may be . 
expected to develop just about its test strength as shown by sand- 
bearing tests. 

" First class" pipe laying requires the pipe to be especially well 
bedded for at least 90 deg. of its cireumference, and the back- 
filling well .tamped up to the level of the top of the pipe, thus 
ensuring a firm bearing between the sides of the pipe and the walls 
of the trench. It is possible to develop about 120 per cent of the 
Strength shown in laboratory tests with sand bearings, in pipe 
laid in this way. 

192. Platforms and Cradles.— The ideal material in which 
to lay a pipe sewer is that which сап be shaped to fit the lower 
half of the pipe and which may be refilled firmly and solidly 
about the upper half of the pipe. Trenches in such material 
do not require sheeting to a depth below the center of the pipe, 
The only material which fulfills these requirements is a firm 
Sand such as is only occasionally encountered. Even in this 
material it is rarely possible to realize the desired result as it is 
Impractieable to cut a trench exactly to the shape of the pipe. 
Which is seldom of true geometrical shape. 

Where the trench is deep, particularly when the size of the 
Sewer is large—15 in. or over—and especially when the soil is 
Yielding, additional support from a concrete cradle should be 
Provided. By the use of a concrete cradle under the pipe and 

! Second Progress Report on Culvert Pipe Investigations, 1915-1921. 
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extending to a height of about one-third the diameter, a strength 
from 80 to 100 per cent greater than the test strength of the 
pipe, with sand bearing, can be developed, as indicated by tests 
upon vitrified pipes up to 24 in. in diameter. Examples of con 
crete cradles are shown in Fig. 98. 

In quicksand and similar material it may be necessary to 
carry down the bottom of the trench by special expedients, and 
in earrying them out it is important to do the work rapidly 
and reduce the walking about on the bottom of the trench to a 
minimum, for the more such material is stirred up the more 
diffieult it is to control. Usually it is necessary to provide for 


Philadelphia, Bronx. 
Fie. 98.— Types of cradles, 


draining the ground by the use of an underdrain or by a layer of 
gravel through which the water may be led to а pump or per- 
manent outlet. Under some conditions a good foundation may 
be provided by excavation for one or two feet below the sewer 
grade with a refill of gravel or crushed stone. If the natural 
ground is very fine, particularly if it contains clay, a layer of 
coarse sand below the gravel may be necessary, to prevent this 
material from entering the interstices in the gravel. In all soft 
ground construction it is particularly important to provide sup- 
port for the pipe for its entire length. For this reason the 
support of the sewer by the use of blocks placed under the 
ends of succeeding pipes should not be allowed. 

In very wet trenches in sand, where the pressure of the water 
causes the material to flow in or rise in the trench, timber plat- 
forms braced to the trench sheeting are occasionally used, to 
hold the bottom down. Тһе construction of the platform may 
be commenced by first setting two sills of 6- by 6-in. timbers or 
larger, or planks laid on edge longitudinally with the trench. 
When these are placed at the proper depth they may be held in 
place by bracing from the sheeting and cross planking may be 
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placed upon them extending to the sides of the trench. This 
planking should be spiked to the sills and it may be necessary 
also to brace the ends of the planks to the sheeting. 

When the platform is in place construction of the sewer may 
proceed. If the material excavated is a coarse clean sand it 
may be used as a filling between the platform and the sewer. 
If the natural soil is of a clayey nature it should not be used 
below the sewer, and a suitable material such as sand or gravel 
or possibly concrete, should be substituted. 

Whenever the depth of backfill or the size of sewer necessitates 
the use of a concrete cradle, thismay be constructed upon the plat- 
form built as described above or as shown at the right in Fig. 98. 

193. Cement Joints.—Most pipe sewers are laid with cement 
joints. The cement may be used neat or with sand in a 1:1 
or 1:2 mortar. The more cement there is, the more easily can 
the joint be filled, but the more likely the joint will be to crack. 
More time is required for a mortar joint to harden than one of 
neat cement. A 1:2 mixture is most commonly used, except 
when rapid setting is desired. 

. It is usual to begin a joint by placing a gasket formed of a 

Piece of jute or oakum soaked in cement grout around the end of 
the spigot of the pipe to be laid. Its purpose is to keep the pipe 
centered in the socket of the pipe already in place and prevent 
the squeezing out of the mortar in the bottom of the joint by the 
Weight of the pipe. If no gasket is used, mortar is spread in the 
lower part of the socket of the pipe already in place in order 
to hold the new pipe in place, but this mortar may be forced out 
to some extent and joints made in this way are not so good as 
those made with a gasket. 

After the pipe is in position, and water is removed from the bell 
hole so that the joint can be made “іп the dry," a man with a 
trowel and rubber glove fills the joint carefully with a dry mortar, 
Working it into place with a wooden calking tool. The mortar is 
usually left with a slope of about 45 deg. from the outer edge of the 
bell to the pipe with which the joint is made. This is termed 

- overfilling the joint, and is generally believed to give a tighter 
joint than finishing off the mortar flush with the end of the bell. 

After a joint has been made it is desirable to wrap about 
it a piece of cheese cloth, securely tied at the top, to hold the 
mortar in place, for there is a tendency for the mortar to sag 
away, particularly if it is rather wet, and thus open the joint 
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somewhat. The use of the cheese cloth also permits the use of a 
rather moist mortar with which a better joint can be made than 
with & dry mortar. 

Except where а gasket is used there is а tendency for mortar 
to work through the joint into the interior of the pipe, where it 
wil harden into an obstruction to the flow of sewage if not 
removed. It is therefore desirable to scrape the inner surface 
of a pipe sewer as it is laid, for which purpose a '' go-devil" can be 
used. This consists of two wooden disks slightly smaller than 
the bore of the pipe. Each disk is made of two thin pieces of 
wood clamped together with & piece of cloth-insertion rubber 
packing between them, eut to fit tightly in the bore of the pipe. 
The disks are fastened together about 2 ft. apart by three 14-in. 
iron rods. A 34-in. manila rope passing through and fastened 
to the disks is threaded through the pipe as laid, after which the 
go-devil is pulled along, effectually cleaning the sewer pipe. А 
poor substitute for this is the swab or ‘‘half moon" made from 
a piece of board cut to the curve of the interior of the pipe but 
not filling it. This board, fastened to a stick a little longer than 
one pipe, is drawn along first on top and then on the bottom, to 
clean the pipe. 

194. Sulphur and Sand Joints.—A composition of sulphur, tar 
and sand has been used for many years in England in making 
the Stanford pipe joint, which has found little or no favor in 
the United States. 

Joints of sulphur and sand have been used to some extent in 
the United States for many years, however, particularly in 
connecting several lengths of pipe on the ground before lowering 
them into the trench. The purpose of the sand is to keep the 
jointing material at a constant volume while it is cooling and pre- 
vent the shrinkage which occurs if little or no sand is used 
with the sulphur. The sand must be very fine and without a 
gritty feeling when rubbed between the fingers. Equal parts of 
sulphur and sand are generally used. The temperature of the 
material must not be raised above that necessary to keep it 
liquid, for too high а temperature will change the liquid to а 
plastic mass, which cannot be used until it cools again to the 
correct degree. The material is heated and poured like lead in 
jointing water mains, an asbestos jointer being useful in retaining 
it in the joint; but the funnel' should be higher, at least 3 in. 
high and 1% in. diameter at the throat. The joint is absolutely 


1 Generally called a "gate." in accordance with casting practice. 
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rigid when finished, and some engineers prefer а more plastic 
joint. 

195. Asphalt and Tar Joints.— These are generally made with 
asphaltic preparations of the general character used in pavement 
work for joint fillers. The trench and socket must be dry before 
making the joint. The joint is calked with oakum and then the 
hot filler is poured into it as lead is poured into the joint of a 
cast-iron water main. When the jointer is removed the joint 
is overfilled with cement mortar. The material has a low 
melting point, which prevents its successful use in places where 
large quantities of hot water or steam find their way into the 
Sewer, as is the case in some large cities. 

In the case of concrete pipe, the asphalt will adhere to the 
pipe more firmly if the inside of the socket and outside of the 
Spigot are painted with a suitable asphaltie priming paint 
before the joint is made. 1% is possible that this might be 
advantageous also for joints in vitrified pipe. 

In a large mileage of sewers in very wet soil where it was 
particularly desirable to prevent the infiltration of ground water 
into the sewers through the joints, Alexander Potter used the 
following method: The inside of the bell and the outside of 
the spigot were swabbed with tar and a gasket of jute soaked 
in tar was forced into the joint. Into a bucket full of portland 
cement tar was slowly poured and kneaded by hand until the 
mixture was of the consistency of rather stiff dough. This was 
then rolled on a board into a roll of proper size to be forced 
Into the joint, where it was calked until the space was filled to 
Within 14 in. of the end of the bell, after which an overfilled 
cement finish was given to the work. In this work the spigot 
had to be supported while the joint was hardening or the weight 
of the pipe would cause the filling material to exude from the 
Joint, and some difficulty was experienced at first in conducting 
the work so as to avoid such troubles. — 

196. Other Plastic Joints.—Pipe joints have been made 
of Several other preparations consisting of bitumen and an 
inert filler mixed approximately in equal proportions. Such 
compounds used at the present time include **G-K" compound, 
‘Eastern Clay Goods Sewer Seal," ** Puro-Seal"' and ‘‘ Jointite.” 

Joints made with plastic compounds have the advantages of 
better adherence to the smooth surface of the pipe; watertight- 
ness; resistance to acids and alkalies; sufficient plasticity to 
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permit of slight movement of the pipe without injury; and the 
saving of pumping since water may be allowed to rise upon the 
joint without delay. The poured plastic compounds also have 
advantage over asphalt and tar, by reason of their higher soften- 
ing temperature, so that the joint is not as readily affected by 
hot water and steam. 

The compound is shipped in containers and should be broken 
into small pieces and melted by heating to such temperature 
that it may be poured “like water." 

In jointing the pipe, the joint is first thoroughly calked with 
dry jute (untarred), and a joint runner is placed around the pipe 
against the bell and clamped at or near the top, acting as a stop 
to prevent leakage from the joint space when the compound is 
poured. The melted compound is then poured through the 
opening. Especial care should be used to entirely fill the joint. 

To facilitate the work, two sections of pipe are sometimes 
jointed on the bank, the pipe being set vertically while making 
the joint. If this is done, only one joint need be made in the 
trench for each two lengths of pipe. In handling the sections 
jointed on the bank, care should be taken to avoid injury to 
the joints. 


MASONRY SEWERS 


For the purpose of this discussion, a masonry sewer is con- 
sidered to be one built in place in the trench, whether the material 
be brick, vitrified segment block, monolithic concrete, or a com- 
bination of materials. 

197. Types of Cross-section.— The majority of the masonry 
sewers constructed in this country have been of circular cross- 
section, although in some old systems many sewers constructed 
with an oval or egg-shaped section are to be found. Since about 
1900 a number of other sections have come into use and some of 
them have found quite general favor. In the following para- 
graphs, the principal types are described and some of their 
chief advantages and disadvantages are discussed. Тһе names 
given to the sections are usually descriptive of the form of the 
arch or upper part of the section, but are sometimes inaccurate. 

198. Circular Section.—The circular section encloses a given 
area with the least perimeter and on that account affords the 
greatest velocity when half full or full. Under ordinary con- 
ditions, circular sections are economical in the amount of masonry 
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required, although in flat-bottomed trenches or under conditions 
requiring special foundations, such as piles or timber platforms, 
additional masonry is required to support the arch. In the 
combined system, where the dry-weather flow of sewage is very 
small in comparison to the storm-water flow, the velocity for the 
low flows is comparatively small in the cireular section and on 
that aecount this section may not be as advantageous, theoreti- 
cally, as the egg-shaped section. 


c. 
Wilmington. Lancaster. 
Fic. 99.—Typical circular sections. 


For sewers under 5 ft. in size the circular form is usually 
еа in preference to other types. This type is shown in 
1g. 99. i 
199. Egg-shaped Section.—In combined sewers where the 
; -weather flow of sewage is small compared with the capacity 
9! the sewer required for storm water, or in separate sewers for 
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а district where the present population is but а small proportion 
of the ultimate development, the ideal sewer section is one in 
which the hydraulic radius remains constant as the depth of flow 
decreases. It is impracticable to obtain the ideal, but the egg- 
shaped or oval section, theoretically, comes nearer to it than any 
other thus far devised. It is illustrated by Fig. 100. 

The advantage of the egg-shaped sewer is that for small 
flows the depth is greater and the velocity somewhat higher than 
in a circular sewer of equivalent capacity. The depth of flow in 
the egg-shaped sewer is always greater than in the circular sewer 
for equal quantities, and for the small flows this inerease in depth 
produces better flotation for the solid matter and consequently 
better actual velocity than if the floating solids should become 
stranded, thus causing obstructions to the flow. 


(a) (b) 
Fie. 100.— Typical egg-shaped sections. 


The egg-shaped section has the disadvantages of being less 
stable, more likely to crack, requiring more masonry, and being 
more difficult to construct than the circular section. In very 
stiff soil or in rock, it is sometimes possible to excavate the bottom 
of the trench to conform to the shape of the invert of the sewer, 
but, in general, in yielding soil or where foundations are poor, 
requiring piles or timber platforms, the egg-shaped section 
requires considerable masonry backing below the haunches to 
support the arch, even more than in the case of the circular 
sewer. For this reason, the egg-shaped section will be found in 
most cases more expensive than the circular type and, in the 
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larger sizes, far more expensive than some of the other types 
Which are discussed further on. 

200. Semi-elliptical Sections.— The arch of this section, Fig. 
101, Table 52, is either а true semi-ellipse or is made up of three 
circular ares approximating a semi-ellipse. As the center of 
gravity of the wetted area is lower than in a cireular sewer, the 
normal flow line will be much lower, which may be of some 


с. 4. 
Boston. Louisville. 
Fig. 101.— Typical semi-elliptical sections. 


advantage in locating lateral connections lower or in raising the 
invert of the main sewer. This, of course, contemplates the 
possible operation of the lateral sewers under a head at times when 
the main sewer is running full. Although this is of material 
advantage where the allowable difference in water level is small, 
ìt should be avoided generally. 

The chief advantage of this type of sewer is that the shape of the 
arch more nearly coincides with the line of resistance under 
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actual working conditions than is the case with other sections. 
Because of this, the arch section can be made relatively thin and 
still keep the stresses in the masonry within allowable limits. 
The section is dependent for stability on the lateral pressure of 
the earth to only a small extent. The fact that the arch is of 
thin section and goes nearly to the invert makes it more necessary 
to design and construct the invert so as to distribute the pressure 
over a sufficiently large area. This section depends to a larger 
extent upon the stability of the invert than do most of the other 
sections. Where the semi-elliptical section is constructed in com- 
pressible earth and the structure is built monolithic, with reinforc- 
ing bars running continuously from the center of the invert to the 
crown of the sewer, there will be a large bending moment at the 
center of theinvert. _Undersuch foundation conditions, the invert 
should be made as thick as the arch at the springing line and 
should be heavily reinforced to withstand the stresses. Unless 
this is done, cracks are likely to occur in the center of the invert. 


TABLE 52.—DIMENSIONS OF AuTHoRS’ SEMI-ELLIPTICAL SEWER SECTION 
(See Fig. 101) 


4 5 


"Thickness of 
concrete 


Inside | Area xd 
vertical 

di- of con- 
ameter intra- prese 
N aide dos | extra- vi. 

per 

ft. in. | sq. ft. ft. in. | ft. in. | ft. in. | ft. in. | ft. in н lin. ft 
6 0 | 28.2 20 63 76 26 83 14.12| 0.523 
6 6 | 33.1 22 6 9} | 8 1} | 2 8} | 8 11%) 15.58| 0.614 
7 0 | 38.4 24 733 |89 2 11 | 97} | 19.21) 0.712 
7 6 | 44.05 26 7 9} | 9 4} | 3 1} |10 3} | 22.08| 0.817 
8 0 | 50.1 | 1.923 08 10 28 84 |100 34 |110 25.10) 0.930 
8 6 | 56.6 | 2.043 0 8} | 1 OF | 2 10 | 8 101/10 7} | 3 6} |11 81 | 28.35 1.054 
9 0 | 63.4 | 2.163 09 113/30 9 44 |113 89 |124} | 31.80) 1.177 
9 6 | 70.7 | 2.284] 0 9} | 121 | 32 9 10111 10} 3 11413 0] | 35.41 1.311 
10 0 | 78.3 | 2.404 0 10 | 13 34 |105 |126 42 |139 39.24] 1.453 
10 6 | 86.3 | 2.525 0 103] 132 | 3 6 |10 114/13 14 | 4 4} |14 51 | 43.26| 1.602 
110 | 94.75] 2.646] O 11 | 143 | 38 |11 5} |139 47 |15 1} | 47.48| 1.757 
11 6 |103.5 | 2.764| O 114| 1 5+ | 3 10 |11 112/14 4} | 4 9$ |15 92 | 51.89| 1.921 
12 0 |112.75| 2.884) 10 16 40 |126 |150 50 |166 56.51) 2.092 
12 6 [122.4 | 3.005 1 0} | 1 6} | 42 |13 OF |15 7} | 5 2} |17 21 | 61.31, 2.270 
13 0 |132.4 | 3.125) 11 1741 | 44 |13 6} |163 55 |17 103) 66.32| 2.456 
13 6 [142.7 | 3.245 1 1} | 1812 | 46 |14 OF |16 10} 5 7} |18 61 | 71.51 2.649 
14 0 1153.5 | 3.365) 12 19 48 |147 !176 5 10 1193 76.91| 2.849 


Area of waterway =0.7831D?. Area of concrete section =0.3924D2. 


Ав in the horseshoe type, the invert of the semi-elliptical 
section readily conforms to the bottom of the trench excavation 
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апа for that reason the quantity of masonry below the springing 
line is not excessive. 

This section is not as advantageous for low flows as the circular, 
because of the wide and shallow invert in which there is à low 
velocity. However, for sewers where the quantity to be carried 
is not subject to wide variations and the normal flow is as much 
às one-third of the total capacity of the sewer, this disadvantage 
may be neglected. The hydraulic properties of the semi-elliptical 
section are good in general, which, with the desirable structural 
features, make this type one of the best for sewers over 6 ft. in 
width. 

201. Other Sections.— The horseshoe section, Fig. 102 has been 
widely used. Above the springing line it has a semi-circular 
arch, while the side walls below the springing line are vertical 


Baltimore. 
Ета. 102.— Typical horseshoe sections. 


9r ineline inward, sometimes with a plane and sometimes with 
a curved surface. The invert varies in section from a horizontal 
line to a circular or parabolic arc, or other design calculated to 
Concentrate the low flows near the center of the invert. The 
Invert conforms to the trench bottom, saving masonry. For 
а given width, this section will have less height than the equiva- 
€nt circular sewer. Its main disadvantage is that it depends 
Upon the ability of the back-filling to resist the lateral thrust of 
the arch transmitted to the side walls near the springing line. 
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"The parabolic or delia section has a somewhat larger carrying 
capacity than a circular section of the same height. It is both 
economical and strong, the normal flow line is lower than in the 
circular section, and the sloping invert is well adapted for low 


» 
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b. 
Louisville. 


d. 
Richmond. 


Ета. 103.—Cunette and U-shaped sewer sections. 


flows. It requires а wider trench than the semi-elliptical section 
for equal capacity and height. 

The U-shaped section, Fig. 103, has fairly good hydraulic 
properties until it becomes filled, when the width of the roof 
causes a large increase in the wetted perimeter. The invert 
adapts it for low flows and is easily constructed. It requires 
considerable masonry in. proportion to its area, and its main 
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field is for sewers about 3 ft. wide and considerably over 3 ft. in 
depth. 


The rectangular section, Fig. 104, has been steadily increasing 
in favor because of its excellent hydraulic properties until it is 


2702470992415 4и 2 35 


Fig. 104.— Typical rectangular sections. (Возёоп.) 


filled, simplified form work, economy of masonry and space in the 
trench, and ease of construction. The V-shaped invert is 
frequently used with the rectangular section on account of its 
Suitability for low flows. 
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'The semi-circular section, Fig. 105, was formerly used for 
large sewers on low land, where the natural ground surface was 
below the top of the sewer. The rectangular section has largely 


Fic. 105.— Typical semi-circular sections. 


displaced it as being less expensive and possessing better hydraulic 
properties. 


SELECTION OF TYPE OF SEWER 


The selection of the type of sewer depends upon a number of 
conditions, all of which must be considered carefully and balanced 
in the choice of the best type to build. In general, that sewer 
is the best which will have the requisite stability for the least 
cost per linear foot, will be easy to maintain in operation and 
to withstand the external and internal forces. In the following 
paragraphs a number of the principal items to be considered are 
enumerated. 

202. Hydraulic Properties.— Diagrams of the principal hydrau- 
lie elements of а number of sewer sections, based upon 
Kutter's formula, have been given in Chap. IV (Figs. 38 to 42, 
pp. 131 to 133). 

Theoretically, the best cross-section for a sewer, from the stand- 
point of hydraulies, with a given slope, S, and carrying a uniform 
quantity of water per unit of time, is the semi-circle for an open 
channel and circle for а closed channel, both entirely full; because 
the hydraulic mean radius, R, has a greater value for these 
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sections than for any other of equal area, and consequently, 
on the basis of the accepted formulas, the velocity of flow 
is greater. 

This theoretical advantage is partly offset by the fact that 
the flow in sewers is not uniform but is constantly changing in 
depth, and, therefore, the minimum velocity is an important 
consideration. The circular section is not as advantageous as the 
egg shape for low flows. 

In some cases, a small semicircular channel has been con- 
structed in a V-shaped invert to carry the minimum flow. 
Assuming a certain minimum velocity is to be maintained with 
а given minimum quantity of sewage, the diameter of the small 
semicireular channel required for this flow can readily be com- 
puted. The V-shaped invert with circular аге at the junction has 
been used to advantage with the rectangular sewer section and 
also with some of the other types. 

Where the normal fiow is equal to one-third or more of the 
maximum flow, the circular type is the best for velocity and 
carrying capacity, but there are other considerations which 
usually affect the form of the sewer and may dictate some other 
type. 

In comparing one section with another, it is important to study 
the relation between the depth of flow and the corresponding 
velocity and discharge. The diagrams in Chap. IV give, for 
each of the principal types of conduits, the ratio of each of the 
three hydraulic elements, area, mean velocity and discharge 
of the filled segment to that of the entire section, corresponding 
to any ratio of depth of flow to vertical diameter, according to 
Kutter’s formula, but it must be remembered that the applica- 
bility of this or any other formula to conditions of flow when the 
Sewer is more than half full and less than full, is at least open 
to question. 

203. Construction and Available Space.—The method of 
Constructing a sewer, whether in open cut or in tunnel, may have 
àn important influence on the selection of the type. In tunnel 
work especially, it is desirable to have a section which will 
utilize to the best advantage all of the space inside the tunnel 
oracing. In earth tunnels, where the common form of timbering 
1S used, the semi-elliptical sections conform readily to the available 
Space. In rock tunnels, the cireular or horseshoe sections are 
likely to be more advantageous. If the sewer is built in open 
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cut, the form of section will be influenced by its ability to carry 
the earth loads. 

Where the excavation is in rock or firm soil, it is often possible 
to shape the bottom of the trench to conform to the shape of the 
invert of the sewer and thereby save considerable thickness of 
masonry in such types as the circular or egg-shaped sections. 
If the exeavation is in soft material, where the bottom of the 
trench must necessarily be flat, or if the sewer is to be built on 
piles or à timber platform, considerable additional masonry will 
be required for the circular or egg-shaped sewers. 

The amount of space available for a sewer may be exceedingly 
limited. Sometimes the head room is limited because of the 
proximity of the surface of the street; often the side room is 
limited because of adjacent structures; and again the available 
depth may be limited on account of tide water or other conditions 
which control the allowable depth to the hydraulic grade line. 
'The rectangular section has proved one of the most useful for 
such conditions, although the horseshoe section, with horizontal 
and vertical diameters adjusted to meet the conditions, has been 
used frequently. In a few cases, the full elliptical section also 
has been used in restricted places. Where the depth to the 
hydraulic grade line is limited, it is desirable to use a sewer 
section which will carry the maximum and minimum flows with 
the least variation in depth of flow. The parabolic, semi- 
elliptieal, and rectangular sections are especially suitable for 
this purpose, as the center of gravity of the wetted area is com- 
paratively low in contrast to the circular section. The semi- 
circular section also has proved useful in this connection, although 
the rectangular section is being used in some of the more recent 
work of this character. 

204. Cost of Excavation and Materials.— The cost of excava- 
tion required by one type as compared with another should be 
considered carefully, for if the excavation is in a deep trench, it 
will probably be cheapest to use а narrow and deep section and 
thereby save considerable width of excavation, even though the 
depth of excavation be slightly increased. This will be especially 
true in a rock trench, where it may be found of advantage to use 
a narrow rectangular section having a height 114 to 2 times the 
width. For a sewer built in very shallow cut, or practically 
on the surface of the ground, a wider section will be advantageous, 
because little additional cost is incurred by increasing width, 
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whereas greater depth may increase materially the cost of excava- 
tion. Furthermore, the cost of an embankment over a wide 
section will generally be less, because of reduced height. The 
parabolic or delta section is especially useful for crossing low 
lands where the sewer is largely out of the ground and must be 
covered by an embankment. The semi-circular section has also 
been used for this purpose, but has been superseded more recently 
by the rectangular section, having a width about 114 times its 
height. 

In general, from the structural viewpoint, a self-supporting 
sewer is more desirable than one which depends partly on the 
passive resistance of the earth backfilling for its stability. When 
comparing the relative costs of sewers of several types, care 
should be taken to see that the masonry sections are structurally 
comparable. For example, it is obviously unfair to compare a 
monolithic concrete sewer with a two-ring brick sewer, unless 
account is also taken of their relative stabilities. 

The object in designing a sewer section should be to obtain 
One in which the quantity of masonry and other materials is a 
Minimum consistent with the requisite stability, hydraulic 
properties, and other considerations. 

205. Stability.— The structure must be designed to carry 
the load of earth or backfill above it as well as any superimposed 
load. The circular arch is not as strong as either the Gothic, 
the parabolic, or the semi-elliptical arch. The semi-circular arch 
depends for stability to a great extent upon the lateral pressure 
of the sides of the trench, and also to a certain extent on the 
lateral resistance or passive pressure of the earth backfilling 
although this can be obviated by increasing the thickness of the 
Side walls or abutments. The semi-circular sections obviate 
part of this difficulty by omitting the side walls and resting the 
arch directly on the invert or foundation. In a rock trench the 
ability of the sides of the trench to resist pressure is so great that 
the side walls of the sewer can be greatly reduced in thickness, 
the thrust of the arch being carried directly into the rock. In 
this case a relatively flat arch can be used to advantage. 

206. Imperviousness.—Where a sewer is to be constructed 
under a river bed or below the water table, it may be of particular 
importance for the walls of the sewer to be impervious. To 
this end, if the sewer is built of concrete, it is desirable to insert 
longitudinal reinforcing bars in the concrete, with a total area of 
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0.2 to 0.4 per cent of the sectional area of the concrete, in order 
to edistribute the stress throughout the length of the sewer 
barrel and thereby prevent the formation of large cracks which 
would permit leakage. Unless the cracks are very small there 
may be some danger of corrosion due to the water passing through 
them and coming in contact with the reinforcement. This 
might in time weaken the structure. 

While the possibility of leakage or infiltration does not ordina- 
rily determine the shape of the waterway of a sewer, it is worthy 
of consideration when the selection is to be made. For example, 
if a sewer is to be built below the water table it may be well to 
adopt a section which is least likely to crack, whereas under other 
conditions the advantages of a different section might be suffi- 
ciently great to warrant its use even though small arch cracks 
were to be expected. The stability of the horseshoe section 
depends to a certain extent on the lateral pressure of the earth 
backfilling, and on that account, the semi-circular arch is apt 
to crack and may produce unsatisfactory conditions, not only 
because of leakage into the sewer, but especially on account of the 
rusting of the steel reinforcement. Expansion joints should be 
provided at suitable intervals, in order to provide for contraction 
without causing serious cracks. 

207. Materials for Arches.—In constructing brick arches, two 
general types of bonding have been used. In the first, “‘rowlock 
bond," the arch is built of concentric rings of brick, all laid as 
stretchers. In the second type, part of the brick are laid as 
stretchers and part as headers, with radial joints in which the 
outer end of the joint is widened by increasing the thickness of 
the mortar or by inserting thin pieces of slate. 

Plain concrete arches have been used to a considerable extent 
in recent years, and have an advantage over the stone or brick 
masonry arches in that the structure is somewhat more elastic 
and may withstand tensile stresses to a slight degree, although 
they should not be designed with this in view. In the design of 
such arches, as well as those of stone and brick, the line of pressure 
should fall within the middle third of the section, in order that no 
tensile stresses may be developed. If all the loads acting on the 
sewer were known exactly, it would be possible to design the 
section so that at no time would the line of pressure lie outside 
the middle third, but practically this is impossible, as our knowl- 
edge of the action of earth pressure is approximate only. On 
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that account, under special conditions the stresses in the arch 
section may not be entirely due to direct compression, but in 
addition bending stresses may be developed. 

Arches of reinforced concrete are not subject to the limitations 
just mentioned, but сап be made to withstand heavy bending 
moments by reinforcing the section with steel bars to carry 
tensile stresses. In arches in which the line of pressure lies 
within the middle third, the stresses in the arch are mainly due 
to compression and the concrete must of necessity carry the 
principal part of the load, so that the steel cannot be stressed to 
the allowable limit. Ор the other hand, the presence of the steel 
reinforeement furnishes а sort of insurance to the structure, 
to care for tensile stresses which may occur on account of unequal 
settlement of the foundations, temperature changes and many 
other conditions which cannot be foreseen. The steel also 
provides an additional factor of safety against careless and defec- 
tive construction. On account of its presence, it is possible to 
increase slightly the allowable working stresses in the concrete 
over those which should be used for plain concrete masonry. 
Because of these considerations the authors believe that for large 
sewer arches reinforced concrete offers greater advantages than 
plain concrete, even though an analysis of the section shows that 
the line of resistance for the conditions considered will remain 
within the middle third of the masonry section. 

208. Analysis of Stresses in Masonry Arches.—The complete 
analysis of the stresses in masonry arches is a highly complex 
problem which few engineers are ever called upon to solve. A 
considerable proportion of the large masonry sewers in the 
country were designed without anything more than a very 
elementary investigation of their arches. The increasing use 
of reinforced concrete sewers is responsible for a more general 
effort by designers to analyze the stresses in these structures, 
and now that a complete, accurate method of doing this has been 
developed, the design of large sewers can be made to depend upon 
both theory and experience instead of on the latter mainly. 
There are three general methods of analysis now in use, as 
follows: 

The first method, called the “static analysis method," based 
Оп the so-called ‘‘ hypothesis of least crown thrust," is applicable 
only to that portion of the sewer section above the springing 
line of the arch. Either the sewer must have very heavy side 


294 SEWERAGE AND SEWAGE DISPOSAL 


walls or the thrust of the arch must be carried by the sides of а 
rock trench, in order that this method be strictly applicable. 

The second method, based on the elastic theory of the arch 
and following the method described by Turneaure and Maurer in 
their “Principles of Reinforced Concrete Construction," is 
applicable to all sewer sections and can be used to cover all 
conditions. It has some mechanical disadvantages when applied 
to the analysis of the entire sewer structures invert included. 

The third method, also based on the elastic theory but using 
the so-called method for indeterminate structures, is of special 
advantage in the analysis of the entire sewer section as it permits 
а more suitable division of the axis in the side wall and invert. 
It does, however, require some additional labor over the second 
method when applied to an arch with fixed ends. For large 
sewers constructed in compressible soil and built of monolithic 
reinforced concrete, the third method is the most advantageous. 

These methods are discussed in detail in the authors’ ‘‘ Amer- 
ican Sewerage Practice," Vol. I, 2nd ed., Chap. XIV, to which 
the student is referred for further information. 

209. Lining for Concrete Sewers.—F rom the observations made 
and tests conducted by the authors, it appears that in many cases 
where the estimated velocity of the sewage will be 8 ft. per second 
or greater when the sewer is full, and there is opportunity for hard 
grit, sand or gravel to enter the sewer, the invert may well be 
paved with hard-burned or preferably vitrified paving brick with 
square edges, laid with the edges projecting as little as possible and 
with full portland cement mortar joints. Thisinvert paving should 
extend well up on the sides of the sewer, on straight sewers cover- 
ing, in general, the arc of an angle of 90 deg. at the center of a 
circular sewer. The use of paving brick, as above suggested, is 
preferable to concrete, on account of the greater ease of making 
repairs and, further, on account of the probability that vitrified 
or even hard-burned brick will withstand the wear better than 
concrete of average quality. It is desirable when sewers are to 
be built of concrete to use hard aggregates, especially for inverts, 
and a first-class granolithie finish where the surface is subject to 
greatest wear is better than the ordinary concrete finish. 

The use of vitrified-clay liner plates in concrete sewers has 
been introduced where excessive erosion is anticipated or the 
concrete is likely to deteriorate from the effect of acid or alkali 
in the sewage. They have been used not only in monolithic 
concrete sewers but also in reinforced concrete pipe of large 
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size. These tile liners are 9- by 18-in. plates with 34 in. thickness 
and longitudinal dovetail ribs on the back to provide adequate 
bond with the concrete. They are made flat or with the face 
curved to a radius of from 1614 to 45 in.so as to be suited betterto 
use in circular sewers. The curved plates are made in widths 
such that split plates are not required to construct the periphery 
of a sewer of given diameter. Аз such plates are difficult to 
eut to exact dimensions, it is advisable to procure sufficient 
plates of appropriate length to permit of carrying the lining 
around curves and of making closures without cutting. 

There are two methods of laying the liner plates. They may be 
wired or otherwise attached to skeleton form work, thus making 
the sheathing against which the concrete is run. This is the 
usual method employed for precast pipe, vertical walls, roofs 
and arches. For floors and inverts, they are sometimes laid in 
cement mortar on the green concrete immediately after the 
removal of the forms. Satisfactory bond has been obtained by 
both methods. Irregularities in the tile make it impossible to 
obtain joints which are absolutely tight, so all joints should be 
pointed with cement mortar or other material. 

'To get the full advantage of tile liner plates, the joint should 
be as resistant to erosion and corrosion as the plates themselves. 
After three years of experimenting, the Los Angeles County 
Santitation Districts (A. K. Warren, Chief Engineer) decided to 
use for jointing à compound of sulphur, sand, and ground silica 
in the proportions of 10 parts sulphur, 7 parts clean sand passing 
& 50-mesh sieve, and 3 parts finely ground silica, by weight. 
This mixture, which becomes fluid at 250?F. and crystallizes 
rapidly at à somewhat lower temperature, is run into the joints 
between the plates which have been attached to the forms, using 
special apparatus for keeping the compound hot, and applying it 
to the joint from the outside.! 


Problems 


1. Determine the cross-sectional area required for a sewer to carry 50.0 
ef.s. when full if S = 0.0005 and n = 0.013, for each of the following 
Sections: circular, egg-shaped, rectangular, semi-elliptical and semi-circular. 

2. Determine the elevation of the water surface for each section in 
Problem 1 for discharges of 10.0, 25.0 and 40.0 c.f.s., assuming all inverts 
at an elevation of 100.00, and that Kutter's formula is applicable without 
change in the value of л. 


! As described in Eng. News-Rec., 1927; 99, 346. 
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3. Compute the excavation in cubic yards per linear foot of trench required 
for each of the sections in Problem 1, if the hydraulic gradient is 10.0 ft. 
below the ground surface for the sewer when full Allow a width of 
excavation of 1.4D + 24 in. 

4. If the above sewers are of reinforced concrete with an average thickness 
of 9 in., determine the quantity of concrete required in cu. yd. per linear fcot 
of sewer, for each section. 


CHAPTER IX 
LOADS ON SEWERS 


210. External Pressure on Pipes.— The external pressure 
or load carried by sewer pipes consists of that part of the weight 
of the earth above them which is transmitted to and carried by 
the pipes, together with so much of the weight of objects upon 
the surface (such as trucks or piles of building material) as is 
similarly transmitted. 

Two classes of conditions are to be considered: (1) where 
a trench has been dug for the pipe and the pressure results 
largely or wholly from the weight of the back-filling material 
which is confined between the comparatively firm walls of the 
trench, and (2), where the pipe is laid on the surface of the 
ground, or in a trench of slight depth, and an embankment is then 
constructed over the pipe, in which case a much larger quantity 
of material contributes to the pressure on the pipe. 

211. Investigations by Marston and Anderson.—Marston 
and Anderson use in their analytical treatment of pressures in 
trenches! practically the same method as that developed by 
Janssen for the pressures in grain bins.? This gives the weight 
on the pipe W = cwB?, in which B is the width of the trench 
a little below the top of the pipe, and w is the weight per cubic 
foot of the backfill. The values of c are given in Table 53, and by 
the curves marked “Ditch Condition” (Fig. 108). 

The approximate averages of a large number of measurements 
of weights and frictional properties of different classes of back- 
filling are given in Table 54. Within the range of ordinary 
ditch-filling materials, it takes a large difference in the values 
of the friction coefficients to make a material difference in the 
Weight carried by the pipe. Marston and Anderson point out 
that the real difficulty in selecting the proper values from the 


! The results of an elaborate investigation of the subject, lasting several years, were made 
Public in 1913 in Bull. 31, of the Engineering Experiment Station of the Iowa State College 
of Agriculture. This was written by Prof. Anson Marston, director of the station, and A. C. 
Anderson, and contains the first well-developed comprehensive theory of the subject which 
Was also checked by numerous experiments. 

? Kercuum: " Retaining Walls, Bins and Grain Elevators.” 
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table lies in deciding upon safe and reasonable allowances tor 
the probable saturation of the materials under actual ditch 
conditions. 


TABLE 53.—APPROXIMATE SAFE WORKING VALUES OF с IN THE MARSTON 
AND ANDERSON TRENCH-PRESSURE FonMULA W = cwB? 


Values of c for 


Ratio of depth 
to width! segue eh Saturated Demp | Saturated 
HL top soil yellow clay | yellow clay 
0.5 0.46 0.47 0.47 0.48 
1.0 0.85 0.86 0.88 0.90 
1.5 1.18 1.21 1.25 1.27 
2.0 1.47 1.51 1.56 1.62 
2.5 1.70 LETI 1.83 1.91 
3.0 1.90 1.99 2.08 2.19 
3.5 2.08 2.18 2.28 2.43 
4.0 2.22 2.35 2.47 2.65 
4.5 2.34 2.49 2.63 2.85 
5.0 2.45 2.61 2.78 3.02 
5.5 2.54 2.72 2.90 3.18 
6.0 2.61 2.81 3.01 3.32 
6.5 2.68 2.89 3.11 3.44 
7.0 2.73 2.95 3.19 3.55 
7.5 2.78 3.01 3.27 3.65 
8.0 2.82 3.06 3.33 3.74 
8.5 2.85 3.10 3.39 3.82 
9.0 2.88 3.14 3.44 3.89 
9.5 2.90 3.18 3.48 3.96 
10.0 2.92 3.20 3.52 4.01 
11.0 2.95 3.25 3.58 4.11 
12.0 2.97 3.28 3.63 4.19 
13.0 2.99 3.31 3.67 4.25 
14.0 3.00 3.33 3.70 4.30 
15.0 3.01 3.34 3.72 4.34 


-— e 


1 The depth of trench is to the top of the pipe. 


The approximate maximum loads on pipes in trenches of 
different widths and depths are given in Table 55. The investi- 
gations of Marston and Anderson have convinced them that a 
12-in. pipe will have to carry the same load as an 18-in. pipe, if 
each is placed in the bottom of a 24-in. trench, other things 
being similar. When, for construction reasons, a wide trench 
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is necessary, they have shown that, in firm soil, the load on the 
pipe сап be greatly diminished by stopping the wide trench 
a little above the top of the pipe and then excavating the narrow- 
est trench in which it is practicable to lay the pipe, making 
special enlargements for the bells, if necessary. 


TABLE 54.—Properties OF DrrCH-FILLING MATERIALS 
(Marston and Anderson) 


Ratio of i 
Weight of | lateral to Sees n Coefficient 
Material filling, Ib. vertical "t vr angi of internal 
per cu. ft. earth against sides friction 
а. of trench | 
Partly compacted | 
damp top soil....... 90 0.33 0.50 0.53 
Saturated top soil..... 110 0.37 0.40 0.47 
Partly compacted 
damp yellow clay... 100 0.33 0.40 0.52 
Saturated yellow clay.. 130 0.37 0.30 0.47 
Dry Band. coins eels a's 100 0.33 0.50 0.55 
Mot sand. ere 120 0.33 0.50 0.57 


In commenting on Table 55, Marston and Anderson point out. 
that the lateral pressure of the filling materials against the sides of 
the trench develops a frictional resistance which carries part of 
the vertical pressure near the sides of the trench, so that at the 
level of the top of the pipe, the vertical pressure of the filling 
materials is much greater in the middle of the trench than at the 
sides. Moreover, the side-filling material between the pipe and 
the sides is more compressible than the pipe and therefore can 
carry very little of the load. Hence, the pipe must have suffi- 
cient strength to carry the weight of all the backfill above the 
level of the top of the pipe, except that supported by friction 
upon the sides of the trench. Imperfections in the side filling 
and tamping probably increase the applicability of the principle. 

Most analytical discussion of the pressures in trenches has 
been based upon the assumption of vertical sides. In many 
cases, the sides of the trench slope outward from its bottom, a 
condition which was investigated both analytically and experi- 
mentally by Marston and Anderson. An arching action appar- 
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ently takes place, they found, between the sides of the trench 
and points at the ends of the top quadrant of the pipe. Above 
the elevation of these 45-deg. points, the material along the sides 
settles less than that in the center of the trench. The investiga- 
tions referred to led to the conclusion that in these wedge-shaped 
trenches the proper width to substitute for B in the formula 


ТАРЕ 55.—APPROXIMATE Maximum Loaps, IN POUNDS PER LINEAR 
Foot, ох PIPE iN TRENCHES, Імроѕер BY COMMON FILLING MATERIALS 


(Marston and Anderson) 


Breadth of ditch at top of pipe 


Depth of fill 
above pipe 


in fon. | ate | an | one in. | 2n. з | an. | зп. 


Partly compacted damp top Saturated top soil; 110 Ib. per 
soil; 90 Ib. per cubic foot cubic foot 


per cubic foot 


: 9 180 410 650 890| 1,110 

4 ft. 220 590 970| 1,360| 1,7 270 710| 1,170| 1,640| 2,100 
6 ft. 260 760| 1,320| 1,890| 2,48 310 910| 1,590| 2,270| 2,970 
8 ft. 280 890| 1,590] 2,350| 3,1 340 | 1,070| 1,910| 2,820| 3,720 
10 ft. 290 980| 1,820| 2,720| 3,6 350 ,180| 2,180| 3,260| 4,380 
12 ft. 300 | 1,040| 2, 3,050| 4,1 360 | 1,250| 2,400| 3,650| 4,980 
14 ft. 300 | 1,090| 2,140| 3,320| 4,58 360 | 1,310| 2,570| 3,990| 5,490 
16 ft. 300 | 1,130| 2,260| 3,550| 4,9. 360 | 1,350| 2,710| 4,260| 5,940 
18 ft. 300 | 1,150) 2,350| 3,740| 5,28 360 | 1,380| 2,820| 4,490| 6,330 
20 ft. 300 | 1,170| 2,420| 3,920| 5,5 360 | 1,400| 2,910| 4,700| 6,660 
22 ft. 300 | 1,180| 2,480| 4,050| 5,8 360 | 1,420| 2,980| 4,880| 6,960 
24 ft. 300 | 1,190) 2,540| 4,180| 6,0: 360 | 1,430) 3,050) 5,010) 7,230 
26 ft. 300 | 1,200| 2,570| 4,290| 6,2 360 | 1,440| 3,090| 5,150| 7,460 
28 ft 300 | 1,290) 2,600| 4,370| 6,39 360 | 1,440| 3,120| 5,240| 7,670 
30 ft. 300 ,200| 2, 4, 6,5 360 | 1,440] 3,150| 5,340| 7,830 


Partly compacted damp yellow 


1 Saturated yellow clay; 130 Ib. 
clay; 100 Ib. per cubic foot 


per cubic foo! 


Я 60 550 : 

4 ft. 250 620| 1,010| 1,400| 1, 340 | 840] 1,330| 1,870 2,370 
6 ft. 300 | 830| 1,400| 1;990| 2, 430 | 1,140] 1,900| 2:630| 3,410 
8 ft. 330 990| 1,720| 2,500| 3, 490 | 1, 2,360] 3,360 ‚400 
10 ft. 350 | 1,110| 2/000] 2:920| 3,8 520 | 1,570| 2,760] 3,980| 5,270 
12 ft. 1, 2;220| 3320| 4, 540 | 1,730| 3/100] 4:560| 6, 

14 ft. 370 | 1,280| 2,410| 3,650| 4, 560 | 1,850| 3,410] 5,050| 6,760 
16 ft. 370 | 1,330] 2,570| 3,950| 5, 570 | 1,940| 3,660| 5,510| 7,440 
18 ft. 1,380| 2'710| 2,210] 5, 570 | 2,020] 3;880| 5,930| 8, 

20 ft. 380 | 1,410] 2,830| 4,450| 6, 2:090| 4,070| 6/280] 8,610 
22 ft. 380 | 1,430| 2,920| 4,640| 6; 580 | 2,140) 4,240| 6,610| 9,130 
24 ft. 380 | 1,450| 3,000| 4/820] 6; 580 | 2,180) 4,380| 6,910) 9,590 
26 ft. 380 | 1,470| 3,060] 4,980| 7, 580 | 2,210] 4,500| 7,160|10,010 
28 ft. 380 | 1/480] 3,120| 5,100| 7, 580 | 2,240| 4,610| 7,380|10,4 
30 ft. 380 | 1,490| 3,170| 5,230| 7, 580 | 2.260| 4:700| 7,590|10,780 


Е These two subtables contain the most important figures for practical use, 
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W = cwB? and to use as the width of the trench in Table 55 
is the width at the height of the 45-deg. points on the pipe 
circumference. 

212. Effect of Sheeting.—If sheeting is left in the trench, 
but the rangers removed, the friction between the backfill and the 
sides of the trench manifestly is decreased and the load on the 
pipe increased. The Marston and Anderson experiments 
indicate that this increase is from 8 to 15 per cent, and the experi- 
ments by Barbour! confirm this conclusion. If the rangers are 
left in place, the load coming on the pipes would probably be 
about the same as in unsheeted trenches, both according to 
theory and according to experiments by Barbour. 

213. Earth Pressures.—In considering the loads on sewers 
due to the pressure exerted by the soil, it has been common 
praetice to assume that the soil is a granular, cohesionless mass. 
'This is only true for clean, dry sand while for clay, silts and similar 
soils, cohesion is an important factor. When soil is excavated, 
as for a sewer trench, and later replaced in backfill, its cohesion is 
disturbed and this effect cannot be relied upon for decreasing the 
load on the sewer. 

Where such cohesion does not exist, the maximum surface 
slope that the soil will assume will depend upon the coefficient 
of internal friction. The vertical angle between the surface 
slope and the horizontal is called the angle of repose, and its 
tangent equals the coefficient of friction. "This coefficient varies 
with the character of the soil and its moisture content. Where 
the coefficient of friction is zero, as with water, the resultant 
pressure against any plane is normal to that plane and can have 
but one value consistent with equilibrium. Where internal 
frietion exists, however, as in soils, the resultant may make an 
angle with the normal to the plane, which may be above or below 
that normal, depending on the direction in which the friction is 
assumed to act. Its magnitude may vary from zero to the angle 
of repose. The latter case gives the lower and upper limits to 
the possible values of the resultant which satisfy the conditions 
of equilibrium. The lower value is called the active earth pressure, 
while the higher is the passive earth pressure. The active 
pressure is that which the soil exerts against a retaining wall or 
sewer; the passive pressure is the resistance of the soil to displace- 
ment by an external force. 

1 Jour., Assoc. Eng. Soc. 1897; 19, 193. 
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Earth pressures are usually calculated by Rankine's formula 
for cohesionless soils. Where cohesion exists, a coefficient of 
from 0.25 to 1.0 may be applied, depending upon the character 
of the soil. The formula is: 
cos 0 F cos? 0 — cos? ф 


ра con а — 
2 cos 0 + cos? 0 — cos? ф 
Notation: 


— weight of a unit volume of earth 

resultant pressure of the mass of earth against а 
vertical surface 

horizontal component of P 

angle of repose of a particular earth 

angle which the surface of the ground makes with the 
horizontal 

depth of any point on the vertical surface resisting the 
earth pressure 

intensity of the horizontal pressure at any depth, Л, 
below the surface. 


Il 


oe ys 
При 


m 
Ш 


The active pressure is obtained by using the upper signs, 
while the passive pressure is obtained with the lower. 

If the plane against which the lateral pressure is exerted is 
vertical, the resultant earth pressure, P, will be parallel to the 
surface of the ground. 

Where the angle @ is equal to the angle of repose ¢, the formula 
becomes 

pm = cos ф 

If there is no surcharge and the surface is horizontal, 0 will 

equal zero, and the formula becomes, 


wh? 1 — sin pe 


Po Hrs EEE 
DASS a E 
=-z tan (45 9) 


If it is assumed that the direction of the resultant pressure P 
is parallel to the surface of the ground 


Н = Р cos 0 


* Values ot the last factor are given in Table 56. 
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If the angle of repose is zero, as in the case of a liquid, the 
formula becomes 
wh? 
P= H= TOM 
In all cases P varies as the square of the depth, as in the case 
of a liquid, and it has therefore been assumed by most engineers 
that the resultant earth pressure, P, is applied at a point two- 
thirds the depth. Recent experiments indicate that this may 
vary from 0.60 to 0.67 of the depth. The intensity of pressure 
at any point may be found by the formula 
= 2P 
БАГА 
It is frequently assumed in calculations of this kind that the 
angle of repose is 30 deg. The formula then becomes, 
wh? 
ЖЫТ. 


апа 
wh 


3 

These last formulas are simple and for practical purposes are all 
that need be used to obtain a general idea of the earth pressures 
involved. Apparatus has been developed with which the friction 
factor can be measured in the laboratory for a particular soil. 
This factor is then used in the formula instead of the estimated 
value above mentioned. 

'The angle of repose of many different earths has been deter- 
mined, but the reported values are of only general applicability 
because of the absence of any method of describing the charac- 
teristics of earth so definitely that exactly what material is 
meant by a description is clearly known. Rough average values 
are given in Table 56, taken from Baker’s “Treatise on Masonry 
Construction," supplemented with a column of factors for use 
in the Rankine formula for pressures when the ground surface is 
horizontal. 

Rankine's formula is frequently used in computing pressures 
of earth loads upon sewers, in which case the surface of the earth 
is usually assumed to be horizontal. The total earth pressure 
acting on a section of a sewer arch may be considered as composed 
of a vertical component equal to the weight of the column of 
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earth above the section and a horizontal component which at any 
point cannot be greater than (1 + sin $)/ (1 — sin ¢) times the 
vertical pressure at the same point, nor less than (1 — sin ф)/ 
(1 + sin ¢) times the vertical pressure, ф being the angle of repose. 
The former expression represents the passive resistance of the 
earth, while the latter represents the active pressure, which 
probably is realized. If the angle ф is taken as 30 deg., which is a 
convenient figure to use and approximately represents average 
conditions, the above statement means that the horizontal pres- 
sure cannot be greater than three times the vertical pressure nor 
less than one-third of it. While it is recognized that a more 
logical course would be to use exact values for the angle of repose, 
or, better, the angle of internal friction, this is hardly justified for 
ordinary conditions because of the great uncertainty regarding 
the action of earth pressures and the variation in the character 
and condition of trench materials. 


TABLE 56.—ANGLE or REPOSE AND WEICHT OF SOILS 


1—sing é 
Angle of repose 1+sin¢ Weight, 
Kind of earth =tan? lb. per 
Ф Slope |(45-2)| cu ft. 
Ауу ы VERRE: 3to1 | 0.53 90 
ТОШУ ЧУ Ver eee over 2tol : 110 
CIBY, damp: oec es es te 1401 г, 120 
Glos wot: Л. лел. Е .2 401 А 130 
Gravel, соагве............. .7 tol д 110 
Gravel, graded sizes........ .2 to 1 i 120 
Жоюп, Отуз e ee ers аа» .2to1 $ 80 
Tam) Moist. 364. Feels a 1401 Ё 90 


Loam, saturated........... .7tol : 110 


Rand, Ду sss ue ажан элә» .4 to 1 : 100 
Hand, ЖОШ С э ees er 01078 .2t01 : 110 
dap CSS .7 tol 


! Ratio of horizontal to vertical dimension. 


214. Terzaghi's Studies——It should be mentioned that the 
methods of Rankine and Coulomb, for determining earth 
pressures, have been called into question by Dr. Charles Terzaghi 
in numerous articles, from about 1920 to date, and he has 

1 Eng. News-Rec., 1920; 85, 032; 1925; 95, 742, 796, 832, 874, 912, 987, 1026. 
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suggested new theories for the behavior of earths based upon 
their elastic properties. “Slip” is held to be an incidental 
rather than an essential event, since an appreciable deformation 
or movement of the wall or arch is required before “ір” can 
occur. As the structure yields, the intensity of the pressure is 
decreased. For example, with cohesionless sand where, accord- 
ing to accepted theories, 


Р = YécwH? 


c is 0.42 before deformation of the structure, while, after such 
yielding begins, c ranges from 0.15 to 0.05 or less. 

Terzaghi’s method of determining earth pressures is based on 
tests for compressibility, permeability, and various other charac- 
teristics of the earth in question. The method of utilizing these 
data is not yet sufficiently formulated for general application 
but requires considerable understanding of the nature and 
behavior of various kinds of earths. It is to be hoped that the 
increasing amount of research that is being carried out in various 
quarters will present sufficient data on earths of all kinds to 
permit a more logical and accurate method of determining earth 
pressure for which provision should be made. 

215. Mohr’s Method of Determining Pressures.—A graphical 
method of determining earth pressures, devised by Professor 
Mohr in 1871 and founded on Rankine’s theory, was described 
by Prof. G. F. Swain! as follows: 


Let a horizontal line AH (Fig. 106) represent the surface of the earth. 
Draw HI perpendicular to AH, and of some convenient length, as 5 in., 
equivalent to 10 ft. on a scale of 14 in. to 1 ft. Lay off 


HK = НІ tan? (45° — ¢) 


where ф = angle of repose. This will be recognized as equivalent to 
Rankine's formula for the intensity of earth pressure, with w, the unit 
weight of earth, omitted. 


P = wH tan? (45? — 1$4) 


where P = the total earth pressure per unit length of wall or sewer, by Ran- 
kine's theory, and Н = the depth of earth. 

Having located point К, with KJ as a diameter, describe a cirole. 
Through J draw a line JV, parallel to the face of the wall or section of 
arch upon which the pressure of the earth acts. Draw У.К through the 
Points V; and К on the circumference of the circle, and prolong it to meet 
the surface line AH. At this point of intersection A, draw AJ, which 


‘ Jour. Franklin Inst., 1882; 114, 241. 
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gives the direction of the active pressure on plane 1. The distance НУ, 
measures the magnitude of this pressure for the depth represented by HJ. 
(HVi,HI)w is the intensity of active pressure per unit depth of earth on 
plane 1. The magnitude of HV, can be obtained by scaling the line НУ. 
In a similar manner, the direction and amount of the active pressure on any 
other plane, as plane 2, can be found. 

The amount of the maximum passive earth pressure is measured by 
HI for a depth of HV, (HI/HV, = intensity) for plane 1, or by HI fora 
depth of HV: for plane 2. The direction of the maximum passive pressure 
is found by drawing through Vi, Va etc., a diameter of the circle and then 


A Surface H 


Fig. 106.—Mohr's graphical method of determining earth pressures. 


connecting the point of intersection B with J. Line BI is the direction of the 
maximum passive pressure for plane 2. It is perpendicular to the face upon 
which pressure is exerted. 

There is an exact mathematical proof of the foregoing, but the follow- 
ing general proof will probably be sufficient: 

If, in the figure, we let the line HI represent a vertical plane, we have 
chosen HK of such a distance that for the depth HJ, HK represents the 
intensity of the active earth pressure. 

It can be proved that as the plane of the wall slants away from the 
vertical, a circle of diameter KJ will contain all the points V for every 
position of the plane, the intensity being HV/HI until a horizontal surface 
is reached which has a pressure of HV/HI = HI/HI = 1, or the total dead 
weight of the earth above the plane. The angle 7H V is the angle S, or the 
angle which the direction in which pressure acts makes with the normal 
to the plane. 
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From Rankine's theory, we know that the angle S can never exceed the 
angle of friction $, or the angle of repose of the earth. Hence, if we draw 
from Н twe lines making angles of ф on either side of H7, we know the 
circle must lie within those lines, and when the earth is just on the point 
of slipping, S = ¢ and the circle is tangent to the two lines HD and HD’. 
There are two circles which satisfy the conditions representing the two 
limiting states of equilibrium when the earth is just ready to slip. ‘The 
larger circle, only part of which is shown in Fig. 106, represents the case 
where the maximum principal pressure HI is increased until the limiting 
condition is reached. This is the passive earth pressure. The smaller 
circle represents the case where the minimum principal pressure HK is 
decreased until the limiting condition is reached. This is the active earth 
pressure. In the case of ф = 30 deg., for which the figure is drawn, the 
passive earth pressure is nine times the active. It is not necessary, however, 
to use the large circle, since for the active pressure 


Pa = wH 


and for the passive pressure 
P, = wH 1 +sin ¢ 


the term (1 — sin $)/(1 +sin à) being merely inverted. The inversion 
has been accomplished as follows: 

The active pressure per unit depth = w(HV/HI) 

The passive pressure per unit depth = w(HI/HV) 

The angle ЈНУ = the angle S, the angle between the normal to the plane 
and the direction in which pressure acts. "Therefore, having this angle, we 
сап erect a normal to the plane and lay off the angle S, thereby obtaining 
the direction of the stress. For example: 


angle IAV, = angle IHV, 


Recent experiments (1926) at the Iowa Experiment Station! 
on the supporting strength of pipes in embankments '*confirm 
the general correctness and reliability of Rankine's formula for 
calculating the active horizontal pressure in masses of granular 
materials." 


SURFACE LOADS TRANSMITTED TO SEWERS 


216. Live Loads.—Sewers constructed in shallow cut are often 
subjected to the effect of loads on the surface, transmitted 
through the earth filling. If the sewer line is crossed by steam- 
railroad tracks, there will be heavy loads from locomotives or 
loaded freight cars; if crossed by an electric railroad, there will be 
loads from passenger or express cars, construction cars, or snow 
plows, which, in the case of high-class interurban lines, amount to 


! Bull, 76, Engineering Experiment Station, Iowa State College, Ames, Iowa. 
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approximately the same as the loads on second-class steam 
railroads. In highways, sewers are subject to the loads of steam 
road rollers, traction engines, and heavy trucks. 


TABLE 57.—STANDARD LOCOMOTIVE LoADINGS 


STANDARD LOCOMOTIVE LOADINGS. 


1 From Cooper’s General Specifications for Steel Railroad Bridges. 
з From Trans. Am, Soc, C, E., 1905; 54А, 82. 


For convenience in estimating live loads, four tables are given: 
Table 57, typical standard locomotive axle loads and spacings; 
Table 58, typical axle loads of cars for heavy freight, such as coal 
or iron ore; Table 59, typieal axle loads of the heavy type of 
electric cars for suburban service; and Table 60 the wheel loads 
and general dimensions of steam road rollers, traction engines 
and heavy automobile trucks. 


TABLE 58.—Tvr»icAnL Heavy Freiautr Cars! 


TYPICAL HEAVY FREIGHT CARS 


Axle Spacin 
in тее ккк 


1 Trans. Am. Soc. C. E., 1905; 54A, 85. 
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Locomotives have increased in weight to such an extent that 
most main-line railroad bridges are now designed for Cooper's 
Class E-50 loading, or heavier, which is five-fourths times the 
Class E-40 loading, shown in Table 57, on the same axle spacing. 


TABLE 59.—TvPicAL Heavy ELECTRIC Cars 


Long Island R.R. 
1907 - 53Tons ! 


Boston Elevated Ry. 
Elevated Car No.3 
40.5 Tons? 


Boston Elevated Ry. à Er op JD 70 
Combeidge Subway ME YA RNC c DOR RA NIC 
62.9 Tons? 


| Interborough Rapid 


Transit Co. 
Manhatan Ry. Div.Car 
38.0 Tons 2 


Interborough Rapid 
Transit Co. 
Subway Division Car 
55.98 Tons ? 


nm 
Boy State St.Ry.Co. LC vad rey eee weed BB 
Express Car © З 
49.5 Tons? x 


Typical Passenger Car 
Trans. Am Soc.C.E. 
1924; 87,1277 


> 

LE 
LJ 

X^ 
Si 
b 
з 
2 


e 

R 

hs 

+ 

Fee © 
e 
S. 
S 


Typical Freight Car 
Trans. AmSoc.C.E. 
1924, 87, 1277 


From Jour, Assn. EngSoc, 1907;43,241 гот Proc. Eng. Soc. West. Penn./95;31, 738a 42 


Additional data regarding loads from electric cars, auto 
trueks, and occasional heavy loads to which highways are 
subjected can be found in a paper by Charles M. Spofford.' 

In the Second Progress Rept. of the Special Committee to 
Report on Stresses in Railroad Track,? the results are given of 
tests of the distribution of pressure in the ballast under loaded 
railroad ties. For the standard track construction the vertical 
pressure at а depth of 30 in. below the underside of the ties 
was practically uniform for equal loads on the ties aad in intensity 


! Highway Bridge Floors. Proc., Eng. Soc. Western Penn., 1915; 31, 727. 
? Trans., A. S. C. E., 1919-1920; 83, 1573. 
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amounted to 33 per cent of the average intensity of pressure 
applied to the ballast by the tie. 


Taste 60.—Wetcuts or Roap ROLLERS, TRACTORS, AND TRUCKS 


pounds | Front | Rear | Front 


Weights of steam road rollers 
(Data Furnished by the Buffalo Steam Roller Co.) 


10 tons | 26,000 8,670 44 69 4715 18 9 10 

12 {опв | 31,000 | 10,340 46 69 51 20 [10 8 
15tons | 39,000 | 13,000 48 72 52% 22 111 Ц 94 

Weight of traction engine 
(Data Furnished by the Good Roads Machinery Co.) 
16р. | 19,580 | 6,5309 40 | 66 |12 | 19 ho e| 82 
Weights of typical automobile trucks к 

5 tons | 20,000? | 6,900: | 36 42 6 13 |12 6| 86 
20 tons? 40,000 | 16,000! Hs 5G Arte 20 |14 0| 92 

1 Rear wheels, 


2 Allows for 25 per cent overload. 
3 Trans., А. S. C. E., 1924; 87, 1277. 


The loads from the wheels of steam road rollers, traction 
engines, trucks, etc., are applied directly to the surface of the fill 
but over a very small area. Although the intensity of the load 
at the surface is great, it becomes distributed fairly well over the 
entire width of the trench at a depth of 5 ft. or more and in a 
similar manner longitudinally. 

217. Dead Loads.—In manufacturing districts, sewers are 
often subjected to heavy surface loads from piles of lumber, 
brick, pig iron, coal, ete. Wherever such is likely to be the case, 
ample allowance should be made. It is not uncommon to find 
surface loads as high as the following: lumber, 850 lb. per square 
foot; brick, 900 Ib.; coal, 1,200 Ib.; and pig iron, 2,300 Ib. 

There are cases, doubtless, where heavy masonry foundations 
have been built over sewers without regard for their stability. 
Wherever it is necessary to do such work, either the sewer arch 
should be strengthened to carry the excess load, or, preferably, 
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TABLE 61.—Estimatep INTENSITIES OF SURFACE LOADS 


Assumed pres- 


sure on under Estimated 
side of ties, equivalent 


assuming one | intensity of load 
axle load on the | on а plane 30 in. 
least number of | below underside 


ties between | of ties, pounds 
axles, pounds | per square foot 


per square foot 


Locomotive, Cooper's Class E-30....... 1,875 620! 
Locomotive, Cooper's Class E-40....... 2,500 825 
Locomotive, Cooper's Class E-50....... 3,125 
Locomotive, Northern Pacific R. R..... 3,250 
Locomotive, А. T. & S. Е. К. R....... 6,180 2,040 
БӨӨ ӨСӨ баг; E eem e 2,190 
Atok O Curr ve ое 3,750 1,240 
Electrie car, Long Island R. R......... 1,925 635 
Electric car, Boston & Worcester St. Ry. 1,560 515 
Electric car, Boston Eley. Ry. Elevated ү 

Сагча ае ео 1,480 490 
Electric car, Boston Elev. Ry., Cam- 

bridge Subway Car ................ 2,120 700 
Electric car, Interborough Rap. Tr. Co. 

Man Ry. DI, Саг. уэж 1,385 460 
Electric car, Interborough Rap. Tr. Co. 

Subway Элуу Calo. neer oante rren 1,985 655 
Electric car, Bay State St. Ry. Co. 

Erro CORRI ара 1,550 510 
Electric ear, Typical Passenger Car.... 1,875 620 
Electric car, Typical Freight Car....... 3,125 1,030 


Estimated equivalent load on 
surface, pounds per linear foot of 


trench? 
Steam road roller 10 +опв............. 8,670 
Steam road roller 12 {опв............. 10,340 
Steam road roller 15 {опв............. 13,000 
Traction engine 16 Һһр................ 6,530 
Automobile truck 5 tons (rating). ...... 6,900 
Automobile truck 20 tons (total weight). 16,000 


! Assumed intensity of pressure 33 per cent of that on underside of ties. 


2 Assuming weight of one wheel per linear foot of trench, If trench is wide enough fo 


receive both rear wheels, load assumed should be that upon the two rear wheels. 
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the foundation in question should be built so as to relieve the 
sewer arch of all of the load of the building or structure. 

218. Proportion of Loads Transmitted to Sewers; Investiga- 
tions of Marston and Anderson.—In order to determine the effect 
of such excess loads, Marston and Anderson! carried out an 
analytical and experimental investigation. "They found that for 
a long load extending along the trench, the decimal part of it 
which is transmitted to the pipe in trenches of different dimen- 
sions is approximately that given in Table 62. 


TABLE 62.—Proportion or “Тоха” SUPERFICIAL LOADS ON BACK-FILLING 
WnuicH REACHES THE PIPE In TRENCHES WITH DIFFERENT RATIOS OF 
DEPTH то WipTrH AT Тор or PIPE 


(Marston and Anderson) 


Ratio of Sand and 


Saturated Damp yellow | Saturated 

ec ge top soil clay CE e en фе Pr AE uA Су шше yellow clay 
0.0 1.00 1.00 1.00 1.00 
0.5 0.85 0.86 0.88 0.89 
1.0 0.72 0.75 0.77 0.80 
1.5 0.61 0.64 0.67 0.72 
2.0 0.52 0.55 0.59 0.64 
2.5 0.44 0.48 0.52 "0.57 
3.0 0.37 0.41 0.45 0.51 
4.0 0.27 0.31 0.35 0.41 
5.0 0.19 0.23 0.27 0.33 
6.0 0.14 0.17 0.20 0.26 
8.0 0.07 0.09 0.12 0.17 
10.0 0.04 0.05 0.07 0.11 


Norz.—Curves based on this table are given in Fig. 107. 


Where the load is imposed by some short object, such as a road 
roller, the results of the investigation are not so positive, for it was 
found impracticable to test the theory upon which the analysis of 
such conditions was based. This theory was about the same as 
that found to be correct in other work when tested experimentally, 
во the results in this case are of considerable value even if purely 
theoretical. Apparently, the proportion of the load reaching 
the pipe depends on the ratio of thelength of load along the trench, 
the width of the trench and the ratio of the lateral and longitu- 
dinal pressures in the backfilling. 


! Bull. 31, Engineering Experiment Station, Iowa State College of Agriculture and 
Mechanic Arts, 1913. 
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The cürves in Fig. 107 will be found of value in estimating the 
proportion of the weight of surface loads, both long and short, that 
might be transmitted through the backfilling to the sewer. АП 
such loads, after having been reduced in the proportion shown by 
the curves or as aided by judgment, should be added to the load 
due to the backfill obtained by the method previously described. 
In this way the backfilling and surface loading will be reduced to 
the load in pounds per linear foot on the pipe. 


Coefficients е, 
010 020 030 040 0.50 050 070 0.80 090 ы) 
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Fra. 107. —Coefficients of surface loads transmitted through earth fill in trench 
to sewers. 


The allowance for increase in the load on the pipe due to impact 
in the ease of the faster moving short loads will depend largely 
on the judgment of the engineer. It is believed, however, that 
for ordinary highway conditions, an inerease of 50 to 100 per cent 
over the caleulated load will be sufficient. 


For example, the depth of earth over the crown of a certain sewer is 20 ft., 
and the width of trench at the top of the sewer is 10 ft. The backfilling 
material is sand weighing 120 lb. per cubic foot. One section of this sewer 
is to be built under a coal yard, and accordingly there should be added a 
Surface load due to piles of coal of 1,200 lb. per square foot. The total 
“long load” per linear foot of trench, Ws, would be 1,200 X 10 = 12,000 lb. 
The ratio of height of fill to width of trench, H/B = 2. On Fig. 107, follow 
along the horizontal line H/B = 2 until it intersects the curve for sand and 
damp top soil for long loads, which point is on the vertical line (interpolated) 
for coefficient c = 0.52. Substituting in the formula Wp = cWs the 
values of c = 0.52 and Ws = 12,000, we have cWs = 0.52 X 12,000 = 
6,240 Ib. per linear foot of sewer. 
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In order to determine the total load on the pipe it is necessary to obtain 
the load due to the backfill. The value of H/B is 2 as previously, and from 
Table 53, c in the formula W = cwB? would be 1.47. Then W = 1.47 X 
120 X 10? = 17,620 lb. per linear foot due to the backfill. The total load 
on the pipe will be 17,620 + 6,240 = 23,860 Ib. per linear foot. 


219. Other Experiments.—A. T. Goldbeck! and Prof. M. L. 
Enger? have also made experiments which are of interest in this 
connection, although these experiments are not extensive enough 
to permit of direct application to sewer design. 

220. Possible Load on Pipe Resulting from Tamping Backfill.— 
An example of the possible use of Fig. 107 is given by Marston 
and Anderson in a discussion of the probable correctness of the 
general impression that pipes with a small depth of cover are 
susceptible to greater damage than those in deep trenches and 
that more damage is done during tamping than is frequently 
considered probable by those who write specifications for pipe. 
The maximum pressure V, on the backfill, resulting from the 
shock of a blow of a rammer, is 27Р /f, where T is the weight of 
the rammer in pounds. 

The data for an example of the use of the formula may be 
taken from a discussion by J. N. Hazlehurst. Неге the original 
“very thorough" tamping was done with a 40-lb. rammer on a 
6-in. clay cover, resulting in some cracking of the pipe, while, 
later, the use of a 30-Ib. rammer on a 12-in. fill had no such result. 
If it be assumed that very thorough tamping on a 6-in. cover is 
such as would produce a final compression f of 0.01 ft. under one 
blow, and the height of fall F was 0.5 ft., then, with а 40-1Ь. 
rammer, V, = 4,000 10. If the rammer had a face width b, of 0.67 
ft., then the ratio of depth of cover to the width over which the 
load was applied, H /b = 0.5/0.67, was 0.75. The percentage of 
V, reaching the pipe would be, from Fig. 107, about 73. Hence, 
about 2,920 lb. would be directly transmitted to an 8- by 8-in. 
area of pipe. With the lighter rammer, f would probably be a 
little larger, say 0.015 ft., because the cover was 1 ft. instead of 
0.5 ft. The same method of computation as in the first case 
shows that the pressure on the 8- by 8-in. area would be about 
1,080 lb. The correctness of the opinion occasionally expressed, 
that the use of a rather thick cover and light rammer in the lower 
part of the trench is desirable for the safety of the pipe, is con- 
firmed by this analytical method of investigation. 


1 Proc., А. S. T. M., 1917; 17, Part II, 641. 
з Eng. Rec. 1916; 73, 106. 
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PRESSURE IN EMBANKMENTS 


221. Marston's Culvert-pipe Investigations.— Beginning in 
1915, Prof. Anson Marston has carried out an extensive investiga- 
tion of the loads transmitted to culvert pipe, meaning thereby 
pipe which were laid on or slightly below the natural surface of 
the ground and then covered by an embankment. This is the 
usual condition experienced in building culverts. It is not 
uncommon in sewer work, particularly for outfall or intercepting 
sewers, or when the sewers are constructed at the same time as 
highway embankments. 

The experiments were made in a similar way to those on pres- 
sure in trenches. It was found! that the same expression as for 
pressure in trenches was applicable, namely, 


W = cwB* 


in which B is the greatest outside width of the pipe or culvert, 
while c is considerably greater than for pipes in trenches. 

The tests showed that if the material of the embankment was 
consolidated by wetting and rolling, to an elevation above that of 
the top of the culvert amounting to at least one-third of the total 
height of the embankment above that point, and a trench were 
then excavated in the compacted earth and the culvert built, the 
resulting loads upon the pipe after the embankment was comple- 
ted were the same as though the pipe had been laid entirely in a 
trench; in other words, “ditch conditions" prevailed, and the 
coefficients given in Table 53 were applicable. If the pipe were 
laid first, either on or somewhat below the natural surface, and the 
embankment built over it—called “projection condition," since 
a part of the pipe projects above the original surface—it was found 
that coefficients depending, in part, upon the extent of such 
projection were applicable, as already noted. 

If the lower part of the embankment was constructed and 
consolidated before laying the pipe, but to a height above the top 
of the culvert less than one-third of the total height of the 
embankment above that level, then “imperfect ditch conditions” 
existed, and the values of the coefficient were uncertain but some- 
where between those for “projection conditions" and “ditch 
conditions." 


! Second Progress Rept. on Culvert Pipe Investigations, Iowa Eng. Experiment Station, 
1922, 
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Figure 108' shows graphically the values of the coefficient c 
for ditch conditions, for projection conditions with various 


Formula: W-cwB? w= Weight ofembankmert material 
(c= coefficient ) in Ib. per cu.ft 
= Project; ; B -Greafes? horizontal breadth of 
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Fie. 108.—Computation diagram for loads on conduits. (Marston.) 


amounts of projection, and for the intermediate zone of **imper- 
fect ditch conditions.” 


1 Reproduced from Marston's Rept. 
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The experiments were carried out with embankments of 
various heights, up to 20 ft. The applicability of the coefficients 
to conditions in which the height of embankment materially 
exceeds 20 ft. is, therefore, open to question. 

The horizontal pressure exerted by the material of the embank- 
ment is best determined by Rankine's formula given on p. 302. 

222. Weight of Backfilling.—For much designing work, it is 
sufficient to assume that the backfill will weigh 120 Ib. per cubic 
foot and that the horizontal pressure at any depth due to this 
fill will be one-third of the vertical pressure. Where more precise 
figures are required, the material which will be used should 
actually be weighed, in a moist as well as а dry condition, or the 
information given in Table 54, p. 299 should be employed. 


Problems 


1. With 20 ft. fill over the crown of a 4&-in. circular sewer in clay soil, 
find the load per foot of sewer due to the backfill if the treneh width is 5 ft. 

2. After excavating the trench for the sewer in Problem 1, it is decided 
to use an egg-shaped section of equivalent area. Determine the load per 
foot of sewer due to the backfill. 

3. Draw.the sewer section in Problem 1 to suitable scale and indicate 
£raphically the unit pressures exerted by the surrounding soil, both as to 
magnitude and direction. 

4. (a) А rectangular sewer 6 ft. high outside dimensions has a 10 ft. 
cover of moist loam. Compute the resultant earth pressure acting against 
its sidewalls and indicate its direction and point of application. (b) Recom- 
pute for a wet clay backfill. 

5. Check the determination of Problem 4 (a) using Mohr's graphical 
method. 

6. (a) A 36-in. cast iron sewer passes under a railroad embankment so 
that the crown is 5.0 ft. below the bottom of the ties. If the soil is damp 
sand and top soil, determine the maximum load reaching the sewer assum- 
ing that Cooper’s Class E-40 represents the locomotive loading to be 
anticipated. 

(b) Ditto for Cambridge subway car as the live load. 

(c) Ditto for a 5-ton automobile truck. 

7. A 24-in. vitrified pipe culvert is constructed through a fill by cutting 
out a 6-in. sector in the natural soil to fit the under side of the pipe. The 
backfill is then placed and tamped, to a height of 10 ft. above the crown of 
the culvert, and weighs 120 Ib. per cubic foot. Determine load to be 
carried per foot of culvert, 


CHAPTER X 
EXCAVATION, SHEETING AND BRACING OF TRENCHES 


EXCAVATION 


Exeavation is that part of the work of sewer construction 
which is usually most important in determining costs. Good 
management and judgment are required in handling this work to 
advantage. While the materials used in sewer construction 
generally represent a considerable part of the total cost of the 
project, the contractor’s profit on these is not great. The chief 
source of profit is in so handling the work that the labor and 
machinery charges are kept at a minimum. The seasonal 
element is of considerable importance, since work сап be pushed 
more rapidly during the summer and costs kept at a minimum, 
thus avoiding considerable expense which may result if work is 
prolonged into the winter. Charges for plant operators and 
machinery run up the unit costs rapidly when progress is slow. 
An allowance for delays due to unfavorable weather, particu- 
larly rain and cold, is necessary. This factor is beyond the 
control of the sewer builder and is an important one in deter- 
mining profit or loss on contracts. 

223. Classification.— There is little agreement among sewerage 
engineers as to the classification of excavated materials for pur- 
poses of payment. The prevailing opinion among engineers, 
in the eastern states, whose work is with materials in which the 
rock is usually hard and fairly sharply distinguishable, is that a 
classification into rock and earth should be made. Among 
engineers in the West it appears customary to use no classifica- 
tion. The authors use the following classification for rock: 

Rock, wherever used as the name of an excavated material, shall mean 
boulders exceeding 16 cu. yd. in volume, or solid ledge rock which, in the 
opinion of the engineer, requires for its removal drilling and blasting, or 
wedging, or sledging or barring. No soft ог: disintegrated rock which can 
be removed with a pick; no loose, shaken or previously blasted rock or 
broken stone in rock fillings or elsewhere, nor rocks exterior to the maximum 


limits of measurement allowed which may fall into the trench, will be 
measured or allowed as rock. 


318 


EXCAVATION, SHEETING AND BRACING OF TRENCHES 319 


224. Opening the Trench.— Where paving materials encount- 
ered in excavation are to be used again, they should be placed in 
neat piles outside the probable limits of excavation. Other 
excavated material is placed in a windrow along one side of the 
trench. 

Frost enters compacted ground to a greater depth than where 
it is in its natural condition. "Where frost penetrates to a depth 
of 3 ft. in а field, it may penetrate 5 or 6 ft. in a neighboring 
travelled road.' Opening a trench in frozen ground is slow 
work and it is common to first thaw the surface by building fires 
at the desired points. Thawing may be done by steaming, 
first covering the surface with long wooden boxes about 10 in. 
high and as wide as the trench, with the open side of the box 
down and holes bored in the top about every 12 in. Each hole 
will be supplied with a wooden plug to prevent the escape of 
steam. The boxes are banked with earth after placing, and 
steaming may be done by means of a 34-in. pipe about 6 ft. 
long provided with an iron crossbar for а handle. To the end of 
this pipe а steam hose is attached, connected with a portable. 
boiler. The pipe is pushed vertically down through one of the 
holes in the top of the box and, as the steam thaws the ground, it 
is gradually worked down until it has penetrated the frozen 
layer. The pipe is then pulled up, the hole blocked and the 
operation repeated through other holes. With the development 
of the modern gasoline-operated portable air compressor and 
the use of air picking, hammering and excavating tools, pave- 
ments and frozen ground can be removed much more expedi- 
tiously than formerly when chiefly hand labor was employed 
and thawing has become less of a necessity. 

225. Hand Excavation.— The development of excavating 
machinery and the high prices of common labor have resulted in 
doing away with much of the pick and shovel excavation formerly 
employed, so that at the present time hand excavation methods 
аге used mainly on small scattered work, in bottom excavations 
for the preparation of foundations, or in locations where there is 
not sufficient room above the ground surface for operating an 
exeavating machine. In locations where many underground 
Structures exist, as in city streets, hand excavation may prove 
necessary. 


! This is due to the absence of a protective sod or snow covering, as well as to compactness 
of the surface material. 
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It is desirable to throw on one side all material other than 
rock, excavated from the trench. "That from the first 6 ft. of 
depth should be cast as far to the side as it can be thrown, so as 
to leave room nearer the edge of the trench for that from greater 
depths. Unless the material is plastic or sticky, it isusually 
possible for a man to throw it from the trench until a depth of 
about 8 ft. is reached. For deeper trenches platforms are 
constructed about 6 ft. from the surface, supported on the 
cross braces if the trench is sheeted, or on temporary braces 
otherwise. Such a platform is made long enough to receive 
material from a laborer at either end and to provide room for one 
man to keep the platform clear. Additional platforins will be 
required for about each 6 ft. of depth, and the material willbe 
cast from the lower to the higher and thence out of the trench 
These platforms are shown in Figs. 117 and 118. In deep 
trenches it is necessary to provide a man at the surface to throw 
the material back from the edge of the trench. 

Where trenching machinery is used for pipe sewers, hand 
excavation must be employed in the shaping of the trench 
bottom to receive the pipe. In such cases, if the material is 
firm, the trench may be shaped to the lower half of the pipe, with 
additional excavations for the bells. 

226. Trenching Machinery.—Most of the excavating machin- 
ery now in use on sewer work is of the type which excavates and 
conveys the material to one side of the trench. Formerly in 
city work, and to a less extent today, trenching machines were 
used for hoisting the material from the trench after excavation 
by hand and for conveying it either to a spoil bank or back along 
the trench to backfill over the sewer. 

Trenching machines were first used where the soil was par- 
ticularly favorable, and close sheeting and heavy bracing were 
unnecessary. They are now used in more difficult situations 
both as to soil and obstructions. Pipes across trenches interfere 
with their use, but in many cases it may be more economical 
to run the risk of occasional damage to pipes than to resort to 
hand excavation. 

Ditchers or trenchers are usually gasoline driven with cater- 
pillar or wheeled traction. In the ladder type of machine, 
digging is done by buckets carried by an endless chain running 
over sprockets mounted on the end of an arm suspended from the 
rear of the machine, which can be adjusted to permit of excavat- 
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ing to a given depth. The width of trench is governed by the 
width of buckets selected, each machine being equipped with 
buckets of several widths. Side cutters may be used for further 
widening of the trench. The excavated material is carried by an 
endless belt conveyor operating at right angles to the ditch, and 
discharged in a windrow at the side of the trench. This type of 
trench machine is particularly useful where the soil does not 


Fic. 109.—Ladder type excavator. (Austin.) 


require bracing or sheeting and where there is little hardpan. 
It can also be used where the banks will stand sufficiently long 
after the machine has passed to enable sheeting and bracing to 
be placed. Where the banks cave rapidly after the passage of 
the machine, large quantities of material may fall into the trench 
and require removal by hand. Fig. 109 shows a trench excavator 
of this type. 

In caving soils the trench hoe or trench shovel, or the drag line 
excavator may be used to advantage, since these machines are able 
to reach back along the trench to remove such material as 
may fall in before the trench walls are braced. For large sewer 
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Ета. 110.—4 trench shovel showing method of operating. (Link-Belt.) 


Fig. 111.—Conveyor type excavator. 
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work trench shovels are advantageous since they can load the 
surplus material from excavation into trucks for hauling to spoil 
banks. In Fig. 110 a trench-shovel crawler is shown and the 
method of its operation suggested by the different positions of the 
bucket shown. 

Where streets are narrow or where for other reasons there is 
insuffieient room alongside the trench to place the excavated 
material, a conveyor type excavator may be used. Fig. 111 
illustrates this type of excavating equipment. The ditch is 
excavated and the material carried by the overhead conveyor 
back along the ditch where it is placed in backfill. The same 
conveyor shifts the sheeting and bracing materials along the 
trench, pulls the sheeting, lays the pipe and handles other material 
that requires transportation along the trench, by means of 
a hook at the further end of the car carrying the hoisting 
mechansim. 

227. Rock Excavation.—The method to be adopted for rock 
excavation in sewer trenches depends upon the quality and 
quantity of rock to be excavated. Ledge rock varies greatly in 
character, from that which may be removed by the use of pick 
and shovel, to hard rock which requires drilling and blasting. 
Shale and sandstone or rock which is considerably disintegrated 
and seamy may be removed economically with air picks and 
shovels. 

Where drilling of ledge rock is required, such work is now 
commonly done with power tools, usually driven by compressed 
air. The economical removal of ledge from excavations requires 
& crew experienced in the different processes of the operations. 
It should include drill operators, a man particularly experienced 
in the handling of explosives for loading and firing the holes, 
and be in charge of a foreman who understands not only the drill- 
ing but also the blasting operations. 

For small holes or on small jobs, the drilling may be done 
by hand using a drill and hammer or a churn drill. The latter 
is lifted and diopped, being rotated slightly between blows. The 
wedge-shaped bit on the lower end of the drill varies in sharpness 
with the hardness of the rock, being sharper for the softer rock. 
The bit flares so as to cut a hole larger than the drill, so the latter 
will not bind in the hole. 

The location and spacing of drill holes varies with the character 
of the rock to be excavated. The amount of material moved by 
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each shot varies with these factors, the depth of hole, the amount 
and quality of the explosive used and whether the blasting is in 
trench or in the open. 

Drilling may be accelerated by pouring water into the hole, 
the sludge thus formed which is not thrown out by the movement 
of the drill being removed at intervals 
with a “‘spoon”’ or scraper. 

When the depth of holes, hardness 
of rock or quantity of ledge to be 
excavated is such that the econom- 
ical limitations of hand drilling are 
exceeded, drills operated by com- 
pressed air or steam may be used. 
The rotary or core drill is not used on 
sewer work, except rarely for explora- 
tion purposes. The rotating bit of 
this drill cuts an annular hole leaving 
a core within the hollow drill, which 
may be withdrawn in convenient 
Fig. 112,—The “Sergeant” drill. lengths and examined as а sample of 

(Ingersoll-Rand Company.) fhe material encountered. 

The reciprocating drill used on heavy work consists of an air 
or steam cylinder in which a piston attached to the upper end 
of the drill shank is moved up and down, rotating the drill 


Fig. 113.—The ** Jackhamer" rock drill. (Ingersoll Rand Co.) 


slightly between blows. The drill is usually mounted on a 
heavy tripod (Fig. 112) which makes the striking of heavy 
blows possible. This type is rarely used for trench work at the 
present time. The jack-hammer drill shown in Fig. 113 is a 
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light, portable drill of the percussion type, usually operated by 
eompressed air. It is readily handled by one man and requires 
no tripod. It is particularly serviceable in narrow trenches and 
may be used for drilling holes in any direction. With a portable 
air compressor the jack-hammer drill is a flexible, easily trans- 
ported and convenient unit where the work is not too heavy or the 
holes too deep. 

228. Explosives.—An explosive is a substance which, when 
ignited or detonated by a sudden shock, generates large volumes 
of gases at high temperatures. The strength and shattering 
effect of the explosion varies in proportion to the volume of the 
gas and the suddenness of its formation. Gunpowder is slower in 
its action than is dynamite, for example, and should be used for 
Softer materials or where a shattering effect is not desired. 

Dynamite is the explosive now most commonly used on sewer 
excavation, although gunpowder or black powder, contractor’s 
powder and TNT are sometimes used. 

The active and determining ingredient of dynamite is nitro- 
glycerine. It burns quietly when ignited in the open air, explodes 
at a temperature of 388°Е., and freezes at 41°F. Dynamite 
which is frozen or chilled cannot be detonated easily, though it is 
exceedingly sensitive to friction, and sticks should not be broken 
or cut while in this condition. "Thawing can be accomplished in 
Special kettles or thawing boxes, but the operation requires 
Special precautions to prevent explosion. 

Nitroglycerine is a very unstable compound, exploding very 
easily when subjected to detonation or percussion. Being a 
liquid it is readily absorbed -by various substances such as 
Sawdust and wood pulp and these are therefore used as carriers. 
When its fumes are inhaled or absorbed through the pores of the 
body, it causes headaches and sickness. True dynamite is a 
mechanical mixture of nitroglycerine and an inert absorbent. 
False dynamites are composed of nitroglycerine and absorbent 
mixtures which themselves enter into the chemical reaction 
Causing the explosion and add to the strength and power which 
would be furnished by the nitroglycerine alone. 

There are a number of other explosives, such as picric acid, 
blasting gelatine and ammonia dynamite, which have their 
Special uses. Explosives vary in their ease and safety of handling, 
effect of moisture on their use, compactness, and strength and 
Tapidity of action. Their use should be entrusted only to those 
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experienced in blasting operations; such men are sometimes 
required to pass an examination to determine their fitness before 
being licensed to use explosives. 

229. Pumping.—If good cement mortar joints in а pipe 
sewer are to be obtained, it is necessary to have a dry trench. 
Cement joints must not be submerged or exposed to running 
water until the cement has acquired its final set. Removal of 
water from wet trenches is therefore necessary. 

Diaphragm pumps are most often used for unwatering sewer 
trenches. Such pumps are made in several sizes and are usually 
power-operated, although hand-operated pumps are sometimes 


Fra. 114.— Diaphragm pumping outfit truck mounted. (Novo Engine Co.) 


employed. Good portable gasoline-operated units mounted 
upon wheels are also available. Fig. 114 shows a portable unit of 
this type. 

When the quantity of water to be handled exceeds the capacity 
of a diaphragm pump, a centrifugal or a steam vacuum pump is 
generally employed. 

Where the ground is unwatered by means of well points driven 
into the ground outside the trench, these are connected to a 
common header and pumping is usually done by means of a 
centrifugal pump. Fig. 115 shows a sewer trench with well- 
points connected by suction hose to a 4-in. header through which 
the water is drawn by pumps situated at intervals along the bank, 
each caring for a definite number of well points. One of the 
pump locations can be seen through the suspended sewer section. 
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Vertieal sheeting is seen in the foreground with occasional 
heavy braces at & higher elevation which support the 4-in. 
headers. The crane used for handling the sewer sections is 
used also with a clamshell or drag bucket for excavating the 
trench. The chimneys used for house-sewer connections are 
shown, with a reetangular concrete manhole in the background. 


Fic. 115.— Sewer trench unwatered by well-points and pumps. 


230. Underdrains.—Underdrains are usually constructed of 
bell and spigot pipe laid with open joints and are of two classes; 
construction underdrains, put in to facilitate the building of a 
Sewer and generally abandoned when the sewer has been built, 
and permanent underdrains, provided with outlets for the purpose 
of lowering the ground water and thus maintaining a low infil- 
tration to the sewers. 

Underdrains in gravel trenches give little trouble from filling. 
Extreme care must be taken, however, in laying underdrains in 
fine water-bearing sand. Неге the pipes should be thoroughly 
Surrounded with gravel and coarse sand, the coarser materials 
next the pipe. The joints are sometimes wrapped with one 
thickness of cotton cheese cloth in strips 6 in. wide, securely tied. 
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Unless such precautions are followed, the underdrains may 
become completely stopped with sand. 

If an underdrain is properly constructed, little of the sand 
which causes trouble enters along its length, but only at the upper 
or free end. It is difficult to prevent this, as the work of excava- 
tion keeps the sand stirred and the water carries it into the 
pipe. In such cases it is customary to keep а rope with a chain 
attached threaded through the underdrain, which may be pulled 
back and forth to free it of sand. 
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Trenches may be excavated in most materials to a depth of 3 
to 6 ft. without much danger from caving banks. In some 
materials, as hardpan, excavations may be carried down to 
greater depths, 12 to 20 ft., without sheeting and without much 
danger if the trench is not kept open long. Usually, however, it 
is necessary to shore the sides of trenches thoroughly for the 
protection of the workmen and to make progress possible. 

231. Necessity for Shoring Trenches.—The necessity for 
shoring arises from the tendency of soils to cave. This caving 
results usually from one of three causes. First, as the trench 
wall exposed to the atmosphere gradually loses its moisture 
content through evaporation, shrinkage cracks are formed. 
Rain water entering these brings about local swelling which 
may disrupt the mass and cause caving. Second, the shearing 
resistance of soils varies within wide limits, and the depth of 
trench required to produce caving varies correspondingly. 
When the depth becomes excessive, the soil fails by shear and 
this failure occurs along a curved rather than a plane surface. 
Third, where ground water seeps into the trench, a quicksand 
effect may result if the velocity of flow is sufficient to wash out 
the finer particles and thus undercut the trench wall. Ir» these 
three ways caving may be produced and shoring is neeJed to 
prevent it. It is well, also, to have a trench so protected as to be 
safe against damage by storms, which may cut away the sides 
unless they are well shored; or against failure from other causes. 
Under some conditions it is desirable to place low banks of earth 
along the sides and across the ends of the trench to prevent 
surface water from flowing into it and eroding the earth behind 
the sheeting. 
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232. Methods of Shoring.— The method of shoring trenches 
usually has been left to the judgment of the foreman in charge of 
the work. Good judgment based on wide experience is essential 
to the best solution of shoring problems. During recent years, 
however, the behavior of soils has been investigated more thor- 
oughly and tests have been devised to assist in determining their 
behavior under the varying conditions encountered in practice. 
These investigations have clarified considerably the physical 
principles underlying soil characteristics, and the soils laboratory 
is coming into use to assist in predicting difficulties to be encoun- 
tered in underground construction and in devising methods for 
surmounting them. Soil tests assist but do not supplant 
engineering judgment based upon experience in these matters. 
and the young engineer will do well to avail himself of all oppor- 
tunities to observe the behavior of materials encountered in 
trench construction and the methods of bracing used. 

Trenches are shored by placing braces across them to support 
the sidewalls in place. This often involves sheathing the sides 
with planks, called ‘‘sheeting’’ when so used, supported by 
longitudinal timbers called “rangers” or “wales,” which are 
held by “cross-braces.” Sometimes the sheeting is used ver- 
tically, sometimes it is placed horizontally and is then often 
called “box sheeting,” and sometimes special forms of shoring 
are employed which will be described later. 

While trenches in rock may often be excavated safely without 
shoring, it should be kept in mind that rock is treacherous 
material if seamy and the seams lie at an angle with the hori- 
zontal, exceeding the angle whose tangent equals the friction 
factor for stone against stone. This is particularly true when 
the seams contain clay or other material which may reduce the 
angle of repose to a negligible amount. It is often difficult to 
determine how far back from the face of the trench the rock has 
been eracked in blasting, and cracks are likely to permit large 
masses to slide into an unshored trench. When the banks are 
Very treacherous it may be wise to provide close sheeting, 
but usually where the trenches are of moderate depth frequent 
Stay-braces, or skeleton sheeting, described later, will be sufficient. 
tasting makes it troublesome to maintain shoring, and good 
Judgment is therefore necessary in directing the blasting. 

The methods ordinarily used for calculating earth pressures 
disregard the cohesion of the particles of soil. It is this property, 
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together with the so-called capillary pressure, which sometimes 
make it possible to exeavate a trench to a considerable depth 
without shoring. А given soil will often show different cohesive 
qualities under different pressures, though the friction factor 
remains constant. The cohesion will increase with the increase 
in depth of the excavation, but an increase in the water content 
of the soil is likely to be encountered as the trench is carried 
down, which may affect the capillary pressure. Soils are rarely 
of uniform character from the top to the bottom of the trench, and 
wide variations in characteristics may occur. 

The adhesive qualities of soil are usually small. If a trench 
has at some previous time been excavated parallel and near 
to a new trench, the soil, if allowed to yield, will usually break 
away to the line of the first trench, showing the lack of adhesion 
between the original soil and the refilled material. It is often 
necessary to sheet trenches solely because at some previous time 
the soil near them has been excavated, the cohesion broken and 
no adhesion established since then. For this reason the bracing 
and shoring of trenches in virgin soil is often much simpler than 
the work needed for similar trenches in city streets which have 
been excavated frequently. 

The time element is important in shoring. Usually the sides 
of an excavation will be found to exert no marked lateral pressure 
when first cut. Gradually, sometimes quite rapidly, the soil 
changes in character, ravels or flakes, and cracks appear in the 
surface. Sudden and great changes may be caused by rains. 
Leakage from water mains may soften the material. Voids 
behind the sheeting may cause a gradual loosening of the soil 
under the vibration of passing vehicles or when heavily loaded 
with excavated material. Movements of the earth due to any 
of these causes or the gradual squeezing out of water, result in 
changed and often greatly increased pressures on the sheeting, 
and may also change the point of application of the resultant 
earth pressure upon it. 

233. Behavior of Different Materials in Excavation.— The 
difference in behavior of the various soils encountered in excava- 
tion is due to differences in size and shape of the soil particles 
and of the moisture content. The differences in cohesion, 
compressibility, friction factor, capillary pressure and other 
characteristics, arise from variations in these three factors. 
Capillary pressure assists cohesion in holding trench walls in 
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position. This pressure is a summation of the surface tension 
acting in all of the water surfaces in the partially filled soil 
interstices, and increases as the soil grains diminish in size. With 
clay the capillary pressure may be considerable, while with coarse 
grained materials such as sand it may be small. If the voids 
are filled with water, as when the soil is saturated, there are no 
water surfaces and, therefore, no capillary pressure exists. In 
trench walls, evaporation removes some of this water and capil- 
lary pressure assists cohesion in preventing caving. For those 
trench conditions where this force is a maximum little or no 
shoring is required, while for saturated clay or quicksand, in 
which the capillary pressure is zero, the maximum difficulty from 
soil movement is encountered. 

For soils to consolidate, it is necessary that the water be 
squeezed out. In deep tunnels in clay, the loss of this water by 
evaporation as it is squeezed out has been known to considerably 
inerease the consolidation and therefore the pressure on shoring. 

Little or no shoring may be required in trenches in hardpan. 
When it caves it is usually in large masses, so that an occasional 
brace is enough to hold it in place. 

While new clay banks stand fairly well for a time after excava- 
tion, this material may swell and in many cases water will 
gradually seep toward the trench, which makes it such a treach- 
егоцѕ material that it is desirable to provide close sheeting and 
heavy timbers. 

In dry alluvium sheeting will generally be required, although 
the banks usually stand well for a time. Occasionally it may 
be possible to leave spaces between the planks, for the material 
is not likely to ravel. 

Close sheeting is almost always required in trenches in gravel 
because of the tendency of this material to ravel and roll through 
Small openings. It is usually necessary to shore trenches in 
gravel when they are more than 3 or 4 ft. in depth. 

Sand behaves in different ways, depending upon its size, 
uniformity and moisture content. Close sheeting is generally 
necessary and should be placed as soon as the trench is down 3 
to 5 ft. Where the sand is fine and contains considerable water, 
high pressures are likely to be exerted against the shoring, 
pproaching and perhaps exceeding a corresponding hydrostatic 
Pressure. In such material the sheeting must be close, strongly 
braced and driven a considerable distance below the bottom of the 
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lowest ranger, as well as to prevent the sand in the trench from 


trench, to help hold the planks in their proper position below the 
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being forced up by the pressure of the soil outside the sheeting. 
This also gives the ground water a longer path of travel and 


reduces its velocity, as it seeps into the trench, below that 
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required to move the smallest soil particle. If this velocity is 
exceeded the soil will “flow” into the trench. 

The intelligent handling of quicksand is a highly special 
problem. Fig. 116 illustrates methods of dealing with quick- 
sand.! 

234. Types of Sheeting.— The sheeting used on sewer work 
may be of wood or steel. Wood sheeting is in more common 
use and the different methods of construction may be described 
as vertical sheeting, box sheeting, poling boards, stay bracing and 
skeleton sheeting. 

235. Vertical Sheeting, although usually more expensive 
where other methods can be adopted with equal safety, is the 
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Fia. 117.—Isometric sketch of typical vertical sheeting. 


type most commonly used on sewer work and particularly on 
deep and difficult work, and in trenches in dry running sands and 
gravels, and in quicksand. Where trenches are excavated under 
Conditions making it important to prevent settlement of pipes 


‘Quicksand, Its Nature, Behavior and Methods of Control. Gow, CHARLES R.: Jour., 
b - E. Water Works Assoc. 1920; 34, 171. Fig. 116 nas been reproduced from this paper 
'Y courtesy of the New England Water Works Association. 
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and other underground structures, pavements, and abutting 
buildings, it is often unwise to attempt to use other methods of 
shoring. 

The general method of arranging vertical sheeting is illustrated 
by Figs. 117 and 118, which are companion drawings of a narrow 
trench carried to such depth as to require three sets of sheeting. 
The eross-timbers or * braces" are shown cleated, which is good 
practice upon work of this kind. Staging platforms upon which 
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Cross Section. Longitudinal Section. 
Fic. 118.— Typical trench sheeting. 


the excavated material is thrown, are shown extending half 
way and all the way across the trench, as both methods are com- 
monly used. 'The general arrangement of braces, rangers and 
sheeting is illustrated but the dimensions given should be varied 
according to conditions. 

The common practice is to use sheeting planks sharpened 
with ‘chisel’? edges, placed with the beveled side toward the 
inside of the trench as shown at A. In some cases, especially 
in difficult work where it is necessary to drive the sheeting 
long distances ahead of the excavation, the planks may be 
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beveled in two directions, as shown at B, Fig. 117, the object 
being that the planks shall drive straight and shall tend to hold 
tightly against the planks previously driven. 

236. Box Sheeting.—Horizontal or “box” sheeting is some- 
times used where the material excavated is such that the banks 
will stand untimbered for a considerable length of time without 
great danger of their caving. With it less care need be taken in 
trimming the banks of the trench plumb than in the ease of verti- 
eal sheeting, as it is not absolutely necessary, though it is prefer- 
able, that each plank be placed directly under the one above. 
After the excavation has been carried as deep as practicable with- 
out bracing (usually the width of three or four planks), the planks 
are placed along the sides of the trench and held in position by 
2-in. cleats placed vertically at each end and usually in the 
center. These cleats are in turn held firmly by cross- 
braces. As the width of the trench between the opposite planks 
is likely to vary, screw braces are to be preferred to the ordinary 
driven brace, as they are more readily adjusted and by their 
use the trench may be more quickly braced. The screw braces 
are also preferable, as there is little or no jar in connection 
with placing them, while if driven braces are used the jar resulting 
from the driving may be sufficient to endanger the banks. 

Box sheeting has been used in some cases where the material 
excavated was very unstable, such as coarse gravel and dry sand. 
In such cases the excavation can be carried only deep enough to 
accommodate a single plank at a time. Each set of planks is 
temporarily braced until the trench has been carried deep enough 
to accommodate uprights supporting three or four planks, after 
which the uprights, with one or two braces against each pair, 
may be substituted for the individual plank braces. In this 
class of material box sheeting may be more expensive and 
troublesome than vertical sheeting, but it is quite useful under 
certain difficult conditions, as for example in trenches between 
car tracks or under structures which interfere with the placing of 
vertical sheeting. The use of the wooden horses and temporary 
Stages required by plank drivers is also avoided by the use of 
box sheeting, which is often advantageous, especially in narrow 
Streets. 

Fig. 119 shows a trench about 12 ft. in depth, the banks of 
which were supported by two sets of box sheeting, each three 
planks in depth. The planks used were 2 in. thick, 12 in. wide, 


336 SEWERAGE AND SEWAGE DISPOSAL 


and 18 ft. in length. The cleats were 2 by 12 in. and 3 ft. in 
length. Extension braces were used, as shown in the sketch. 
'The material excavated was a dry alluvial clay. 
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Fic. 119.— Box sheeting. Fig. 120.— Poling boards and vertical 
sheeting. 


237. Poling Boards.— This method of timbering is similar to 
that of vertical sheeting, except that short planks 3 or 4 ft. in 
length, called “poling boards, " are used and the sheeting is placed 
against the banks from time to time as the excavating proceeds 
instead of being driven. The planks are placed vertically 
against the properly trimmed banks, and are supported by means 
of rangers and braces, as in the case of vertical sheeting. In 
some cases where the banks stand well it is possible to get along 
with a single set of rangers and braces for one set of poling 
boards, as illustrated in Fig. 120. This, however, is not as safe 
as where two sets of rangers and braces are used for each set of 
poling boards. 

'The chief disadvantage in the use of poling boards lies in the 
fact that if thereis a collapse in the timbering of any portion of the 
excavated section, resulting from the running out of the material 
behind the sheeting, serious deformation or even collapse of the 
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entire timbering of the section may result. The danger of this is 
much greater with poling boards than with vertical sheeting. 

238. Stay Bracing.—When the excavation is in hardpan, dry 
clay or dry loam, it is often unnecessary to provide close sheeting, 
although some support for the banks may be needed. In such 
cases stay bracing, or skeleton sheeting, will prove economical. 
The simplest form of stay bracing involves the placing of pairs of 
vertical planks braced tightly against the banks of the trench at 
intervals of 6 to 10 ft. The braces may conveniently serve as 


Fic. 121.—Stay bracing. 


supports for staging platforms in trenches which are sufficiently 
deep to require that the material be staged out. If a trench must 
be left open for several days, the use of stay bracing is not to be 
recommended unless conditions are especially favorable, as 
heavy rains are likely to soften the banks and cause expensive 
and dangerous caving. Fig. 121 shows the method of supporting 
the banks of a trench by means of stay braces. 

239. Skeleton Sheeting.—In some cases where it is difficult to 
determine prior to the completion of the excavation, whether 
it will be necessary to use vertical sheeting, skeleton sheeting 
is used. This consists of the usual rangers and braces with 
planks between the rangers and the banks of the trench opposite 
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the braces. By putting in these frames, it is possible to slip 
planks in later without delay wherever found necessary. It is 
often desirable to place such planks at intervals of 2 or 3 ft. where 
it is unnecessary to provide close sheeting. 

240. Jetting.— Where sheeting must be driven ahead of 
excavation, occasionally it is found impossible to make sub- 
stantial progress in the driving of sheeting by ordinary methods. 
In such cases a jet of water may be forced into the soil just below 
the bottom of the plank so that as the soil becomes softened the 
plank can be driven with comparative ease. 

In some cases the bottom of each plank is fitted with a special 
appliance by means of which the jet of water is introduced into 
the soil immediately below the plank. In other eases the water 
may*be conveyed to the lower end of the sheeting by a 34- or l-in. 
pipe, independent of the sheeting itself, and pushed down by 
hand. Where the planks are fitted with special jetting shoes, 
it is economical to drive them a considerable distance below the 
bottom of the trench at one operation. 

241. Practical Suggestions on Timbering.—Good workmanship 
is essential to the successful timbering of trenches. 
| The banks should be carefully trimmed to a plane surface 
before placing the sheeting. 

In excavating a trench in loose material, hay or meadow 
grass will be found useful to prevent the material from running 
through the cracks in the sheeting. 

The banks of a trench should never be allowed to move, if it 
is possible to prevent movement, as this destroys cohesion 
and increases the earth pressure against the sheeting. The 
sheeting and bracing should be placed in the trench as soon as 
practicable, in order to prevent any movement of the top layers 
of the soil. The sheeting should be driven as fast as the excava- 
tion proceeds and in quicksand it is, of course, necessary to drive 
the sheeting in advance of the excavation. Great care should be 
taken to prevent the banks from raveling where notches or 
“windows” are required. The pressures exerted upon timbering 
increase greatly as the soil back of the sheeting becomes cracked, 
loosened, or in any way shifts its position. Such movements of 
the banks are likely to cause the breakage of adjacent water 
pipes and sewers, resulting in the partial or complete saturation 
of the soil with the water leaking from them, and producing 
pressures approaching hydrostatic pressure. 
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Braces should always be tight. Where they are short and 
of wood they may be cut to correct length, and driven, but where 
they are long they should be tightened by hard wood wedges 
driven to refusal. Upon the lighter work extensible screw braces 
will be Cound more convenient than wooden braces. 

Except upon heavy and expensive work it will generally be 
found more convenient to use rangers and braces of the same size 
from the top to the bottom of the excavation, than to attempt 
to vary their size in accordance with theory. If, as is frequently 
the case, it seems desirable to increase the strength of the timber- 
ing toward the bottom of the excavation, or at any other point, 
this can be done by decreasing the space between the rangers, and 
adding braces. 

242. Materials and Tools.—Ordinarily the first cost of timber 
is an important if not the chief consideration in its selection. If 
sheeting requires hard driving, it is advisable to get either a soft, 
tough wood or a hard, strong wood. Spruce is very satisfactory 
and oak stands driving fairly well. Hemlock is usually unsatis- 
factory because it splinters. Oak is heavy and likely to warp, 
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Wie. 122.— Typical section of wall of Lackawanna arched web steel sheet piling 
showing interior bracing. 


Sheeting planks should not be more than 10 in. wide, except 
notched planks, nor less than 6 in. The tops of the sheeting 
planks should be dressed to receive plank eaps, placed over them 
to protect the ends against brooming under the driving maul. 
The east iron caps should fit loosely on the plank ends or they will 
be eracked in driving. 

Steel sheet piling is used extensively for heavy engineering 
foundation work, but rarely for trench work. It is not as easily 
handled, driven or pulled as plank, but its useful life is much 
longer, and it has other special advantages for cofferdams or 
large and difficult foundations. 

Fig. 122 illustrates the method of bracing used with steel 
sheet piling. 
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The 16-lb. hammer is most useful for driving cross-braces 
and permits а blow to be delivered close to the end of а brace 
more effectively than by a sledge hammer. A lighter hammer is 
undesirable and a heavier one is clumsy for ordinary work. 


Also Furnished for Use with 
Timber Strut. 


Also Furnished with Iron Pipe. 
Ето. 123.—Extensible trench braces. 


Extension braces, Fig. 123, are often used in light trench work, 
being more quickly applied than timber struts and requiring 
no driving, an advantage where banks are unstable. These 


Fig. 124.—Sheeting or plank clamp and lever. 


braces may be provided with lugs on both ends, which overhang 
the rangers and prevent the braces from falling. The extension 
brace is usually fitted with lap-welded iron pipe, and its length 
may be varied by substituting different lengths of pipe; sometimes 
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timber braces with screws on one end are used, in which case 
one end of the strut is bored out to receive the screw. 

Sheeting planks are pulled by means of a wrought-iron clamp 
slipped over them and raised by a long timber lever with a 
wrought-iron hook at the end, shown in Fig. 124. 

243. Shoring Tunnels.—Tunnelling as a method for con- 
structing large sewers is occasionally used. The conditions 
under which it would be justifiable include excessive depth of 
sewer, traffic congestion, presence of surface structures which 
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Fic. 125.— Theoretical quantity of excavation for trenches 1 to 16 ft. deep, for 
sewers of 2 to 20 ft. outside diameter. 


interfere with the open cut method, and the existence of sub-soil 
conditions favorable to tunnelling. Shoring is a major problem 
in such work. 

In boring the tunnels for the Detroit sewers, a stiff clay 
subsoil permitted the use of an auger-like borer. The soil, except 
for a few sand pockets and an occasional boulder, would stand 
unsupported for some hours for lengths of 12 to 15 ft., which 
Simplified the shoring problem. In driving a tunnel through 
soft or loose material, special methods of timbering are required, 
which permit the roof timbers to follow closely or to project 
ahead of the shield. Since the timbering for tunnels is a special 
and complicated problem, a detailed discussion is not warranted 
here, but the student is referred to any standard work on “Тип- 
nelling" for such information. 
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244. Quantities of Trench Excavation.— The cost of sheeting, 
bracing and pumping will be about the same whether the trench is 
of the exact width needed or a foot or two wider. The cost of 
picking, shoveling, backfilling and hauling surplus material to the 
dump will be closely proportional to the quantity of material 
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Fra. 126.- -Theoretical quantity of excavation for trenches from 13 to 28 ft. 
deep for sewers of 5 to 20 ft, outside diameter. 


actually excavated. Where some types of machinery will be 
used, the width of the trench may be greater than necessary for 
the structure. In hardpan and dry clay, the banks may stand 
without bracing, thus making it possible to dig the trench 
of practically the width of the structure to be built in it, while the 
same sewer in a trench in running sand may require heavy 
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timbering. In rock excavation it is often difficult to excavate 
exactly to the line theoretically required. 

'To prevent controversy as to the quantity of excavation to be 
paid for on contract work, it is customary to prescribe certain 
limits, called ''lines of excavation," to which the quantity to be 
paid for shall be calculated, but the contractor may, if necessary, 
excavate beyond these and if the strueture can be built in nar- 
rower excavation he is not required to excavate the full width 
shown upon the drawings. Some engineers provide in the 
contract that earth excavation shall be paid per linear foot 
of sewer constructed. This is an excellent method, provided 
the preliminary engineering has been done with sufficient care 
and thoroughness so that there is no possibility of а change in 
plans. 

'The quantity of excavation required for trenches for masonry 
sewers from 1 to 40 ft. in depth and up to 20 ft. in width may be 
obtained from Figs. 125 and 126. "These diagrams are based 
upon the assumption that the top set of sheeting will be 11 
or 12 ft., the bottom set 16 ft., and the intermediate set 12 ft., 
that 2-in. sheeting will be used, and that 10-by 10-in. rangers and 
braces will be employed. The quantities of excavation obtained 
by the use of these diagrams should be regarded as approximate 
only, for special calculations will be needed for any case where 
exact quantities are required. The averages of actual cross- 
sections of about 25 sewer trenches in Louisville showed that the 
excess excavation for small sewers having an extreme outside 
width of 6 ft. was nearly 33 per cent, whereas the excess excava- 
tion for sewers from 12 to 16 ft. wide, outside, was 1 to 5 per cent, 
which indicates the decreasing importance of excess width as the 
width of the sewer increases. 


CHAPTER XI 
CHARACTERISTICS AND BEHAVIOR OF SEWAGE 


245. General Characteristics of Sewage.— Knowledge of the 
properties of sewage is essential in the design and operation of 
both collecting systems and disposal works. General acquaint- 
ance with the nature of sewage, as affecting chiefly its hydraulic 
properties, commonly suffices for the planning of sewers and 
sewer appurtenances. Design and operation of sewage treatment 
works and control of the pollution of water courses into which 
sewage is discharged with or without treatment presuppose, 
however, а thorough appreciation of the physical, chemical and 
biological characteristics and behavior of sewage and sewage 
matters. 

From a consideration of its sources, sewage may be defined 
аз а combination of the liquid, or water-carried, wastes conducted 
away from residences, business buildings and institutions, 
together with those from industrial establishments; and with such 
ground, surface and storm water as may be present. The liquid, 
or water-carried, wastes originating in residences, business 
buildings and institutions are known as domestic sewage. Those 
resulting from the manufacturing processes employed in indus- 
trial establishments are called industrial wastes. 

Although sewage is composed largely of water (99.9 per cent), 
it contains sufficient quantities of substances which are offensive 
in character and behavior or dangerous to the public health to 
make the economic and sanitary disposal of sewage a problem 
of far-reaching importance. 

In appearance, sewage resembles dirty dish water or bath water 
to which has been added floating matter, such as fecal solids, bits 
of paper, matches, grease, vegetable debris and fruit skins. 

Physically, sewage contains matter in suspension and matter 
in solution. Of the suspended solids, some will settle when the 
transporting power of the water is decreased by a reduction in its 
velocity and some will remain in suspension even during pro- 
tracted periods of quiescence. The quantity of material carried 
can be realized from computations of the bulk of the substances, 
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other than water, discharged through sewerage systems. The 
Metropolitan Sewerage Commission of New York, for example, 
estimated that the city's sewage contained, per thousand popula- 
tion annually, 14 tons of feces, 8 tons of toilet paper and news- 
paper, 11 tons of soap and washings, 8 tons of street wastes, and 
4 tons of miscellaneous substances; a total of 45 tons. 

When sewage is discharged without treatment, settling solids 
are often deposited on the bottoms and sides of streams and form 
silt and sludge banks which interfere with the regimen of water 
courses, especially during periods of low flow. Floating solids, 
fats and oily products may become stranded along the banks or 
may form unsightly seums which reveal the sewage origin of the 
floating matters. The layman is apt to object to the appearance 
of sewage-polluted water rather than to the sanitary hazards. 

Chemically, sewage contains substances of animal, vegetable 
and mineral origin. The animal and vegetable substances, called 
collectively organic matter, are in large part offensive in character 
or behavior. They are made up of complex chemical substances 
which are readily broken down by biological and, to a lesser degree, 
chemical action into other, usually simpler, compounds. Uncon- 
trolled decomposition of this organic matter, which constitutes 
about 50 per cent of the sewage solids, is commonly accompanied 
by objectionable odors and other noxious conditions in the 
streams or other bodies of water into which sewage may be 
discharged. 

Biologically, sewage contains vast numbers of living organisms, 
among which the bacteria predominate. One gallon of sewage 
may harbor from 20 to 250 billion bacteria. Most of these 
organisms are harmless to man and are largely engaged in the 
beneficent activity of converting the complex organic constituents 
of sewage into simpler, more stable, organic and mineral com- 
pounds. Sewage, however, may contain bacteria or other 
organisms that have come from persons sick with typhoid fever, 
dysentery, or other so-called water-borne diseases. Some disease- 
producing (pathogenic) organisms are commonly present, and 
it is these that constitute the real danger of sewage to the public 
health. 

246. Concentration, Composition, and Condition of Sewage.— 
The concentration, composition and condition of sewage depend 
upon the quantity, nature and freshness of the sewage matter 
contained in it. 
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Concentration is a term commonly used to designate the propor- 
tion of sewage matter to water. А strong or concentrated 
sewage contains a relatively larger proportion of sewage matter, 
while a weak or dilute sewage contains a relatively smaller one. 
There is no recognized standard by which a sewage may be 
classed as strong or weak. In sewage-disposal problems, the 
organic matter in sewage, being more important than the mineral 
matter, is usually the basis for classification. "The quantity as 
well as the nature of the organic matter determines the strength 
of sewage. 

Composition is defined by the different constituents of а 
sewage and their quantities. If the quantities of certain con- 
stituents are high as compared with average experience the 
sewage is called strong, if low the sewage is called weak. Com- 
position must be determined before concentration can be judged. 

Condition is & property of sewage which depends upon the 
changes that have taken place during the passage of the sewage 
through the sewerage system. As it flows through the collecting 
and outfall conduits, the coarser solids are broken up by mechan- 
ieal abrasion, and the organie matter is decomposed and changed 
in character by chemical and biological action. The longer the 
sewage flows or stands, the more are its constituents changed; 
fecal matter and other suspended solids are comminuted; 
bacterial activity increases enormously and assists in the break- 
ing-down of the complex organic compounds; the oxygen orig- 
inally dissolved in the water is reduced and may even disappear, 
so that from a fresh condition the sewage becomes stale and, 
when all the oxygen is used up, septic, 


SEWAGE ANALYSIS 


247. Scope of Sewage Analysis.—In general, a sewage analysis 
is designed to give information upon the presence and properties 
of the sewage matters. To this end the laboratory analysis may 
comprehend the results of many separate determinations, which 
in one way or another measure or reflect the physical, chemical 
and biological qualities of the sewage. 

The examination of sewage is unlike the chemical analysis 
of many common substances in which the exact quantities of 
each constituent element or group of elements are determined. 
Sewage matter is too complex and varied to permit this. It is 
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therefore, necessary to depend very largely upon tests which 
measure properties of the sewage constituents rather than their 
exact make-up. For this reason, too, а variety of more or less 
interrelated tests are made which taken together rather than 
separately, may be interpreted. The variety and interrelation 
of the tests commonly performed is best shown by grouping 
them in accordance with some scheme as that of Table 63. An 
important test that is not incorporated in this schedule is the 
determination of temperature. The recording of temperatures is 
important in modern sewage treatment methods because most of 
them are dependent upon biological activity which is stimulated 
or retarded in accordance with the prevailing temperatures. 
Other tests, too, are not shown, such as those for sulphates, 
phenols, poisonous metals, or other substances that may be 
significant under certain cireumstances. 


TABLE 63.—APPROXIMATE CLASSIFICATION OF TESTS COMMONLY USED IN 
SEWAGE ANALYSIS 


Living organisms 
Gasos апа Mineral and 
volatile -| Mineral matter | Organic matter М 
3 organic matter Plank- 
constituents Bacteria 
ton 
Odor Fixed solids Volatile! solids Solids Bacteria Animal 
forms 
Dissolved oxy-| 1. Total 1. Total 1. Total 1. At 20°C. | Plant 
gen forms 
Hydrogen sul- | 2. Suspended 2. Suspended 2. Suspended 2. At 37°C. 
phide (a) Settling (a) Settling (a) Settling 
(b) Non-set- (b Non-set- (b) Non-set- | B. Coli 
tling tling tling 
3. Dissolved 3. Dissolved 3. Dissolved 
Ammonia! N Organic N H-ion con- 
Nitrite У Albuminoid N centration 
Nitrate N Oxygen con- 
sumed 
Chlorides Biochemical 
Alkalinity oxygen de- 
mand 
Hardness Relative sta- 
bility 
Iron Ether-soluble 
matter 


! Includes both organic and inorganic substances. 


The choice of tests depends upon the use to which the analysis 
isto be put. Not all the tests given in Table 63 need be made in 
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every analysis. The analytical technique of performing the 
various tests cannot be described in this book. The present 
chapter is devoted merely to a statement of the nature and 
significance of the tests. "The details of analysis, as commonly 
performed in the United States, are elaborated in “‘Standard 
Methods for the Examination of Water and Sewage" published 
by the American Publie Health Association. 

248. Expression of Analytical Results.— With the exception of 
а few tests, such as temperature, odor, hydrogen-ion concentra- 
tion and living organisms, the results of sewage analyses are 
expressed as parts per million (p.p.m.) by weight, assuming that 
& liter of sewage as measured for analysis weighs 1 kilogram. 
Under ordinary circumstances, therefore, parts per million are 
equivalent to milligrams per liter. 

The varying quantities of water in different sewages make 
it diffieult to compare the average analysis of the sewage of one 
community or even of one sewerage district with that of another. 
If, however, the quantity of sewage and the number of the 
contributing persons are known, it is possible to compare the 
composition of the sewage on the basis of the sewered population. 
'The accepted method of stating composition is then in terms of 
grams per capita per day (gm. per cap. daily). For a sewage 
flow of 100 gal. per capita daily 1 part per million is equivalent to 
0.378 gram per capita per day. 

Other methods of statement are sometimes found useful, 
such as pounds per capita per day (Ib. per cap. daily), tons per 
1,000 population per year (t. per 1,000 pop. yearly) and pounds 
per million gallons (lb. per m.g.). One gram per capita per 
day equals 0.00221 Ib. per capita per day and 0.403 ton per 1,000 
population per year. One part per million equals 814 lb. per 
million gallons. 

Statement of the results of those tests which cannot be 
expressed by weight will be discussed later in connection with 
their interpretation and significance. 

249. Average Composition of Sewage.— The average composi- 
tion of sewages in America and Europe is shown in Table 64. 
Bacterial figures are not included. 

The composition of the sewage of a community changes rapidly 
from time to time on account of the fluctuating quantities of 
constituents contributed and the entrance of more or less ground 
water, surface water and storm water into the sewers. The night 


TABLE 64.—CoMPARATIVE AVERAGE SEWAGE ÁNALYSeS 


Parts per million | Grams рег capita daily 
Large Small Ameri- arge Ameri- 
i Ameri- | Ameri- | pma: can Large | German || Ameri- | Ameri- | Small L German 
Omen can can Amini residen- | English | “Stieg || сап can иен: residen- English M ed 
e Ў msan manu- tial Ex i manua tha Herd : manu- | menu. tial се ; manu- | of the 
com- |faeturing tact rural |facturing| Emsch com- |facturing tact rur acturing| E msch 
bined cities |'8° uring commu-| cities maoneri| bin cities | 4€ uring commu-| cities ом, 
Sewer) cities ities district sewers) cities UPS istrict 
Bewage flow, gal. per capita per | | 
баў у. aCe RAS Ms 178.0| 95.0) 69,0| 80.0) 49.0 
Nitrogen | | | | 
отару MORI э» Б, che cee 8.0 24.1|. 28.8 18:0: 16.2825; 16.9 6.4 8.0 5. CIC P TERZA 11.1! 
buminoid nitrogen.......... 7.0 | 11.9 11.3 8 14/83] ores M] come 2.7 2.8 2.4 2.9 3.6 
Ammonia nitrogen......... 10.6 26.5 | 38.9 27.2 36.5 33.7 7.8 8.3 9. 7.5 6.9 7.5 
Nitrite nitrogen............+. 0.11 0:960 у Sees Ibex s | Ж 2з 0.05 
Nitrate nitrogen . 0.44 1,19] 8. | Inc РУ eee | Е cen | -0.21 
Оху en сопвштей.............. 59.0 133.0 107.0 71.0 266.0 | ...... 35.6 48.0 27.0 21.6 49.0 
Biochemical oxygen demand (5 
р Рр гуа А 208.0 230.0 283.0 Р УА ВЕ 140.0 83.0 74.0 54.0 
Chloridel е e eee 48.0 109.0 83. 47.0 162.0 209.0 37.0 44.9 21.0 13.4 30.0 
s CORE «iod QU саана. А 153.6 130:0 [ies Seca Б 4. notos [Г vere. | 161.0 
I 
чу, Ж ЖЕ Ты ОДА ЧН У 1355.0 | 1058.0 730.0 603.0 | 1896.0 | 2044.0 || 567.0 263.0 185.0 183.0 362,0 | 550.0 
UM DS s PERO QUE VOTES QUO] 452 635 448.0 3903.0 | ,..... 623.0 || 185.0 147.0 112.0 120:0.| 64.5%. 151.0 
POPs зу Vite ә 4, 5 90: 423.0 282.0 210.0 | ...... | 1421.0 || 382.0 116.0 73.0 63.0 Pedes 399.0 
Sus: sanded solids 
IRIS. veo Oe IOS 214,2 384.0 242.0 342.0 668.0 601.0 || 127.0 131.0 58.0 105.0 126.0 | 153.0 
ped Каза» «зл» А 144.8 288.0 203.0 260.0-|-. bas 332.0 2.0 0 49.0 82:0. | 2o. 82.0 
POT APTE M УУ ТОС 69.3 96.0 39.0 82:0 | cans 269.0 45.0 43.0 9.0 24.0 E pee 71.0 
рб, solids 
Од: SEEN ET о 1052.5 608.0 488.0 261.0 | 1228.0 | 1443.0 || 441.0 167.0 126.0 77.0 236.0 | 397.0 
ТУО: vues vv yn d viene 241.5 270.0 245.0 19970. 8.6.7 291.0 99.0 74.0 63.0 ТА ЖОЛ; 69.0 
ЖАЙ Ae К CC TIS 811.0 338.0 243.0 12810112; 18. 25 1152.0 || 342.0 93.0 63.0 29:0 | Et: 328.0 
RUBS UI eer ges eue геу Р eMe 25.3 И Е Фо las ИЖ. EB] eem 6 25 
еа ba! soe figures are based on flow per capita of total population and are probably somewhat lower than strictly comparable figures. 
‘otal nitrogen. 
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sewage is much weaker than that of the day, and hourly analyses 
of sewage show that its composition depends rather directly 
upon the activities of the population. 

Causes similar to those affecting the hourly variations change 
the quality of the sewage on different days. The greatest 
departure from the average daily quality occurs on Sunday, 
when industrial wastes are not discharged into the sewers and 
household activities are checked. Where the week's washing is 
done on Monday, the quantity of sewage is increased by the 
discharge of wash waters, and the soap and other ingredients 
affect the quality of the sewage. 

Sewage flowing during the spring or “wet” months is generally 
considerably weaker than that of summer and early autumn. 

'The composition is affected also to some extent by temperature 
and bacterial action, as well as by dilution. Seasonal changes in 
food consumption and industrial operations likewise influence the 
composition of sewage. 

250. Sampling.—It will be seen from the statements in the 
foregoing section, that it is necessary to obtain samples, planned 
and taken intelligently, in order to obtain from them a correct 
knowledge of the character of the sewage or wastes. The results 
of analysis of a single sample usually mean little. It is advisable 
to secure a series of samples and to be guided by the average 
results of analyses, giving due consideration to the variations. 
It is possible, however, to be misled by both average results and 
analyses of isolated samples, unless the conditions of sampling are 
known and appreciated. 

Sampling of sewage, industrial wastes and effluents from 
treatment works commonly involves the collection of composite 
daily or sometimes weekly samples. Individual portions are 
taken at frequent intervals, half-hourly or hourly, and are mixed 
at the end of the sampling period or combined in a single container 
as collected. Whenever possible the individual portions should 
be combined in volumes proportionate to the rates of sewage flow. 
Each portion, according to “Standard Methods," should be not 
less than 120 сс., preferably 1 liter. Proportioning is con- 
veniently done by taking a simple multiple in cubic centimeters 
of the flow in million gallons daily or some other unit of flow. 
When the analysis cannot be performed within 4 to 6 hours after 
collection, a preservative must be added. Chloroform, form- 
aldehyde, or sulphuric acid is used for this purpose. For the 
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details of preservation, Standard Methods" should be consulted. 
Samples for bacteriological analysis or the determination of 
relative stability or biochemical oxygen demand must be free 
from preservatives. 


COMMON CONSTITUENTS AND PROPERTIES OF SEWAGE 


251. Solid Matters in Sewage.—Part of the total solids in 
sewage come from the water which is its principal constituent. 
Not all of the water supplied to consumers reaches the sewers. 
'The portion that does is supplemented often by water furnished 
from private supplies, and usually by ground water and storm 
water that enter the system. If the water from the different 
sources is hard or otherwise highly mineralized, it will contribute 
a considerable proportion of the solids in the sewage. Other 
solids have their origin in kitchens, laundries and bathrooms 
or in wash water from other parts of households, hotels, office 
buildings and institutions. Feces, urine and paper furnish 
further solid matter, and industrial wastes contribute still more. 


TABLE 65. —Копон ESTIMATE OF TOTAL SOLIDS IN THE SEVERAL Con- 
STITUENTS OF SEWAGE 


Grams per capita per 


da; 
Constituents x 
Items Total 
Water supplies and ground water, assumed to be 
IPEA CIS clic pi АЗАА АТА CES AET 12.7 
Жаред е euer т repa 20.5 
араа ET AA рутата 43.3 
Toilet and news paper (suspended)............. 20.0 
Sinks, baths, laundries and other sources of 
domestic wash waters........... eiieeii. 86.5 
Total for residential sewage from separate sewer- 
BEGJNVELOIm. о ааа a eie аео 183.0 
Industrial wastes oo oo. coe DEEST PENES 200.0 
Total from industrial city with separate sewerage 
BYRON ras Esos risiede (alates elo aie fala ВИ ie 383.0 
SGOT WAGER 555 ues ПЕ зары КА mbes o Er EI. 25.0 


AYBUEIN sce cies лл Hesc or YOT YO SACRO ROVRO A 408.0 
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In combined systems street washings and storm waters impose 
their load of solid matter on the sewage. 

'The quantities of solids in sewage depend, therefore, upon the 
character of the water in the sewers, the habits of the population, 
the nature of the industries and the use of a combined or separate 
system. As a result there is generally considerable variation 
in the amount of solids in sewage of different cities, even when 
they have about the same population. Table 65 shows an 
estimate of the average quantities of solids in sewage with respect 
to their origin. 

252. Suspended, Colloidal and Dissolved Matter.— The solid 
matters in sewage are found to exist in three states, as (1) 
suspended matter, (2) colloidal matter and (3) dissolved matter. 

Differentiation of these three states is dependent upon the size 
of the sewage particles in the surrounding water and can be 
explained as follows: 

If fine sand and water be shaken, there results what is called 
а suspension. Тһе separate particles in suspension may be seen, 
and in time they will settle out; but the finer the particles, the 
longer will it take them to deposit. If they are fine enough, it 
will take an infinitely long time for them to do so. To particles 
which will not settle out for a very long time the term colloidal 
matter is applied, and it is applied to combinations with increas- 
ing fineness of grain until the particles can no longer be dis- 
tinguished with the best microscope or by ultra-microscopic 
methods, as by passing a beam of light in one plane, known as a 
'Tyndall beam, through the liquid and observing the particles as 
dust particles may be seen in air dancing in а beam of sunlight 
which penetrates into a darkened room. With decreasing 
particle size, what are called true solutions are finally reached, 
such as the solutions of common salt or sugar in water. It is 
evident that there is perfect continuity from one extreme to the 
other, and that there are no exact delimitations of thethree states. 

When observed under the microscope, particles larger than 
Зи to 5и! exhibit no motion, whereas particles with diameters of 
less than 1и to 2u manifest what is called Brownian movement. 
This is explained as motion induced by bombardment of the 
particles by the molecules of theliquid. "The smaller the particle, 
the greater is the amplitude of its motion. The friction induced 


z ^ E i. 
1,4 = 1 micron (plural microns or micra) = 0.001 mm. = 25,000 1" 
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by this motion is probably responsible for the electrical charges on 
the surface of the particles, associated especially with particles in 
the colloidal state. 

In the light of these statements, true solution may be con- 
ceived of as a state in which the particles are so small and their 
velocities so great that they diffuse rapidly through the water. 

253. Determination of Solid Mattersin Sewage.— The quantity 
of solid matter in sewage is determined by evaporating a known 
volume of sewage and drying and weighing the residue. This 
residue is a measure of the total solids in the sewage. If this 
residue is ignited, 7.e. heated sufficiently to burn off the volatile 
matter, the weight of the remaining substances gives the so- 
called fixed solids or approximately the mineral matter. The 
difference in the weights of the total solids and fixed solidsis called 
the loss om ignition, and is а measure of the volatile solids, or 
approximately of the organie matter. Ignition gives an idea of 
the quantity, but not of the character of the 
organic matter present. 

By filtering the sewage through filter paper or 
some other filtering medium before evaporation 
and ignition, it is possible to determine the 
quantities of fixed and volatile dissolved solids 
and suspended solids either from the filtrate or 
from the matter deposited on the filtering 
medium, or from both. This approach does not 
isolate the colloidal matter from the suspended 
and dissolved solids. Some of the colloidal 
solids will be reported as suspended solids, but 
more as dissolved solids. The method of filtra- 
tion should always be stated. There is at 
present no simple or standard test for colloidal 
matter and the term is used somewhat loosely 
as applying to finely divided matter that does Fre. 127.—Imhoft 
not settle readily. nn 

By settling solids is commonly understood the quantity of 
sludge or sediment, expressed in cubic centimeters per liter, in per 
cent by volume or in parts per million by weight, which will be 
deposited from a given quantity of sewage in a certain interval 
of time. The readiest method of approximately measuring the 
volume of settling solids is with the aid of an “Imhoff cone,” a 
glass, 4 in. in diameter at the top. 16 in. tall and tapering to the 
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size of a thimble at the bottom. It is graduated in cubic centi- 
meters at the bottom and holds 1 liter (see Fig. 127). "The cubic 
centimeters of sludge are commonly read after allowingthe sample 
to stand for 2 hours. The method of settling and the time 
should be noted. If the weight of the settling solids is to be 
found, which is the only way to make an accurate determination, 
the supernatant liquid is decanted and its content of total solids 
determined. The settling solids are then obtained by computing 
the difference in the total solids content of the unsettled and 
settled sample. 

There is at present no test for floating matters in sewage apart 
from the determination of oils and fats. 


Settling Solids | Organic 100 Я 
(гна) = oo 


Suspended Mi Solids 
Solids 150 лего] 50 
(By Filter Paper, 
УЛТ? | Colloidal Solids {Organic 100 
Total orLes.) 
Solids 150 Mineral 50 Vine. 800 Total 
ri блаап тко Organic 40 (More or Less) 
i (More or Less) 
duod 50 Mineral 10 
(By Filter Paper) 
500 


Dissolved Solids = 160 je Dissolved 


450 ‘Mineral 290 Solids 


Fic. 128.—Physical condition of principal constituents of sewage of medium 
strength. (Numbers are parts per million.) 


The physical condition of the principal constituents of sewage 
of medium strength and the average quantities of each are shown 
in Fig. 128. 

254. Organic Matters in Sewage.—The organic matter of 
animal or vegetable origin in sewage is a combination of the 
elements carbon, hydrogen and oxygen, together with nitrogen 
in some cases. Other important elements, such as sulphur and 
phosphorus, may also be present. The principal groups of 
organic substances represented in sewage are the proteins, 
carbohydrates and fats and the products of their decomposition. 
All of these substances break down more or less readily through 
the activity of bacteria and other living organisms. Urea, the 
chief constituent of urine, is decomposed so rapidly into ammo- 
nium carbonate that undecomposed urea is only found in quantity 
in very fresh sewage. 

Proteins are the principal constituents of the animal organism. 
They occur to a lesser extent also in plants. Proteins are 
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extremely complex in chemical structure and contain as their dis- 
tinguishing characteristic, besides carbon, hydrogen and oxygen, 
a fairly high and constant proportion of nitrogen (about 16 per 
cent), as well as sulphur, phosphorus and iron in many cases. 
Urea and the proteins are the chief sources of nitrogen in sewage. 

The carbohydrates include sugars, starches, cellulose and wood 
fibre. They contain carbon, hydrogen and oxygen in certain 
definite proportions. 

Fats are combinations of fatty acids with glycerin. Soaps 
are the mineral salts of fatty acids. Fats and soaps are relatively 
simple in chemical structure and are among the more stable of 
organic compounds. The fats contain carbon, oxygen and 
hydrogen and the soaps, as found in sewage, include in addition 
the more common alkali or alkaline earth metals, such as sodium, 
potassium, calcium and magnesium. 

Winslow and Phelps have estimated the amount of various 
organic materials in an average American sewage containing 400 
p.p.m. of organic matter, one-half being in suspension, the other 
in solution, to be as follows: 


p.p.m 
Nitrogenous matters t aet os istepirid ema е sie eis 150 
CarbohydrBtos o Ure urs aye eei е Ызба» 200 
Аа teer зис ур А Лек Ve ale А 50 


Besides these organic matters of animal or plant origin, 
there are being discharged into sewers material quantities of 
so-called mineral oils, products of petroleum and coal tar, that 
contain essentially carbon and hydrogen. 

As shown in Fig. 128 about 67 per cent of the suspended 
solids and 40 per cent of the dissolved solids are organic in nature. 
Decomposition of these materials results in a rapid depletion of 
the oxygen normally present in water, after which foul-smelling 
compounds are formed. For this reason it is the organic content 
of sewage, and particularly its avidity for oxygen, that consti- 
tutes one of the principal problems of sewage treatment and 
disposal. 

255. The Cycles of Nitrogen, Carbon and Sulphur in Nature.— 
In order to understand the choice and significance of a number of 
the tests employed in sewage analysis, especially in relation to the 
determinations of organic matter, it is necessary to become 
acquainted with the cycles of nitrogen, carbon and sulphur in 
Nature. Appreciation of these cycles, too, will be found of 
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assistance in interpreting the behavior of sewage in treatment 
works and in streams or other bodies of water into which sewage 
is discharged. 

In its simplest form the nitrogen cycle may be idealized diagram- 
matically as in Fig. 129a. As here shown organic nitrogenous 
matter is decomposed by bacterial activity, and the nitrogen it 
contained appears first as ammonia. By oxidation or nitrifica- 
tion this is converted through the medium of two distinct groups 
of nitrifying bacteria first into nitrites and then into nitrates. 
Nitrates serve as plant food, and the nitrogen taken up by plants 
is built into plant tissue, or plant proteins. By death the plant 
proteins become organic nitrogenous matter once again. If the 
plants are eaten by animals, part of the nitrogen is converted into 
animal proteins, part is wasted. The nitrogenous waste products 
of animal life are organic nitrogenous matter and urea. The 
latter is broken down into ammonia by another special group of 
bacteria. 

А few deviations from the complete cycle have already been 
mentioned; there are others. Certain bacteria, for example, 
reduce nitrates to gaseous nitrogen. This is known as reduction 
or denitrification. Other forms of denitrification are the reduction 
of nitrates to nitrites and ammonia and the liberation of gaseous 
nitrogen from either of these. By bacterial activity connected 
with the growth of leguminous plants, furthermore, free nitrogen 
is utilized in forming plant tissue. This is known as nitrogen 
fixation. Finally, bacteria may convert ammonia into the living 
matter of their own cells. 

It will be noted that the left half of the circle in Fig. 129a is 
associated with living matter, the right with dead or waste matter. 
The right half is particularly significant in sewage disposal. 

The carbon cycle is illustrated in Fig. 129b. Decomposition 
of organie carbonaceous matter produces carbon dioxide gas or 
carbonates. With the aid of chlorophyll, the green coloring 
matter of plants, and under the stimulus of sunlight, green 
plants are able to convert carbon dioxide into carbohydrates, 
which may later be changed to fats and proteins. This use of 
carbon dioxide is known as photosynthesis, the building up of 

;—Ás-will-appear-ater, — — — 
plants, while absorbing carbon dioxide, iterato oxygen. In the 
dark the reverse is true, and oxygen is taken in, while carbon 
dioxide is given off. This is called respiration. When plants die, 
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(a)-The Nitrogen Cycle 
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Fig. 129.—The nitrogen, carbon and sulphur cycles in Nature. 
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the elements of which they are composed recommence the cycle. 
Animals feeding on plants convert the plant matter into animal 
tissue and waste products. By respiration, furthermore, animals 
absorb oxygen while giving off carbon dioxide. 

'The third cycle that illustrates the rotation in Nature of the 
elements composing organic matter, is the sulphur cycle. Decom- 
position of sulphur-bearing organic matter in the absence of 
free oxygen, as shown in Fig. 129c, results in the production of 
sulphides and of hydrogen sulphide, an odoriferous gas. In 
the presence of oxygen the so-called sulphur bacteria oxidize the 
hydrogen sulphide to produce sulphur and sulphates. The 
activities of plant and animal life then complete the cycle of this 
element in Nature. By reduction sulphates can be broken down 
under conditions analogous to the reduction of nitrates and 
nitrites, hydrogen sulphide being produced. 

Not shown, but associated with practically all the changes just 
described, is the cycle of water. Bacteria and other primitive 
forms of life cannot perform their functions in the absence of 
water. Water, however, does not play a merely passive part by 
preventing dessication or acting as the conveying medium for 
food substances; it enters actively into both the synthesis and 
analysis of organic matter. The addition of water to the 
molecule is known as hydrolysis and commonly results in con- 
verting the organic substance, to which water is added, into a 
simpler, more soluble compound. 

It should be noted that in all these changes there is no loss of 
matter, only a change in its form and characteristics. The 
fact that all the elements composing organic matter are found at 
one time or another, alone or in combination, as gases or volatile 
substances, however, does at times result in their loss from sewage 
to the atmosphere. 

256. Determination of Organic Matters in Sewage.—The 
tests for organic matters in sewage shown in Table 63 are 
designed to give information on: 


1. The quantity and physical occurrence of organic matter.—Test for 
volatile solids or loss on ignition (total, suspended, settling, non-settling, 
dissolved). 

2. The quantity and character of nitrogenous matter.—Test for albumi- 
noid and organic nitrogen, which are commonly considered together with the 
tests for nitrogen in mineral form (ammonia,' nitrite and nitrate nitrogen). 


! Includes both organic and inorganic substances. 
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3. The quantity and nature of carbonaceous matter.— Test for oxygen 
consumed. 

4. The oxygen avidity of the sewage.—Tests for biochemical oxygen 
demand and relative stability. 

5. The presence of fats and oils.—Test for ether-soluble matter. 


The tests for volatile solids or loss on ignition have already been 
discussed. They do not measure the nature of the organic 
matter present, but only the state in which organic matters 
occur. 

The nitrogenous matter in sewage is derived from urea and 
the proteins and their products of decomposition. Organic 
nitrogen is determined by the Kjeldahl method. The sewage is 
boiled with strong acid which liberates the nitrogen in the complex 
organic substances. This is converted into ammonia and deter- 
mined as such. Albuminoid nitrogen is supposedly that part of 
the organie nitrogen which is most readily broken down. It is 
determined by boiling sewage with a chemical oxidizing agent in 
an alkaline solution and catching the ammonia distilled off. 
Ammonia nitrogen, formerly called “free ammonia," is driven off 
when sewage is boiled or distilled without the addition of chem- 
icals. It can also be determined by adding suitable reagents to 
the cold sample. Nitrite and nitrate nitrogen are commonly 
found by adding to the sewage chemical reagents that will 
impart certain colors toit. These colors are compared with those 
produced by known quantities of nitrites and nitrates. Other 
methods are also available such as the chemical reduction of these 
oxidized products to ammonia and its determination. 

There is no reliable test for determination of the carbona- 
ceous matter in sewage. If total carbon could be found readily 
it would be a valuable measure of total organic matter present. 
The oxygen consumed test, although sometimes thought of as 
measuring carbonaceous matter, actually gives only the quantity 
of oxygen that sewage will absorb from potassium permanganate 
when boiled or heated with acid for a given length of time. It 
does not give the total oxygen needed for chemical oxidation of 
all organic matter. The time and temperature employed in 
this test should be stated. 

Decomposition and mineralization of organic matter by 
bacterial activity are accompanied by depletion of the dissolved 
oxygen. The avidity of sewage for oxygen, therefore, reflects 
both the nature and quantity of the organic matter it contains. 
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There are two tests that measure this characteristic. The first is 
known as the biochemical oxygen demand (B.O.D.) of the sewage; 
the second as its relative stability. 

'The biochemical oxygen demand is commonly ascertained by 
diluting the sewage with clean stored water whose own B.O.D. 
has been satisfied, holding the sample at a constant temperature 
(20°C.) for a certain length of time (5 or 10 days are common 
periods) and noting the difference in the dissolved oxygen content 
at the beginning and end of the test. The sample must fill a 
glass-stoppered bottle, so that no oxygen сап be absorbed from 
the air. This is a delicate test and requires a thorough apprecia- 
tion of the conditions requisite for its satisfactory conduct. 

In the relative stability test, use is made of the fact that methy- 
lene blue, an organic dye substance, is decolorized when the 
oxygen in the solution is exhausted. The test is performed by 
adding a small volume of methylene blue solution to the sewage in 
a filled glass-stoppered bottle, holding it at a constant tempera- 
ture (20°C.) and noting the time elapsed before the blue color is 
discharged. This value is a measure of the relative stability of 
the sample as compared with one which would not discharge its 
color during the initial stage of oxidation (see section 265). 

The reduction in oxygen content in both these tests is due 
to the activity of living organisms in the sewage. For this 
reason a disinfected or highly acid or alkaline sewage or effluent 
must be adjusted to normal conditions and seeded with living 
organisms before the tests are performed. The laws of oxygen 
depletion have been formulated and can be used to extend the 
information gained from either test. 

Fats and oils in sewage are derived from animal and vegetable 
matter or from wastes such as those of garages and gas works. 
Their quantity is determined as ether-soluble matter, by liberating 
with acid the fatty acids, after evaporating the water, and 
dissolving them in ether which is then driven off, leaving the 
ether-soluble matter behind, when it can be weighed. 

Aside from the test for fats and oils, the tests for organic 
matter attempt to measure chiefly the concentration and con- 
dition of that portion of the sewage which draws upon the oxygen 
resources of the bodies of water into which the sewage is dis- 
charged. For this reason the tests that measure directly the 
oxygen avidity of the sewage have come to be the most important. 
The tests for nitrogen and oxygen consumed are time-honored 
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tests which have been applied to sewage after being developed for 
water analysis. Of the nitrogen determinations, the tests for 
organic nitrogen and for nitrite and nitrate nitrogen are reliable. 
The tests for albuminoid and ammonia nitrogen are quite unre- 
liable, especially the former. Measuring only a portion of the 
decomposable substances, the nitrogen determinations yield but 
scanty information as far as the broader aspects of sewage treat- 
ment and disposal are concerned. While they, as well as the 
oxygen-consumed test, have lost a great deal of their former 
importance since the introduction of the biochemical oxygen 
demand test, they are still in general use, largely because of the 
store of information available through them from the past. 
Certain of the tests, too, remain of specific value in a number of 
treatment processes. 'The test for ammonia nitrogen, for 
example, appears to be of value under some conditions. Com- 
parison of effluents from treatment works on the basis of nitrifica- 
tion, 7.e. nitrate production, is not justifiable since it depends 
upon the quantity of nitrogen originally present in the sewage 
and, like the other nitrogen determinations, measures only 
part of the work accomplished. The degree of nitrification is 
of value, however, in judging the efficiency from some points of 
view of a particular plant. 

257. Mineral Matters in Sewage and Their Determination.— 
The occurrence and determination of a number of the mineral 
constituents of sewage, such as the fixed solids and mineral 
forms of nitrogen, have already been discussed. Most of the 
remaining forms of mineral matter are only of passing interest. 

The chloride radicles of substances such as sodium chloride 
(common table salt) are present in all water supplies, food, 
kitchen wastes, wash waters, urine and feces. They are readily 
determined by chemical analysis. 

Alkalinity is due to the presence in sewage of the carbonates, 
bicarbonates or hydroxides of elements such as calcium, magne- 
sium, sodium and potassium, or of ammonium. Of these, calcium 
and magnesium bicarbonates are most common. Sewage is 
normally alkaline, receiving its alkalinity from the water supply, 
the ground water and the sewage matters themselves. Alkalinity 
is determined by titrating against a standard acid, expressing 
the result in terms of calcium carbonate. 

Sewage which contains mine drainage, wastes from wire-drawing 
mills, or some other industrial wastes, may be acid; acidity is 
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determined by titrating against а standard alkali, expressing 
the result in terms of calcium carbonate. 

The hardness or “soap consuming power” of water is a measure 
of its content of caleium and magnesium. Since no lather will 
form until sufficient soap has been added to combine with the 
salts of these elements, this fact is used for determining hardness. 
The relation of hardness to total and fixed solids has already been 
touched upon. 

Tron in sewage may originate in the water supply, in the ground 
water filtering into the sewers, and in industrial wastes, par- 
ticularly the acid iron wastes of iron works. It is easily deter- 
mined by chemical analysis. Iron also enters, at times, the 
underdrains of intermittent sand filters. 

Mineral analyses, as far as their wider application to sewage 
disposal problems are concerned, are of secondary value. The 
test for chlorides is sometimes used to measure the concentration 
of sewage. The chloride content undergoes no changes except 
as diluting water of lower or higher chloride content becomes 
mixed with the sewage. Knowing the amount of chlorides in 
the water supply and in the ground water leaching into the sewers, 
it is possible to judge to some extent the strength of the sewage 
from this test. The determination, however, is not of sufficient 
value to be made part of the routine examination of sewage. Of 
similar local or specific value are most of the other tests for 
mineral matter, such as alkalinity, acidity, hardness, sulphates, 
iron and heavy metals. The latter substances are sometimes of 
importance because of their germicidal action. The tests for 
alkalinity and acidity in their more general significance have 
been superseded by the determination of the hydrogen-ion 
concentration. 

258. Gases and Volatile Matters in Sewage and Their Deter- 
mination.—Odors in sewage and water containing sewage are 
due to gases or volatile substances produced by decomposition 
of the organic matter. The most characteristic odor is that of 
hydrogen sulphide. There are, however, numerous other 
* sewage" odors, most of which are hard to define. Quantitative 
measurements of odors cannot be made, though hydrogen sulphide 
сап be determined as such. "The odor of sewage is examined by 
shaking a stoppered bottle, half-filled with sewage, and noting 
the odor while removing the stopper. 

Gases are dissolved in water in the same way as are soluble 
solid substances. They are determined by chemical means 
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The common gases of the atmosphere, nitrogen, oxygen and 
carbon dioxide, are found in all waters that are exposed to the 
air. 'The amounts taken into solution are limited by the follow- 
ing factors: (1) the coefficient of solubility of the gas in water; 
(2) the partial pressure of the gas in the atmosphere; (3) the 
temperature of the water; (4) the purity of the water. 

Of these the first three are the most important, as far as fresh 
water is concerned. The coefficient of solubility is the quantity 
of gas that is absorbed by a unit quantity of water at a given 
temperature when the water is exposed to а pure atmosphere 
of the gas under a pressure of 760 mm. The partial pressure of a 
gas is the per cent by volume of the gas in the atmosphere. "The 
quantity dissolved varies directly with the partial pressure. 
The higher the temperature, however, the smaller is the quantity. 
'The purer the water the greater is its solution power. In sea 
water with a salinity of 18,000 p.p.m., as measured by the chlo- 
ride content, the solubility of oxygen, for example, is reduced by 
about 20 per cent as against fresh water. This is of importance 
in the disposal of sewage into tidal estuaries. 


Example.—Let it be required to find the quantity of oxygen dissolved in 
water at a temperature of 10°С. exposed to the air, the barometrie pressure 
being 760 mm. 

The coefficient of solubility of oxygen as found in tables of chemical 
constants is 3.84 per cent by volume (one c.c. of oxygen weighs 0.00143 g.). 
Dry air contains about 20.9 per cent of oxygen by volume. Since equal 
volumes of gas contain an equal number of molecules this is also the per 
cent of the pressure, or partial pressure of the oxygen. The vapor pressure 
of water at 10°C., i.e. the partial pressure of water vapor, in the atmosphere 
in contact with the water surface, is 9.2 mm. Hence the quantity of oxygen 
that can be dissolved in water at 10°С. exposed to the air is: 


0.0384 X 0.00143 х 0.209 x Oen X 1,000,000 = 11.3 mg. per liter 
or p.p.m. 

This value could also have been obtained directly from tables such as 
Table 66. If water or sewage under these conditions contains only 6.0 
p.p.m. of oxygen, it is said to be fs X 100 = 53 per cent saturated. It 
should be noted that since the quantity of oxygen necessary to saturate water 
varies with temperature, this last method of reporting oxygen is confusing 
unless the temperature is known. If, for example, the oxygen has been used 
up by biological processes in two sewages whose temperatures are 10 and 
20*C. respectively, until the per cent of saturation in both has fallen to 55 
per cent, the dissolved oxygen remaining in the first is 0.53 X 11.3 — 6.0 
P.p.m., while in the second it is only 0.53 X 9.2 = 4.9 p.p.m. 
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When sewage in contact with the atmosphere is only partially 
saturated with oxygen or with some other gas found in the 
atmosphere above, it will slowly absorb the gas from the air, the 
rate of solution depending upon the surface area of the sewage 
exposed and upon the degree of undersaturation. When sewage 
contains more of а gas in solution than is consistent with the 
partial pressure of the gas in the atmosphere the gas will go out 
of solution until balance is attained. "This explains why carbon 
dioxide, which is commonly present in the atmosphere to the 
extent of only 0.04 per cent, corresponding to about 1 p.p.m. of 
СО» in the sewage, cannot be used as а measure of oxidized 
carbonaceous matter in sewage. Too much of it is lost to the 
atmosphere as soon as it is produced. 


TABLE 66.—QvawTrTIES OF DISSOLVED OXYGEN IN WATER AT DIFFERENT 
TEMPERATURES EXPOSED TO AN ATMOSPHERE CONTAINING 20.9 PER 
CENT or OXYGEN UNDER A PRESSURE OF 760 MM. INCLUDING 
PRESSURE OF WATER VAPOR 


Temperature, °C. | Parts per million || Temperature, °C. | Parts per million 
0 14.6 16 10.0 
2 13.8 | 18 9.5 
4 13.1 | 20 9.2 
6 12.5 22 8.8 
8 11.9 24 8.5 
10 11.3 26 8.2 
12 10.8 28 7.9 
14 10.4 30 7.6 


It is evident from the foregoing that most of the oxygen dis- 
solved in sewage comes from the atmosphere. In water courses 
containing green plants, however, some of the oxygen may be 
contributed by photosynthesis. The dissolved oxygen test 
forms an integral part of the determination of the biochemical 
oxygen demand of sewage. Used alone it is probably the most 
significant measure of the pollution and natural purification of 
streams or other waters. It and the B.O.D. test are probably 
the most useful pair of determinations that can be employed in 
sewage disposal problems. 

259. The Hydrogen-ion Concentration of Sewage and Sewage 
Matters.— Water contains, besides molecules of НО, free hydro- 
gen ions (Н+) and hydroxyl ions (OH-), i.e. the water is dis- 
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sociated. In absolutely pure water the number of H ions equals 
the number of OH ions, and the water is said to be neutral. 
When the number of H ions exceeds that of the OH ions, the water 
is said to be acid. When the reverse is true, the water is said to 
be alkaline. Since acidity is due to the presence of H ions in a 
solution, the acidity increases as the number of H ions increases. 
Conversely, since alkalinity is due to the presence of OH ions in a 
solution, the alkalinity increases as the number of OH ions 
increases. A strong acid is one that dissociates highly in water 
to give a large number of H ions; a strong base (alkali), similarly, 
is one that dissociates to give а large number of OH ions. 

The Н ions carry a positive electrical charge, the OH ions 
&negative one. Hence the concentration of H or OH ions will be 
reflected in the conductivity of the water and can be measured 
eleetrometrically. By the “Mass Law," 


Concentration of H ions X concentration of OH ions 
Concentration of undissociated Н 0 


= а constant. 


In view of the fact that the quantity of undissociated water is 
extremely-large relative to the quantities of H or OH ions, the 
denominator сап be taken as а constant, and we then have 


Concentration of H ions X concentration of OH ions — a constant. 


The constant has been measured and found to be 10-714. State- 
ment of the magnitude of the H-ion concentration, therefore, 
simultaneously implies that of the OH ions. Hence we commonly 
refer to the H-ion concentration alone, rather than both the H-ion 
and OH-ion concentration. 

Since pure water contains an equal number of H ions and OH 
ions, each must have a concentration of 10-7, e.g. 1 gram in 
10 million liters of water. Ап acid solution has more Н ions, 
say 10-5, 10-5, etc., while an alkaline solution has fewer Н ions, 
say 10-5, 10-9, ete. For convenience of statement the H-ion 
concentration is expressed in terms of the exponent which 
measures the magnitude of the decimal fraction and which is, 
therefore, the logarithm of the reciprocal of the H-ion concentra- 
tion. This term, as suggested by Sörensen, is called the “рН 


value;" hence pH = log E It should be remembered that 


pH 7.0 denotes neutrality, while pH values above 7.0 signify 
alkalinity and pH values below 7.0 acidity, and that increasing 
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H-ion concentration, therefore, is associated with decreasing pH 
values and vice versa. In considering pH values it is well to keep 
in mind, also, that large differences are denoted by small numbers. 
Thus a difference of 1 in the pH value signifies 10 times the H-ion 
concentration, and a difference of 2, 100 times the H-ion con- 
centration. Measurements of pH are sufficiently accurate to 
give values to more than one significant figure; two are commonly 
employed and three or four in very fine measurements. 

In determining pH values in sewage analysis, generally use 
is made of the fact that certain organic dye-substances, called 
indicators, manifest sensitive color changes at different H-ion 
concentrations. Comparison of these colors with colors produced 
in solutions of known H-ion concentration is readily made and 
will give the desired information. This method of approach 
is simpler than the electrometrie (potentiometric) method. 

Formerly the acid or basic properties of water and sewage 
were determined by finding the amounts of standard acid or 
alkali necessary to produce color changes in certain indicators, 
such as methyl orange or phenolphthalein, that are less sensitive 
than the ones now used. This is known as titration, and a 
solution was spoken of as alkaline to methyl orange or acid to 
phenolphthalein. 

There occur in sewage certain substances known as buffers. 
When acid or alkaline compounds are added to sewage these 
oppose or offset dissociation, so that in their presence considerable 
amounts of acid or alkali can be added without changing the pH. 
'This is called buffer action and, as will be seen, is an important 
characteristic of sewage and sewage matters. "The determination 
of H-ion concentration is partieularly significant in connection 
with three problems: (1) the life processes of bacteria that 
decompose sewage matters; (2) the coagulation and precipitation 
of suspended and colloidal matter; and (3) the dewatering of 
sewage sludge. The activities of the micro-organisms of decay 
are stimulated or retarded by changes in pH. There is an 
optimum value, and artificial adjustment to this value is some- 
times worth while. Coagulation and precipitation of suspended 
and colloidal solids takes place most rapidly at certain pH 
values and is therefore aided by bringing the liquid to these 
values by the addition of acids or alkalis, or by acid or alkaline 
salts. A similar statement may be made for the dewatering of 
sewage sludge. 
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260. The Temperature of Sewage.— The temperature of 
sewage is commonly higher than that of the water supply, 
because of the addition of warm water from households and 
industries. As the specific heat of water is about five times that 
of the air, the temperatures observed are higher than the local air 
temperatures during most of the year, and are lower only during 
the hottest summer months. Since most of our modern sewage 
treatment works depend upon biological activity, temperature 
measurements are important. Within the range of temperatures 


TABLE 67.—MEAN ANNUAL TEMPERATURES OF AMERICAN SEWAGES 


T Temper- : Temper- 
S ature, °F, ues Giy ature, °F. eat 

Chicago, Ill. (Calumet Plainfield, N. J......... 60 1925 

PARTE) Кыраа арр LS ЖИР: КУТУЛ Columbus, О.......... 61 1909-10 
Gloversville, N. Y....... 53 1908-09|| Philadelphia, Pa. (North- 
Toronto, Ont........... BS. VIC east Plant).......... 62 1924-27 
Schenectady, N. Y...... 55 1927 Pasadena, Cal......... 62 
Rochester, N. Y........ 57 1927 Cleveland, O. (Westerly 
Brockton, Mass......... 57 1927 PAN Tce sitio iors oe 63 1927 
Marion, Оа EA 58 (1925-27 | Indianapolis, Ind....... 67 1927 
SUMAN GIN Aaeeea 2 oes rs 58 1920-21|| Durham, N. C......... 69 1927-28 
Baltimore, Md.......... 59 1927 Decatur, 1Il............ 80* 

| 


* Sewers receive unusual proportion of warm industrial wastes. 


_ Taste 68.—MoNTHLY MEAN SEWAGE AND Ак TEMPERATURES, 1927 


Schenectady, N. Y. Cleveland, O. 
Month —_ “ce E 
Air, °F. Sewage, °F. Air, °F. Sewage, °F. 
Junüary..... vene 22 52 27 53 
February......... 24 49 34 53 
Marcho ЛОГ; 32 48 40 53 
Apr e: 39 45 47 57 
Mas Me eds 48 51 58 62 
June. еа 58 54 64 62 
SUIV e crece te fae 65 59 41 65 
АШАН AS. 76509 73 64 65 72 
September. ...... 68 64 65 73 
Ostober ст 64 63 56 73 
November........ 55 60 47 64 
December........ 43 54 35 59 
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commoniy observed, the higher the temperature the more active 
are the organisms that bring about the desired changes in the 
organic matter. The viscosity of sewage decreases with increas- 
ing temperature. Temperature measurements will therefore 
explain the differences in sedimentation efficiencies observed 
during the various seasons of the year. The variation of oxygen 
solubilities in water with temperature has already been discussed. 

The mean annual temperatures of American sewages are 
shown in Table 67. 

'The monthly variation in sewage temperatures for a city with- 
out much industrial waste and for one with perhaps an average 
proportion is shown in Table 68. 

261. Living Matters in Sewage.—A great many branches 
of the animal and plant kingdoms are represented by one or 
more members in the treatment and disposal of sewage. The 
most significant part, however, is played by minute living 
things, too small as individuals to be seen with the naked 
eye. These, the most lowly organized forms of life, commonly 
are considered by sanitary engineers as arraying themselves 
in two groups, the bacteria! and the plankton or microscopic 
organisms. The terms bacterium and plankton are derived from 
Greek words signifying “a staff" and “wandering” respectively, 
the first bacteria noted having been staff or rod-shaped organisms 
and the first microscopic organisms (other than bacteria) having 
been observed as a free-floating (wandering) assemblage? of 
minute living things. Of the two, the bacteria are the more 
active, but acquaintance with both groups as well as with the 
other forms of life encountered in sewage and their functions in 
sewage treatment and disposal is desirable. These living 
organisms are of interest particularly from the standpoint of 
their food habits, which are largely responsible for the changes 
that are brought about in the so-called biologically-activated 
treatment processes and in the self-purification of streams. Leav- 
ing a discussion of the bacteria to the next section of this chapter, 
brief consideration will be given to some of the other organisms 
encountered. 

The plankton comprises both plants and animals. The plant- 
like microscopic organisms fall into two groups, the algae? and 

1 Singular bacterium. 

2 The term plankton denoting an assemblage of organisms is commonly used in the singular, 


the plural being planktons or, perhaps better, plankta. 
3 Singular alga, from the Latin word for “seaweed,” a marine alga of large size. 
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fungi. The former contain chlorophyll in some form or other 
and, with the aid of sunlight, can elaborate their living matter 
from the simplest mineral compounds, such as nitrates and carbon 
dioxide. The latter contain neither chlorophyll nor stgrch. 
Lacking these, they are unable to assimilate inorganic matter 
and consequently live (1) upon dead organic matter or (2) upon 
aliving host. Their mode of nutrition is said to be (1) saprophytic 
or (2) parasitic. Strictly speaking, the bacteria are a sub-class 
of the fungi, which include also the molds and yeasts. Both 
algae and fungi are found in sewage treatment works, more 
particularly in trickling filters, where they are active in the 
decomposition and stabilization of organic matter, as they are also 
in sewage polluted streams (see Chapter XII). 

The animal-like members of the plankton most frequently 
encountered are classified as protozoa,* rotifera? and crustacea.* 

The protozoa are single-celled animals. There are a great 
many varieties. In sewage, they live upon organic matter and 
some of them devour bacteria. Their activity is probably of 
considerable importance, and secondary only to that of the 
bacteria. As will appear, their mass development seems to be 
associated in many cases with certain untoward occurrences in 
Sewage treatment processes, such as the “foaming” of Imhoff 
tanks and the “bulking” of activated sludge. The rotifera and 
crustacea, like the protozoa, live upon organic debris. The 
rotifera find much of their food in the algae, and certain crustacea 
will ingest protozoa. Rotifera and crustacea are more highly 
organized and appear to be more active in the “natural purifica- 
tion"' of streams than in sewage treatment processes. 

In sewage treatment plants, a number of different worms are 
active, particularly in trickling filters and activated sludge 
tanks. Insects too occur in trickling filters, both in their 
developmental and adult stages. Some of them are quite 
objectionable, others beneficent in their activity. In sewage- 
polluted streams we have additional varieties of worms and 
insects, besides sponges, mollusks, fish and higher plants. All of 
them play a part directly or indirectly in the satisfactory disposal 
of waste products. 

1 Singular fungus, from the Latin word for “mushroom,” a fungus of large size. 

*Bingular protozoon from the Greek words signifying “first, most primitive animal." 

* Singular rotiferum or rotifer, plural also rotifers, from the Latin signifying "carrying a 


wheel.” 
* Singular crustaceum, derived from the Latin word for “shell.” 
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Gulls and other birds which feed upon floating organie matter 
discharged from sewers, and rats, the scavengers of sewers, in 
which many live, are worthy of only passing mention. 

Identification of planktonic and higher forms of life is a task 
for which few engineers are equipped by training. Quantitative 
methods, excepting for the plankton, are commonly confined to 
enumeration of the organisms found. Plankton at present are 
reported in cubic standard units. This unit is defined as equiva- 
lent to 8,000 cubic microns. To obtain parts per million by 
volume, the number of cubic standard units must, therefore, be 
divided by 125. 

262. The Bacteria.— Bacteria are minute single-celled, plant- 
like organisms, seldom more than 2д or Зд in their greatest dimen- 
sions. In form, they occur as balls, bats or corkscrews, called 
cocci, bacilli and spirilla.! They are found singly or in groups. 
Some of the cocci arrange themselves in pairs, in packets or in 
bunches (like grapes). Other cocci form chains, as do some of the 
bacilli. 'The cocci are non-motile; the bacilli and spirilla are 
either motile or non-motile. Fine hair-like or whip-like append- 
ages? on the entire body surface or at the ends of the cell consti- 
tute the organs of locomotion. 

Bacteria multiply by fission, a division of the cell into two 
practically equal portions. Under favorable conditions, they 
increase with great rapidity, which accounts in part for the large 
amount of work accomplished by them. 

'The growth and activities of bacteria are dependent upon the 
consumption of food, as is the case with every other form of life. 
According to their food habits, bacteria are classified as sapro- 
phytes and parasites. The former are of greatest importance in 
sewage treatment and disposal; the latter are significant from the 
hygienic standpoint. The organic and mineral matter in sewage 
usually affords suitable food for the development of saprophytic 
bacteria. Some parasitic organisms can also live on dead organic 
matter. Most parasitic organisms, however, do not develop to 
Any extent outside the body of their host. .The disease- 
producing (pathogenic) bacteria die off quite rapidly in sewage. 
The bacterial cell is composed of an enclosing wall and the living 
matter (protoplasm) inside. The protoplasm can extract and 
assimilate nourishment from the food reaching it to obtain vita! 


! Singular coccus, bacillus and spirillum, respectively. 
? These are called cilia, singular cilium, and flagella, singular flagellum, respectively. 
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energy, or to form new cell wall and more protoplasm which 
result in growth. The cell wall permits transfusion of soluble 
substances, but keeps out solid particles. Since much bacterial 
food is in solid form, the organisms must dissolve this food outside 
the cell. 'This they do by substances called ferments or enzymes, 
carried and secreted by the cell. Enzymes are catalysts, i.e. sub- 
stances which promote chemical reactions without themselves 
entering into the reactions. 

During disintegration of food substances by bacteria, acids and 
other products injurious to them are commonly formed. These 
may accumulate until further multiplication is stopped. Checks 
to bacterial growth are also offered by an insufficient food supply, 
unsuitable temperature, competition of different species of 
bacteria, ingestion by other organisms such as the bacteriverous 
protozoa, and the presence of certain poisonous chemicals, such 
as chlorine compounds, acid or caustic substances, copper salts 
and arsenic. In an unfavorable environment some bacteria, 
assuming that the cells are not actually destroyed, have the 
ability to form spores, a resting, more resistant stage, analogous 
to the hibernation or estivation encountered among higher forms 
of life. During growth, many of the bacteria associate in sticky, 
jelly-like masses of organic matter called zodglea.! Other 
organisms may also be included. 

Bacteria, like all other living organisms, need oxygen to carry 
on their life processes. Life, indeed, is a process of combustion. 
Some bacterial organisms require free oxygen and obtain it from 
the oxygen dissolved in the water. These are called aerobic? 
bacteria. Others can obtain their oxygen supply from the 
oxygen radicles of organic compounds or such mineral substances 
as nitrites, nitrates and sulphates. These are called anaerobic 
bacteria. Many bacteria are neither strict aerobes nor strict 
anaerobes and are said to be facultatively aerobic or anaerobic. 
This relation to oxygen is shared by other primitive forms of life 
such as the protozoa and rotifera. The higher the scale of life, 
the more strictly does it become aerobic. Classification of bac- 
teria with respect to oxygen conditions is particularly important 
in sewage problems. The tremendous development of bacteria 
and other organisms in sewage often depletes the dissolved 
Oxygen and establishes so-called anaerobic or septic conditions. 


! From the Greek words for “animal” and “glue.” 
* From the Latin and Greek words for "air" and "Ше." 
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An important characteristic of bacterial growth is that the 
cells are sensitive to the reaction of their environment, i.e. its 
acidity or alkalinity as measured by the H-ion concentration. 
А favorable reaction will promote growth, an unfavorable one will 
arrest it or even destroy the organisms completely. Bacteria 
are likewise sensitive to the temperature of their environment. 
It has been stated that the growth is checked by unsuitable 
temperatures. They are destroyed at high temperatures and 
their activities are inhibited at low ones. Each species has its 
optimum temperature, or temperature of best growth. For 
some it is relatively high; for others relatively low. 

263. Determination of Bacteria in Sewage.— Bacteria find 
their way into sewage through many channels. They are present 
in the water supply of the community as well as in the 
ground water leaching into the sewers. Some doubtless fall into 
the sewage from the air. The wastes of certain industries 
contain large numbers. Many more are washed into sewers by 
storm water. By far the greatest number, however, come 
from human and animal excreta, which teem with these minute 
living cells. 

Determination of bacteria in sewage, as in water, makes use of 
the fact that bacteria can be cultivated on suitable nutrient 
media and that different groups of bacteria will react differently 
to artificial environmental conditions. Three tests are in 
common use: 

l. The count of bacteria that develop on agar or gelatin at 
20°С. in 48 hours. 

2. The count of bacteria that develop on agar at 37?C. in 24 
hours. 

3. The quantitative test for B. coli. 

Agar and gelatin are so-called solid culture media. They 
contain besides certain nutrient substances (meat extract and 
peptone) enough agar-agar, a Japanese seaweed with gelatinous 
properties, or gelatin, itself a nutrient substance, to render the 
mixture solid at the temperatures of incubation. If a known 
volume of sewage is placed in a sterile glass dish and melted agar 
or gelatin is added, a solid medium, in which the sewage bacteria 
are entrapped, results upon cooling. "The organisms are isolated 
thus at the same time that they are provided with an abundant 
food supply. If the glass dish is covered to keep out bacteria 
that might fall into it from the air and is held (incubated) at a 
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favorable temperature, single bacteria that were invisible to the 
naked eye will multiply and form colonies so large that they can 
be seen easily without the aid of a microscope. A count of the 
colonies, therefore, will show the number of bacteria originally 
present in the sewage that will develop under the conditions of 
test. No method is known for readily ascertaining the exact 
number of bacteria in a liquid. The 20° and 37? counts merely 
give the numbers of organisms that develop on the particular 
types of culture medium at the specified temperatures in the par- 
tieular time. Many of the most important sewage bacteria 
cannot grow under these conditions апа are, therefore, not 
enumerated. Тһе 20°, or room-temperature, count is supposed 
to measure the normal saprophytic flora of sewage. The 37? 
count is employed to enumerate those organisms that grow at the 
body temperature of man and warm-blooded animals and 
represents, therefore, in a general way the organisms of parasitic 
origin. As a matter of fact, no rigid demarkation of bacterial 
groups can be obtained by these two tests. 

The quantitative test for B. coli,’ if carried to completion, is 
probably the best index of sewage pollution that we now possess. 
B. coli has been chosen the standard indicator organism because 
it occurs in large numbers in the excreta of man and the higher 
animals and is readily identified. While parasitic, it is not 
pathogenic, though closely related to the causative organism of 
typhoid fever. The test for B. coli is based on the fact that this 
organism ferments milk sugar (lactose) to produce hydrogen 
and carbon dioxide gas, at the same time rendering the medium 
acid. Gas-production in a nutrient medium containing lactose 
is therefore presumptive? evidence of the presence of B. coli. By 
adding definite volumes of water or sewage to lactose broth 
quantitative information can be obtained, such as that coli is 
(presumably) present in 10 ec. but not in 1 cc. 

Outside of these simple tests, the isolation, identification 
апа enumeration of the various species of sewage bacteria are 
usually undertaken only in connection with research problems. 
It is possible, however, to draw conclusions from the changes 
wrought in sewage by treatment processes and by the natural 
purification agencies of streams as to the presence and activity of 
the most important groups of organisms. 


1 An abbreviation of Bacillus coli, recently renamed Escherichia coli after its discoverer, 
Escherich. 
2 For the complete test see Standard Methods for the Examination of Water and Sewage. 
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Bacterial counts are expressed in numbers per cubic centimeter. 
B. coli results are reported per 100 сс. 

The determination of the number of bacteria and the test 
for B. coli are used chiefly in connection with problems of water 
contamination. Here the information obtained is more directly 
significant than it is in sewage treatment. 

The number of bacteria in sewage varies with the season 
of the year, the age of the sewage at the place the sample was 
taken, its temperature and dilution by water. Counts of several 
million bacteria per ec. are common. The number of bacteria 
is also affected by industrial wastes discharged into sewers. 
Hoskins! gives the following average values for several American 
cities: 

TABLE 69.—BaAcrTERIA ADDED TO STREAMS BY THE SEWERED POPULATIONS 
or CINCINNATI, LOUISVILLE, CHICAGO AND PEORIA 


Billions of bacteria per capita per day 
Season Gelatin at 5 
20°С. for 48 Agar агат B. coli 
for 24 hours 
hours 
Ваље иа IS. TES 17,067 21,362 383 
Winter: 20): oo NEEEE CU 4,083 2,600 124 
YOBT. T a EE ANES A A S 12,240 12,676 249 
ааыа aar H йан ыы аА йы tete dei. abuti rane ia s 


THE DECOMPOSITION OF SEWAGE 


264. Aerobic and Anaerobic Decomposition.—Much informa- 
tion remains to be obtained before exactly what takes place 
during the decomposition of sewage can be stated. In general, 
two types of decomposition are distinguished, anaerobic decom- 
position or putrefaction and aerobic decomposition or oxidation. 
The first is brought. about mainly by organisms which thrive in 
the relative absence of free oxygen, the second by organisms 
which require free oxygen to promote their activities. Among 
the organisms, bacteria predominate. 

Putrefaction is characterized by end products such as methane 
(CH,), hydrogen (Hz), hydrogen sulphide (HS) and carbon 
dioxide (COz), and by intermediate compounds which often are 
volatile and offensive in nature. The end products of oxidation 

10. S. Pub. Health Rept., 1926; 41, 321. 
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are carbon dioxide (CO;), nitrates (NO;), sulphates (SO4) and 
other inoffensive substances. The decomposition of the nitrog- 
enous, carbonaceous and sulphur-bearing compounds in sewage 
has been discussed in connection with the rotation of these 
elements in Nature, and the part played by bacteria was pointed 
out. The activity of these organisms is interlocking, the waste 
produets of the nutrit on of one group of organisms being used by 
another. The organisms work, so to speak, in relays. There is 
co-operation, but also much antagonism. 

The decomposition of sewage is generally the result of both 
putrefactive and oxidizing processes. Putrefaction is the first 
stage, oxidation the second.  Putrefaction does not necessarily 
imply total absence of free oxygen. It may proceed in the pres- 
ence of free oxygen inside the masses of sewage matter without, 
however, giving rise to objectionable conditions. Strictly 
anaerobic conditions are only found when long storage of sewage 
or sewage matters in so-called septic tanks or sludge-digestion 
tanks depletes the dissolved-oxygen content of the sewage, or 
when streams or other bodies of water are overloaded with 
sewage. Septic conditions are often produced, however, in 
long outfall sewers and parts of the sewerage system in which 
steady or self-cleaning flow is not maintained. It is important 
to remember that as long as any oxygen remains in solution, 
decomposition, even though putrefaction is in process, will not 
give rise ordinarily to offensive conditions. 

The decomposition of sewage does not result in complete 
mineralization of all of the organic matters present. A large 
proportion, particularly of the sewage solids, is converted into 
humus-like organic compounds that are relatively stable in 
character. Both types of decomposition are made use of in 
sewage treatment, putrefaction being employed chiefly for the 
destruction of the settled solids or sludge, oxidation for the 
colloidal and dissolved matter. The course which decomposition 
runs under strictly anaerobic conditions will be discussed further 
in Chapter XIV in connection with sludge digestion. Decom- 
position in the presence of free oxygen, which is of general 
interest in the interpretation of sewage analyses as well as of 
sewage treatment and disposal processes, will be taken up in 
the next section of this chapter, as well as in Chapter XII. 

265. The Oxygen Requirements of Decomposing Sewage.— 
The oxygen requirements of fresh decomposing sewage, as 
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measured by the biochemical oxygen demand (B.O.D.) test, are 
illustrated in Fig. 130. Аз here shown there are two stages. 
At 20?C., for example, the first stage extends to about the 
sixteenth day and is characterized by a gradual falling off in the 
quantity of oxygen used up in equal time intervals. А transition 
is then made to the second stage, during which transition the rate 
of oxygen consumption increases until about the twentieth day, 
after which the rate, although lower than during the transition 
stage, continues to be fairly high and constant for a protracted 
period of time. The second stage is known as the nitrification 
stage, because, during it, oxidation of the nitrogenous organic 
matter to nitrates takes place. At higher temperatures, the 
first stage is shortened in time; at lower ones, it becomes longer. 
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Fie. 130.—Oxygen requirements of fresh sewage. 


Mathematical studies of the deoxygenation curve show that 
during the first stage the consumption of oxygen is proportional 
to the oxygen requirement of the sample at any time, i.e. to the 
amount of the undecomposed organic matter remaining. 

This can be formulated as follows: 


If L = B.O.D. in p.p.m. exerted by organic matter during first 
stage 
І. = B.O.D. in p.p.m. remaining after time £ 
L — L; = X, = Oxygen in p.p.m. used up in / days, as deter- 
mined by the B.O.D. test 


= K', where K’ is a constant 
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log z = log жт. = Кі, 
where К, = 0.4343 K' = the deoxygenation constant 
A -* P = 10-&« 


X,—-L-—L,-L(1 - 10-*") 


Chemists call this a unimolecular reaction because the velocity 
of the reaction is controlled only by the concentration of the 
oxygen-requiring substances, the amount of oxygen present being 
sufficient to oxidize these substances as soon as they are freed. 
The formula developed by calculus is merely a variant of the 
expression for compound interest 


L, =L (1+7), 
capital after time £ 
original capital 
rate of interest 


| 


where L, 
L 


T 


The B.O.D. decreases at a uniform rate, the decrease being 
determined in a unit of time by the B.O.D. remaining to- be 
satisfied after each unit of time, just as money increases at а 
uniform rate, the increase in a unit of time being determined 
by the capital accumulated to draw interest after each unit of 
time. Since a decrease and not an increase takes place, 


L 
bt Salita pee Try 
log 2 = —tlog (1+7) = —Kit 


The deoxygenation constant K,, it has been determined, is 0.100 
at 20°C. The rate of deoxygenation naturally changes with 
temperature as do all biologically-activated processes. From 
considerations of physical chemistry and actual test the 
deoxygenation constant K, at any temperature Т, Kyun = 
К x(20)[1.0477-*9]. Temperature, furthermore, affects the magni- 
tude of the first stage B.O.D., and the first-stage demand L at any 
temperature T has been found to bear the following relation 
to the first-stage demand at 20°C.: Lr = Ls[1 + 0.02(T — 20)]. 


Ezample.—An example will illustrate the use of these equations. Let it be 
required to find the 1-day, 37°C., B.O.D. of a sewage whose 5-day, 20°C., 
B.O.D. is 100 p.p.m. The first-stage 20*C., B.O.D. is found as follows: 


378 SEWERAGE AND SEWAGE DISPOSAL 


Since 
log 2 т^ =: 
log 2—10 = —0.100 x 5 = 0.500 — 1 
І, — 100 
TIESDUT 0.316 
ETE 1 
L = 0.684 148 p.p.m. 


The first-stage 37°C. B.O.D. is therefore: 
Ls = La[1 + 0.02(T — 20)] = 148[1 + 0.02(37 — 20)] = 198 p.p.m 


and since 
Kia) = Kicao)(1.0477-*°) = 0.100(1.04717) = 0.218, 


log 198 — 3X: = —0.218 x 1 = 0.782 — 1 
198 — X, 


198 = 0.605 and the 1-day, 37°C., B.O.D., X, = 78 p.p.m 


If the oxygen present in a sample of sewage is used up in t days 
by biochemical activity, the B.O.D.? of the sample (X;) must be 
1 


equal to the oxygen’ originally available. The percentage ratio 
of the oxygen available (X;) to the oxygen required during the 
first stage (L) is then called the relative stability (S) of the sewage. 


At 20°C., S = * +100 = 100(1 — 10-?-'*) = 100(1 — 0.7942). 


TABLE 70.—RELATIVE STABILITY NUMBERS 


(Standard Methods for the Examination of Water and Sewage. American 
Publie Health Association, 1925) 


Time required for 
decolorization at 


Time required 


Relative for decolorization 


stability, per cent 


Relative 


20?C., days at 20°C., days stability, per cent 
0.5 .0 84 
1.0 .0 87 
1.5 .0 90 
2.0 .0 92 
2.5 .0 94 
3.0 .0 95 
4.0 .0 96 
5.0 .0 97 
6.0 98 
7.0 99 


% This result could also have been found from Table 70, L = d 7 148 p.p.m. 


0.68 
In parts per million. 
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This relationship is the basis of what is called relative stability 
and is employed chiefly in connection with the methylene blue 
test (see Section 256). If! = 10, for example, S = 100(1— 10-1) 
— 90, and the relative stability of a sample of sewage that does 
not decolorize methylene blue at 20°C. until 10 days have elapsed 
is said to be 90 per cent. The relative stability numbers obtained 
in this way for a temperature of 20°С. are shown in Table 70. 

It is evident from the shape of the deoxygenation curve that 
the equations just diseussed and the relative stability table can 
be used in computing the B.O.D. for а given period from the 
5-day or 10-day B.O.D. tests only when decomposition of the 
sewages examined lies within the period of the first stage. Use of 
the relative stability numbers in Table 70, it must also be remem- 
bered, is restricted to 20°С. tests. 


CHARACTERISTICS AND BEHAVIOR OF SEWAGE IN RELATION TO 
ITS TREATMENT AND DISPOSAL 


266. Outline of Sewage Treatment and Disposal Methods.— 
The following outline will serve to show the relation of the 
common sewage treatment and disposal methods to the character 
and behavior of the various constituents of sewage that have been 
discussed in this chapter. The outline is merely suggestive and 
exceptions to some of the statements should be noted by the 
student. 


Sewace Disposat METHODS! 


A. Disposal without treatment. 
1. Dilution or disposal into water (including fish ponds). 
2. Irrigation or disposal on land (including subsurface irrigation). 
B. Disposal after treatment by one of the following methods or a combi. 
nation of these methods. 
1. Separation of solids and liquids. 
(a) Floating solids and coarse suspended solids by 
(1) Sereens. 
(2) Skimming tanks. 
(b) Grit by grit chambers or detritus tanks. 
(c) Coarse and fine suspended solids by 
(1) Sedimentation. 
(a) Plain sedimentation (settling solids). 
(b) With chemical precipitation (suspended and colloidal 
solids). 
(2) Filtration and activation (see ‘Treatment of liquid"). 
1 Adapted from Am. Jour. Pub. Health, 15, 334. 
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2. Treatment of liquid by 
(a) Oxidation through 
(1) Dilution. 
(2) Irrigation. 
(3) Sand filtration. 
(4) Contact beds. 
(5) Trickling filters. 
(6) Activation. 
(b) Disinfection. 
3. Disposal of the effluent by 
(a) Dilution. 
(b) Irrigation. 
4. Treatment of solids by 
(a) Digestion. 
(b) Dewatering with or without digestion. 
5. Disposal of solids. 


267. Significance of Analyses in Sewage Treatment and 
Disposal.—Broadly speaking, it is the aim of sewage treatment 
(1) to remove the suspended or readily settling portion of the 
sewage matters as an inoffensive or even marketable sludge and 
(2) to oxidize the soluble and colloidal portion. It should be the 
aim of sewage analyses, therefore, to provide information upon 
which treatment methods can be based and from which the 
efficiency of performance can be gaged. 

1. Removal of the suspended portion is accomplished by 
screening or by sedimentation, the former collecting only the 
coarser particles, the latter those matters that will readily settle 
when the velocity of flow is checked. The fresh solids obtained, 
being in part organic in nature, remain offensive. Before they can 
be disposed of, therefore, it is commonly necessary that they be 
rendered stable. This is accomplished best by permitting them 
to decompose at the plant in what are called digestion tanks. 
Design of screens and of sedimentation and digestion tanks, 
therefore, requires a knowledge of the quantities and nature of the 
suspended matters in sewage. It is necessary to know how much 
material probably will be removed by screening or sedimentation; 
what the screenings or sludge will be like; how much material 
must be handled, dried and finally disposed of. 

2. Oxidation of the soluble or colloidal portions is accom- 
plished by filtration or aeration, which may remove and at the 
same time dispose of suspended or colloidal matters not removed 
by sedimentation. Analyses of the sewage must therefore 
furnish information upon the load to be handled by these devices. 
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This is gaged by the analyses for organic matter in the sewage and 
its oxygen demand. In the past, determinations of nitrogen and 
of carbonaceous matter have been used extensively for this 
purpose. In recent times the amount and condition of the 
organie matter are being measured more directly by the bzochemi- 
cal oxygen demand test. 

Destruetion of the organic matter in sewage treatment is 
brought about by the activities of hosts of living organisms, partic- 
ularly bacteria. Although they are, therefore, of greatest impor- 
tance, the identification and enumeration of these organisms is 
seldom attempted except in a rough way because of the difficulties 
involved. Sewage treatment processes, however, are selected 
and controlled with a view to providing the desirable forms of 
life with environmental conditions in which their activities will 
be promoted. Among the analytical determinations that are 
of assistance are those of temperature and hydrogen-ion 
concentration. 

Performance of the various treatment processes is gaged by 
operating records that give the analyses of the untreated and 
treated sewage. The efficiency of each process is determined by 
suitable tests whose judicious selection is, therefore, an important 
matter. 

Sewage, whether treated or not, must ultimately be disposed of 
either on land or into water. The former is known as irrigation, 
the latter as dilution. Most commonly, sewage is discharged into 
streams, lakes, or tidal estuaries. Here the sewage undergoes the 
natural purification processes, active in all waters, standing or 
flowing. The processes of self-purification are much like those 
that have been developed for the artificial cleaning of sewage 
in treatment works. The load of sewage which a given body 
of water can receive without the creation of nuisances is strictly 
limited, as will be shown in the succeeding chapter. 

In sewage disposal the amount and character of the suspended 
solids and the oxygen requirements are again the most significant 
information to be obtained. Knowing the character of the water 
course into which the sewage is discharged and the uses to which 
its waters are put, these tests may be employed to determine 
whether the sewage can be discharged in a raw state or whether 
it must first be treated, and how far the treatment processes must 
be carried. It should be remembered that the real object of 
sewage treatment is to prepare the sewage for disposal. The 
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fact that many water courses are the sources of drinking water 
supplies or are used for recreational purposes introduces the use of 
most of the common tests germane to а water analysis. "These, 
however, are performed on the water rather than on the sewage 
it receives. 

In the operation of treatment and disposal works the informa- 
tion presented in sewage analyses will serve а fourfold purpose 
as follows: 


1. To measure the efficiency of plant operation and of the various treat- 
ment processes employed. 

2. To indicate modifications of operation methods for greater efficiency. 

3. To provide information for the design of extensions to the plant or for 
the design of other similar plants. 

4. To establish the character of the effluent from the plant, particularly 
in regard to stream pollution and the rights of riparian owners on the waters 
receiving the treated sewage. 


268. Sewage and Disease.—Sewage may contain the organisms 
of any of the infectious diseases of man in which the causative 
organism passes out of his body into his water-carried wastes. 
Most important of these diseases are the so-called gastro-intes- 
tinal infections, notably typhoid fever, dysentery, the diarrheas, 
and in oriental countries, cholera. Persons suffering from these 
diseases and so-called chronic carriers, persons who have recov- 
ered from the disease but continue to carry the germs in their 
body (sometimes for life), discharge enormous numbers of these 
pathogenie organisms through their stools or urine. Sewage 
pollution of water supplies, bathing beaches, and shellfish beds, 
therefore, may result in epidemies of typhoid fever or other 
intestinal diseases. From the hygienie standpoint, the fate 
of pathogenic organisms in sewage is the most important problem 
in sewage disposal. It is assumed therefore, for sake of safety, 
that germs of disease are always present in sewage. 

Fortunately pathogenie bacteria decrease rapidly in sewage 
and sewage-polluted water. Accustomed to the abundant food 
supply and favorable environment of the human body, they 
cannot survive for a long period of time in sewage. The forces 
active in their destruction are many. Being attached to sus- 
pended matter, some are removed from the sewage by sedimenta- 
tion. Some are ingested by predatory protozoa and other 
animals and, since the fauna of sewage is more abundant than that 
of clean water, they are the more quickly destroyed. Lack of 
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suitable food causes а gradual disintegration of the cell and, as 
cell activity is greater at higher temperatures, survival is of less 
duration in warm sewage than in cold water. Cleaner water, 
however, permits farther penetration of the sun's rays, the 
ultraviolet portion of the sun’s spectrum constituting a potent 
disinfectant of polluted waters. Due to factors such as these, 
pathogenie organisms die away, the various forces combining 
to reduce their numbers gradually so that in time they are all 
destroyed. The rate of death under a given set of conditions 
is fairly constant, and the number destroyed in a unit of time 
is, therefore, proportional to the number surviving. The longer 
the time, the fewer survive.! 

269. Industrial Wastes.—In sewered communities, industrial 
wastes are often discharged into the public sewers and impose 
an additional burden on sewage treatment and disposal works 
which must be recognized in their design. "The characteristies 
and behavior of many of these wastes are similar to those of 
domestic sewage, but there are others that may interfere seriously 
with the operation of sewage treatment plants and outfall works. 
Among the industries producing large quantities of wastes are 
food manufactories, such as stock yards, packing houses, corn 
products plants, sugar refineries and breweries, and plants for 
tanning, wool-scouring, wool washing, cloth washing, dyeing and 
bleaching, wire drawing and galvanizing, pulp- and paper-making 


TABLE 71.—QvaNTrTIES OF INDUSTRIAL WASTES IN A FEW AMERICAN 


Cirims* 
Gal. per | Per cent of 
City Sources of wastes capita total 
= d; daily sewage 
Fitchburg, Mass....... Paper Mills | 262 682 
Woolen Mills 22 6з 
Gingham Mills miu m 
ТОТАЛ РНЕ, МЕЕ АО, 289 75° 
Milwaukee, Wis.......| Breweries, Canneries and 
Packing Houses 545% 35 
Gloversville, N. Y. ...| Tanneries 47.5 38 
Cincinnati, O..... Ae 2 Breweries, tanneries, pack- 
ing houses, soap factories 47.5 31 


1 Formulation of the way in which pathogenic bacteria die away in sewage follows much 
the same lines as those given in connection with the deoxygenation of sewage. 

? Figures represent conditions existing at time of investigations, not present conditions 

3 These industrial wastes were not discharged into the sewers; the figures represent the 
ratios, in percentage, between the quantities of waste and oí sewage inclusive of the industrial 
wastes, 
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and gas-making. The effect of industrial wastes on the composi- 
tion of municipal sewage can be gaged from the data presented in 
'Table 64. 

'The quantity of wastes produced depends upon the character 
of the industries, and the size of the plants. The estimated 
quantity of industrial wastes in certain cities is given in Table 71; 
not all of them are now discharged into the sewers, and there 
have been changes in the industries since the estimates were 
made. 

More important than the increase in volume of sewage pro- 
duced by industrial wastes is the amount and character of the 
waste materials they contain. 'The authors have made the 
following rough estimates for а number of American cities 
(Table 72). 


TABLE 72.—PERCENTAGE INCREASE IN SUSPENDED SOLIDS AND OXYGEN 
CONSUMED DUE то INDUSTRIAL WASTES 


Increase in per cent 
Oe Kind оламе Suspended| Oxygen 
solids consumed 
Akron hse $i. ois Sd Rubber-reclaiming 
wastes 120 140 
Chicago (packing house dis-| 
Бе ОЛУ). ue rms Packing house wastes 460 225 
DRVIOR о pera nicer Paper mill wastes 60 25 
Fort Worth sso Vere Packing house wastes 65 
Gloversville. 5:4 2 у Tannery wastes 155 115 
Milwaukee (portion of city) | Packing house and 
tannery wastes 70 10 


The nature of industrial wastes in relation to their disposal 
is made particularly evident by studies of their biochemical 
oxygen demand values. At Chicago, for example, it was 
éstimated that in 1920 the oxygen demand of industrial wastes 
was equivalent to that of a population of 1,500,000 persons, the 
human population of Chicago being 3,000,000. 

Certain industrial wastes interfere with sewage treatment 
and disposal by reason of their bactericidal properties. Thus, 
at New Haven, Conn., it was found that the copper wastes from 
wire works and other copper-working establishments rendered 
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the use of biologically-activated sewage treatment processes 
unsatisfactory. At Chicago (Calumet plant) the wastes from 
paint industries containing copper, arsenic and lead compounds 
interfered seriously with the activated-sludge treatment of the 
sewage until controlled. Sulphur wastes from iron works and 
paper mills may lead to the production of odors of hydrogen 
sulphide; acid wastes may affect sludge digestion adversely; 
oily wastes may interfere with the activated-sludge processes 
and gas-plant wastes may give rise to a variety of troubles. 

The question of industrial wastes will be considered further 
in Chapter XX. 
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Problems 


1. If a sample of sewage from a city of 50,000 people with a sewage flow 
of 80 gal. per capita daily contains 171 p.p.m. of settling solids (2 hours) 
and the loss on ignition of these solids is 41 p.p.m., (a) how many tons of 
settling solids will be produced per 1,000 population per year and how many 
of these will be organic in nature; (b) how many pounds of mineral and of 
organic solids will be deposited by 2 hours’ settling from a million gallons 
of sewage? Ans. (a) 21 tons, of which 5 tons will be organic. (b) 1,080 
Ib. of mineral and 340 Ib. of organic solids. 

2. Assuming that the average quantity of sewage of a community is 100 
gal. per capita daily, prepare a diagram similar to Fig. 128 showing the 
physical condition of the principal constituents of sewage of medium strength 
expressed in grams per capita per day. 
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3. The solubility of oxygen in water at 20°C. is 3.14 percent by volume, and 
the vapor pressure of water is 17.5 mm. at this temperature. (a) How 
many p.p.m. of oxygen will pure water exposed to the average outdoor air 
rontain at this temperature when the barometer reads 760 mm.? (b) 
What will be the per cent of saturation of the dissolved oxygen if the water 
contains 4.6 p.p.m.? Ans. (a) 9.2 p.p.m. (b) 50 per cent. 

4. The solubility of carbon dioxide in water, as given by Bohr and 
Bock, is 0.232 per cent by weight at 10*C. when the partial pressure of the 
gas plus the vapor pressure of water at the temperature indicated is 760 mm. 
How much CO, will be found in the water if the air in contact with it con- 
tains 10 parts рег 10,000 of CO; by volume when the barometer reads 750 
mm.? Ans. 2.3 p.p.m. 

5. The 5-day 20°C. biochemical oxygen demand of fresh sewage is 100 
p.p.m. 

(a) What will be its demand during the first stage? 

(b) What will be the 10-day 20° demand? 

(c) What was its 1-day 20° demand? 

(d) Had the bottle been incubated at 30°C., what would the 5-day 30° 
demand have been? Ans. (a) 146 p.p.m. (b) 132 p.p.m. (c) 31 p.p.m. 
(d) 148 p.p.m. 

6. How many pounds of oxygen are required to prevent anaerobic 
conditions during 3 days of flow, in a stream receiving settled sewage 
whose 5-day, 20°C., B.O.D. is 20 p.p.m., assuming that 1 m.g.d. of sewage 
is discharged and that the temperature of the water is 25°C.? Ans. 157 lb. 

7. The 5-day, 20°C., oxygen demand of an industrial waste was found to 
be 400 p.p.m. The volume of the wastes is 200,000 gal. per day. If the 
daily per capita B.O.D. is assumed to be 50 grams on the basis of the 5-day 
test, what is the population equivalent of the industrial wastes? Ans. 6,060. 


CHAPTER XII 
SEWAGE DISPOSAL BY DILUTION 


270. Definitions.— There are but two possible methods of finai 
disposal for the sewage collected from cities and towns, namely 
into water and upon land. The first is called dilution; the second, 
irrigation. Historically, the disposal of sewage by dilution is an 
outcome of the development of sewerage systems from the drains 
which have been used since the inception of city life for carrying 
away storm and ground water from street, yard and cellar areas. 
Naturally these drains were laid so as to drain into the nearest 
water course, and when the practice was adopted, about a cen- 
tury ago, of discharging into them human excreta and other 
household wastes, sewage disposal by dilution had its inception. 
To-day it remains by far the most common method of dispos- 
ing of municipal sewage and water-carried industrial wastes. 

Irrigation is used only to а small extent, and then very largely as 
а treatment process producing an effluent or seepage into water. 

Dilution is employed both for the disposal of raw sewage and of 
treated sewage. In 1915 the authors estimated that 42.3 per 
cent of the 99 million persons in the United States were served by 
sewerage systems, 26.7 per cent discharging their sewage 
untreated into lakes and streams, 8.6 per cent disposing of it into 
the sea, and 7.0 per cent treating it before disposal by dilution. 
Records of the sewerage works of the cities with populations in 
excess of 100,000 in 1920, show that in 1926 the water-carried 
wastes from 82 per cent of the population of these cities was 
discharged into water without treatment other than fine screening 
in a few instances. The magnitude of the problem in its various 
phases is therefore evident. 

Sewage disposal by dilution is not, as its name seems to imply, 
merely a means for getting rid of sewage matters by diluting them 
with or dispersing them in large volumes of water so that their 
origin can no longer be recognized. "That is only one aspect of the 
process, whose chief merits are associated with the fact that there 
are operative in sewage-polluted waters the same forces of purifi- 
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cation which are employed artificially and more intensely in 
sewage treatment plants. We might better speak of sewage 
disposal by dilution as “treatment by natural purification in 
water.” 

271. Limitations of the Process.—Streams, lakes or tidal 
estuaries into which sewage is discharged are limited in the 
pollutional load they are able to receive without giving rise to 
objectionable conditions, just as artificial treatment processes are 
limited in the amount of waste matter they can effectively handle. 
The limiting loads depend upon the physical, chemical and 
biological conditions of the water into which the sewage is 
discharged, conditions whose relative importance is being 
determined by studies of the so-called self-purification or natural 
purification of streams and other bodies of water. In addition, 
however, sewage disposal by dilution is circumscribed by the wide 
use of water courses for purposes other than the reception, 
transmission and ultimate disposal of sewage. Lakes and streams 
are employed as sources of water supply for household and 
factory; they, as well as coastal waters, are centers of recreation 
for boating, bathing and fishing; like the fields they yield their 
crop of food stuffs to support useful animal life, such as fish, 
mollusks and crustaceans; finally they serve as waterways of 
commerce and for power development. The disposal of sewage 
into water, therefore, must be studied with due regard to the 
varied purposes that the water receiving the sewage may have to 
serve, and sewage treatment prior to disposal may become 
necessary not only to prevent water courses from being over- 
worked as natural purifying agencies, but also to permit their 
economic employment for the other essential purposes which they 
may be called upon to serve. 

Prior to 1890, little attention was given to objectionable 
conditions produced by the discharge of sewage into American 
rivers. With the subsequent rapid growth of cities and industries 
and consequent increase in water requirements, as well as sewage 
pollution, there has been a tendency towards greater restriction 
upon the discharge of untreated sewage into bodies of water, and 
towards raising the degree of purification required of treatment 
plants. While there can be little doubt that in certain cases 
progress in these directions has exceeded logical needs, it is 
equally true that over the greater part of the country the require- 
ments are not sufficiently exacting. More care in disposing of 
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sewage will be necessary in the future, if the water resources are to 
be developed to best advantage. It is desirable, therefore, when 
adopting a plan for the treatment and disposal of sewage, to 
select such means as meet the needs of the present and immediate 
future, while lending themselves at the same time to extension 
into more effective treatment when it shall be required. 

The limitations of sewage disposal by dilution may be sum- 
marized on the basis of the restriction of pollution called for by 
considerations of hygiene, esthetics, economies and law, as 
follows: 


(A.) Hygienie Considerations. 
1. Contamination! of 
(a) Private and publie water supplies. 
(b) Natural ice. 
(c) Shell fish. 
(d) Waters at bathing beaches. 
2. Pollution! resulting in 
(a) Nuisance affecting the public health and comfort. 
(b) Impairment of recreational facilities. 
(B) Esthetic considerations, creation of conditions offensive to 
1. The eye. 
2. 'The sense of smell. 
(C) Economie considerations, damage to 
. Industrial water supplies. 
. Live stock. 
. Fish and other useful aquatic life. 
. Property with resulting depreciation of values. 
. Private and publie river and harbor improvements and navigation 
(such as silting due to sewage deposits). 
(D) Legal considerations, interference with the rights of riparian owners. 


> о н 


272. Legal Aspects of Sewage Disposal.—The pollution of 
water has given rise to considerable litigation. In the case of 
unnavigable running streams, the law as interpreted in most 
states is based on the old common-law principles, (a) that every 
riparian owner is entitled to have the waters of the neighboring 
Stream reach his property in their natural condition except for 
reasonable use of them by upper riparian owners, and (b) that 
every riparian owner is entitled to make such reasonable use of 
the water flowing past his property as he sees fit. In the semi- 


! The American Public Health Association has defined contamination of water as the intro- 
duction into it of bacteria or other substances that tend to render it unsuitable for domestic 
use. Pollution of water is defined as the introduction into it of substances of such character 
and in such quantity as to render the body of water objeotionable in appearance or to cause 
it to give off objectionable odors. 
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arid regions the legal doctrine of prior appropriation! prevails and 
court decisions regarding the pollution of waters in those regions 
have not been sufficiently important to show how far, if at all, the 
law which prevails in the Eastern States will be changed by the 
courts of final jurisdiction of the states where the common-law 
view of water rights does not prevail. 

The two water rights of a riparian owner, under the common 
law, hinge on the interpretation of what is meant by a “геаѕоп- 
able" use of the water. For many years the courts have been 
engaged in settling suits involving that question, and today it is 
established in many states that а riparian owner can freely use 
the water for watering stock, household purposes and irrigation 
of land, provided these uses make no appreciable reduction in the 
volume of the stream and result in no pollution of its waters. 
It is evident, however, that what might be considered reasonable 
use of the stream for fishing, drainage of agricultural lands, 
removal of sawmill refuse and other purposes in sparsely settled 
regions would be prejudicial to publie welfare in more populous 
distriets. Hence the courts have adopted no rigid rules for inter- 
preting the law, but have decided what was reasonable upon the 
merits of each case. 

The principles of the common law also are applied to the 
waters of privately owned, natural ponds. If there are several 
owners, each has the same rights as the others, just as though the 
pond were a stream and the owner a riparian owner. 

'The invasion of publie and private rights in ponds and non- 
navigable streams by turning the contents of sewers into them 
is not due to the collection of storm water in drains and sewers 
and its discharge into the natural drainage courses of the catch- 
ment areas. Storm water, no matter how much increased in 
volume by a reduction in the extent of permeable ground and 
changed in character by the inclusion of street refuse, is legit- 
imately discharged into the streams naturally carrying away the 
run-off of the valley. 

In the case of danger to public health, the common law, which is 
concerned with property rights, is supplemented best by 
statutes, as the extent to which the former will apply to infrac- 
tions of sanitary principles is uncertain. The statutes may either 
be passed directly by a legislature, or the latter may clothe a 


1 The doctrine of prior appropriation is in force in Arizona, Idaho, Montana, Nevada, 
New Mexico, North Dakota and Wyoming, and in other states in the arid districts it is 
partly recognized. 
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commission with powers to make regulations which become, for 
all practical purposes, the same as statutes. 

The legal aspect of water contamination is discussed in 
“Pollution of Inland Waters," by Edwin B. Goodell! where 
special attention is given to statutory laws on the subject. 
His conclusions regarding the rights and duties of municipal 
corporations are substantially as follows: 

Considered as corporations, municipalities have only such rights 
and powers as are conferred on them by statute, either expressly 
or by necessary implication. When, under due authority, they 
become the owners of lakes, reservoirs and natural streams, they 
have the same rights to pure water, and are charged with the 
same duties, as other riparian proprietors. If authorized to 
construct systems of sewers draining into streams, such authority 
does not exempt them, except in Indiana, from the duty not to 
pollute the stream to the damage of lower proprietors. The 
common-law water rights of property owners cannot be taken 
from them for public use except upon payment of an amount 
determined by condemnation proceedings authorized by statute. 
Until municipal corporations have acquired by such proceedings 
the rights of all lower proprietors and paid for them, they are 
required in all cases to refrain from the pollution of streams, to the 
same extent as private owners. 


NATURAL PURIFICATION ACCOMPANYING DILUTION 


273. The Self-purification of Sewage-polluted Water.— 
Self-purification may be defined as “The natural process or 
combination of natural agencies that tends to render stable and 
innocuous foreign substances that find their way into water and 
so to restore the water to its natural condition of purity."? The 
forces of self-purification are operative in standing water as well 
as in running water. They have been studied more particularly 
in eonnection with sewage-polluted streams, because it is in 
such waters that the effects of self-purification or natural purifica- 
tion are most conspicuous and, therefore, defined most clearly. 
То understand the problems involved in the disposal of sewage 
by dilution, the student should be familiar with the mechanism 
of self-purification. This is a broad subject, worthy of more 
space than can be given to it in this chapter. 


! Water Supply Paper 152, U.S. Geol. Survey, 1905. 
? WniPPLE: '" Microscopy of Drinking Water," 4th ed., p. 313. 
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The processes of self-purification are physical, chemical and 
biological in nature. Like all processes involved in the purifica- 
tion of sewage, they are interrelated closely and mutually 
dependent, the resultant of their operations being a gradual 
return of polluted water to cleanly condition. The most impor- 
tant processes of self-purification are outlined below, together 
with a brief explanation of their operation. 


(A) Physical Processes. 

1. Dispersion.— Mixing of sewage with water results in the dispersion of 
the sewage matters, animate and inanimate. A dilution, for example, of 
raw sewage in 5 c.f.s. of water per 1,000 population signifies that the daily 
waste matters of one person are dispersed in about 3,300 gal. of water 
instead of in 100 gal. as in sewage. Improvement in appearance and odor 
and in concentration of possible pathogenic organisms is the natural 
result. 

2. Sedimentation.—Heavy suspended particles settle out in standing 
water, slowly running water or in the back-waters of rapidly flowing streams. 
Light suspended particles and colloidal matters settle as aggregated or 
coagulated masses. While this removes these matters from the water, it 
transfers them to the bottom where they must be cared for as before. The 
formation of sludge deposits is often objectionable and intensifies the 
problems of pollution in certain localities, such as ferry slips, docks, or other 
reaches of quiescent water. "This results in a type of decomposition which 
differs from that taking place in the water itself. 

3. Light.—Sunlight is a disinfectant, destroying many objectionable 
bacteria. It is also a stimulant to the growth of green plants, large and 
small. 'These, by photosynthesis, give off oxygen and remove carbon 
dioxide. Sunlight also bleaches color. 

4. Aeration.—As water comes into contact with the atmosphere an 
interchange of gases takes place whenever the concentration of the gases in 
the liquid and gaseous phases are not in equilibrium. This is particularly 
important in connection with the oxygen requirements of polluted water. 
As the oxygen dissolved in the water is used up by the decomposition of the 
organic sewage load, new volumes of oxygen are added by absorption from 
the atmosphere. This is called reoxygenation or more generally reaeration. 
Carbon dioxide and other gases of decomposition escape to the atmosphere. 

(B) Chemical Processes. 

1. Oxidation.—Aerobie organisms convert complex chemical substances 
into mineral matter, gases or relatively stable organic matter. Certain 
dissolved mineral constituents such as iron and manganese are oxidized and 
precipitated as insoluble compounds. 

2. Reduction and Hydrolysis.—Anaerobie organisms liquefy and split 
the complex organic constituents of sewage and thus pave the way for 
Stabilization by oxidation. In the complete absence of oxygen, offensive 
odors and gases are produced which escape to the air. Certain mineral 
substances are taken into solution. True anaerobic decomposition may 
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take place in the bottom sludge or ooze even when the supernatant water 
contains dissolved oxygen, because diffusion of oxygen is not sufficiently 
rapid to supply the deficiencies created in the bottom deposits. 

3. Coagulation.—Mixing of certain wastes, especially industrial wastes, 
with sewage or other wastes sometimes results in chemical coagulation with 
consequent precipitation of dissolved, colloidal, and suspended matters. 

4. Disinfection.—Certain poisonous substances, such as copper and 
arsenic, derived from industrial wastes, destroy bacteria and other living 
organisms. As a result they interfere with the biologically-activated 
purification processes until they are sufficiently diluted or removed by 
physical or chemical means to be reduced in concentration to the limits of 
tolerance of the living cells. 

(C) Biological Processes. 

1. Bacteria.— The food habits of these and other living reagents result 
in the decomposition and stabilization of the sewage matters by biochemical 
means. As the food substances are used up or the environment is unfitted 
for continued existence by the waste products of their activity, each group 
of organisms dies off and makes way for other groups which in turn flourish 
and succumb, ї 

2. Plankton.—Plant forms (algae and fungi) utilize simple chemical 
substances resulting from bacterial activity. Green plants, by photo- 
synthesis, give off oxygen while taking in carbon dioxide. Animal forms 
(protozoa, rotifera and crustacea) are scavengers and as such destroy 
organie substances much as the bacteria do. Some forms are predatory; 
protozoa ingest bacteria and are themselves consumed by crustacea. 
Rotifera feed on algae. 

3. Larger Aquatic Life.—Rooted plants utilize food substances contained 
in bottom deposits. Worms “work over" sewage sludge. Insect larvae 
and other forms live on food substances in the water or bottom ooze. Fish 
may be scavengers or may live on plankton and insect larvae. 


274. Progressive Changes in a Sewage-polluted Stream.— 
When sewage is discharged into water a progression of changes 
is set in motion which is manifested by changing physical, 
chemical and biological characteristics of the water. The 
events which take place are most clearly defined in a clean stream 
into which a large volume of sewage is discharged at one point. 
Discussion of this subject will therefore be hinged upon such a 
case. 

Degradation —The sewage, to begin with, renders the water 
turbid. Sunlight is shut out, and green plants, thus deprived of 
their energy for growth, soon die. The fresh organic matter is 
relished by some varieties of fish which, therefore, gather in the 
vicinity of the outfall. Decomposition of the organic matter, as 
the result of bacterial activity, soon begins and quickly reduces 
the available oxygen in the stream, making conditions unsuitable 
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for all forms of life except the most primitive organisms which 
subsist on decaying matter. These saprophytes,— bacteria, 
fungi and protozoa,—develop in tremendous numbers until one 
drop of the polluted water literally teems with microscopic life. 
The reduction in available oxygen is accompanied by an increase 
in the carbon dioxide content of the stream.  Reaeration 
takes place, but is not able to keep pace with the deoxygena- 
tion. In all but rapidly flowing streams some of the suspended 
sewage matter settles to the bottom and forms sludge deposits 
or a pollutional carpet in which small reddish worms (Lim- 
nodrilus and Tubifex), together with other organisms, make 
their appearance. These ‘‘work over" the sewage sludge 
and are potent factors in its stabilization. The so-called sew- 
age fungi (Sphaerotilus natans) also make their appearance 
near the outfal and are found in white bulbous masses on 
the bottom and attached to stones and sticks. During periods 
of high flow the sludge deposits are often washed away, and 
the stream is thus relieved of much of its sludge load. It is 
evident that the stretch of river immediately below the sewer 
out-fall is one in which life is reduced from a more highly organ- 
ized to a more primitive plane, and the physical and chemi- 
cal quality of the water is abased. Hence this first zone of 
pollution is referred to as the zone of degradation. Using the 
dissolved oxygen content of the stream as a criterion of its 
pollutional character, the zone of degradation occupies that 
river stretch immediately below the outfall in which the oxygen 
saturation is reduced to about 40 per cent. 

Active Decomposition.—The zone of degradation is followed by a 
stretch of river in which the processes of decomposition which 
gradually establish themselves in the first zone become extremely 
active. For this reason it is called the zone of active decomposi- 
tion. In this zone the water remains grayish in color. Decom- 
position of the complex organic materials is characterized by 
reducing and splitting processes. Soluble, volatile and gaseous 
compounds are formed. As long as the water contains dissolved 
oxygen no serious nuisance will result. In grossly polluted 
streams, however, the dissolved oxygen content may be com- 
pletely exhausted in spite of the fact that reaeration increases as 
the oxygen content is reduced. Anaerobic or septic conditions 
will then prevail. During the summer months, foul odors are apt 
to arise, gas bubbles are evolved and the sticky blackened 
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sludge deposits may be lifted by the gases of decomposition into 
the water, turning the stream into a black putrefying water- 
course. Ав the available organie material is consumed, the 
bacteria and protozoa which have held sway die off and decom- 
position slaekens. А point is reached when reaeration first 
balances and then overbalances the biochemieal oxygen demand, 
and a new store of dissolved oxygen is gradually created. More 
highly organized life re-establishes itself. The trend of self- 
purification becomes positive rather than negative as heretofore. 
The dissolved oxygen saturation first falls below 40 per cent, 
sometimes to zero. and then gradually climbs back to above 40 
per cent. 

Recovery.— There follows the zone of active decomposition a 
third zone in which the stream gradually recovers its former 
appearance and normal condition. The water becomes clearer; 
algae and larger aquatic vegetation reappear. The dissolved 
oxygen content is slowly increased to full saturation by reaeration 
and usually to а less extent by the photosynthetic activities 
of green plants. Small animal forms of life re-establish them- 
selves, and some of these serve as food for fish. Judged by 
chemical standards this zone of recovery is one of mineralization. 
Nitrogen end products are carried to nitrites and finally to 
nitrates, sulphur to sulphates and carbon to carbon dioxide or 
carbonates. 

Cleaner Water.—Below these three zones of turbulent self- 
purification is found the zone of cleaner water in which natural 
and desirable stream conditions are once more established. The 
water becomes attractive in appearance, but may still harbor 
pathogenie organisms. Long periods of flow are often required 
to destroy these. 

Some of the progressive changes which take place in a sewage- 
polluted stream are exemplified by the results of a study made by 
Whipple in 1912 of the Genesee River, into which the sewage of 
Rochester was discharged at that time (see Table 73). The 
succession of life, the deoxygenation and reaeration of the waters, 
the rise and fall in carbon dioxide content and the mineralization 
of the organie matter are clearly defined.  Self-purification in 
this case, however, was hastened by the diluting effects of Lake 
Ontario into which the river discharges 5.5 miles below the sewers. 
Far longer river stretches are commonly required to bring about 
the purification shown. 


TABLE 73.—CHEMICAL AND BIOLOGICAL CHANGES IN GENESEE RIVER BELOW THE SEWERS OF ROCHESTER, 1912 
(After Whipple) 


Organisms per cc. Nitrogen,! p.p.m. 


Dissolved Carbon 


Miles below ОХУҜеП, | dioxide, 
sewers Rotifera per cent, ppm 
Bacteria B. coli Protozoa Algae and Crus- | saturation "т Organic | Ammonia | Nitrite Nitrate 
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! Determinations of August 13; other determinations of July 24, 1912. 
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The zones of pollution and natural purification neither occupy 
a fixed position in streams nor are they sharply bounded. They 
shift with changes in temperature and variations in river flow and 
waste discharge. During the summer, when life and with it 
decomposition are most active, the zones are more pronounced. 
Depending upon the load of sewage which the stream receives, 
the zones occupy longer or shorter river stretches. In slightly 
polluted streams, the zone of active decomposition may be 
suppressed; with heavy pollution septie conditions may prevail 
for many miles. 'The progress of self-purification may be 
interrupted or accelerated by the discharge of new wastes on the 
one hand or by dilution due to the entrance of cleaner water on 
the other. In lakes and tidal estuaries pollution and self- 
purification are influenced by winds and by tides or other currents. 
Bottom deposits, being less subject to the changes which may 
occur in the water, are more representative of average conditions 
and are therefore an especially useful guide in pollution studies. 

275. The Oxygen Balance.— The importance of the oxygen 
conditions existing in polluted waters, as reflecting as well as 
deciding the nature of the progress of decomposition of sewage 
which is disposed of into water, must be evident from the fore- 
going discussion. The relation between the biochemical oxygen 
demand of the sewage and the oxygen available in the diluting 
water is called the oxygen balance. Since no nuisance ordinarily 
will result as long as there is sufficient oxygen present to meet the 
demand, the oxygen balance is probably the best measure of the 
amount of sewage which a given water course can handle without 
the creation of a nuisance. 

'The following factors determine the oxygen balance: 

1. The biochemical oxygen demand of the sewage as discharged, which at 
times must be considered to be composed of 

(a) The demand of the liquid. 

(b) The demand of the suspended solids. 

(c) The demand of the deposited sludge. 

2. The biochemical oxygen demand of the diluting waters. This is some- 
times quite appreciable, due to prior pollution by sewage or by industria* 
wastes. 

. The dissolved-oxygen content of the sewage at the time of discharge. 
. The dissolved-oxygen content of the diluting water. 

. The oxygen absorbed by reaeration from the atmosphere. 

. The oxygen given off by green plants. 

7. The oxygen readily available from mineral matter such as nitrites 
and nitrates, 


a ore 0 
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Determinations of the biochemical oxygen demand and the 
oxygen available in the sewage and water have been described in 
Chapter XI, together with the formulation of the deorygenation 
curve. Reaeration, however, has only been lightly touched upon. 
'Two types of reaeration may be distinguished, atmospheric and 
photosynthetic. Of these the former has been formulated mathe- 
matically and is of more general applicability; the latter depends 
so much on local conditions that formulation and prediction of its 
effects are not readily made. 

276. Reaeration.—An example of the reoxygenation of polluted 
water by green plants, particularly the plankton, is afforded by 
the authors’ observations of a small stream at Cincinnati, O. 
A sewerage system serving a population of about 1,700 persons 
discharged sewage into the upper reaches of this stream, which 
had a sluggish flow for about a mile below the sewer outlet and 
then spread out into a shallow creek with occasional pools. The 
odors from the water just below the sewer outlet were offensive 
at times, causing much complaint. At the time of the inspection, 
the water near the outlet contained about 70 per cent of its satu- 
ration value of dissolved oxygen. Farther downstream green 
algae appeared and their growth increased in luxuriance as the 
distance from the outlet increased. Where it was heaviest, there 
were evolved by the green masses enormous numbers of gas 
bubbles which, when collected in a bottle and tested by ignition, 
appeared to be pure oxygen. At a distance of 134 miles below 
the outlet the water was 130 per cent saturated with oxygen and 
free from objectionable appearance. Aquatic growths of this 
type are active both in the reaeration of polluted water and in 
the sedimentation and straining out of suspended material. 

Observations similar to these have been made at other places. 
The most notable ones are those of the United States Public 
Health Service on the Potomac River flats below Washington, 
D. C. Of special interest in this investigation are the studies of 
the effect of sunlight on plant activities. Purdy found that the 
average saturation with dissolved oxygen of the water flowing 
from the flats was 99 per cent on sunny days and only 69 per cent 
when the sky was cloudy or overcast. 

The amount of oxygen absorbed by water from the air in a 
unit of time is dependent upon the following factors: 


1, The degree of undersaturation of the water. 
2. The area of water surface exposed per unit volume. 
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3. The agitation of the water surface by wind, currents, and other 
disturbances such as those due to rapids, dams and ships' propellers. 
4. The downward diffusion of the oxygen. 


Reaeration, therefore, varies greatly in different bodies of 
water. In a turbulent stream the rate of reaeration is high 
because new surfaces of water are being brought constantly into 
contact with the atmosphere. In a calm deep lake the rate is 
relatively low because in the absence of agitation the lower 
layers of water are dependent for reaeration upon the diffusion 
of oxygen from the upper ones. This is a slow process. 

Since the rate of solution of a gas in water varies directly as the 
degree of undersaturation, the effect of the first factor on reaera- 
tion ean be formulated as follows: 


Let D — initial oxygen saturation deficit in p.p.m. 
D, = oxygen deficit at any time ¢ in p.p.m. 
К» = reaeration constant 
Then following the development of the deoxygenation curve 
D 
(Section 265), log D = —Kst 
К» cannot be determined in the laboratory as was Kı, but 
varies with the body of water under consideration. It takes 
into account the other factors listed above. In the studies of the 
Ohio River the United States Public Health Service found K» to 


vary with stream depth and various physical conditions affecting 
turbulence of flow. This was expressed by: 


K = СУ"Н-° 
where 
V — velocity of flow in ft. per sec. 
Н = depth of flow in ft. 


C and n = river constants. 


Diffusion being affected by viscosity, which in turn is dependent 
upon temperature, it is possible to make an allowance for varia- 
tion in temperature. It has been determined to vary as follows: 
К, at any temperature T equals К» at 20°C. times (1.01597-?9), 

The magnitude of the reaeration constant has been deter- 
mined by the U. S. Public Health Service for certain stretches 
of the Ohio and Illinois Rivers. In the normal stretches of flow 
of these rivers the average value of K» was 0.24. In the shallow 
rapids of the Des Plaines River below Joliet, Ill., where the 
channel is steep and rough, however, the average value of К» was 
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2.00. Further work of this type is much needed for streams as 
well as lakes and tidal estuaries. In quiet water the value of Кз 
at any temperature varies inversely with some power of the 
depth and directly with the amount of mixing that takes place. 
A study of experiments by Adeney yields a value of 0.115 for К» 
at 20°C. for each foot depth of water and Кър) is found to equal 
Kx% (1:0207—20). 

277. The Oxygen Sag.—Deoxygenation and reaeration com- 
bine to produce in streams dissolved oxygen values which, 
when plotted as ordinates with time of flow below the point of 
sewage discharge as abscissas, yield a curve characteristic of 


Dissolved Oxygen Sag 


i 
i 
s 


Dissolved Oxygen Saturation 


Time below Point of Pollution 
Fic. 131.— The dissolved oxygen sag. 
self-purification and known as the dissolved oxygen sag. The 
equation of this eurve is given by combining the equations of 
deoxygenation and atmospheric reaeration, obtaining the follow- 
ing formula:! 


D, = Ren — 10-**) + D X 10-**, 
where 
D, = oxygen saturation deficit of the water in p.p.m. at 
any time t 
D = initial oxygen saturation deficit at point of pollution, 
in p.p.m. 
L = initial biochemical oxygen demand of the diluted 
sewage, in p.p.m. 
K, = the deoxygenation constant 
K, = the reaeration constant. 


The general outline of the oxygen sag is shown in Fig. 131 
together with the oxygen conditions which would obtain in the 


absence of reaeration. 


1 For derivation of this formula see Appendix A, Public Health Bull. 146, U. S. Publio 
Health Service. 
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In eomputing the probable dissolved oxygen sag of а stream 
into which sewage is discharged, the following factors must be 
known or estimated. 

(A) For the sewage, assuming that it is fresh: 

1. Quantity 

2. Temperature 

3. Dissolved oxygen content 

4. Biochemical oxygen demand during the first stage (com- 
monly computed from the 5-day demand). 

5. Deoxygenation constant. 

(B) For the water, assuming that its own biochemical oxygen 
demand falls within the first stage: 

Quantity 

'Temperature 

Dissolved oxygen content 
Biochemical oxygen demand 
Reaeration constant. 


т О? ә 


Example.—Find the oxygen sag for a clean stream discharging 40 c.f.s. into 
which 1 m.g.d. of fresh sewage is emptied. Assume that the 5-day, 20°С., 


B.O.D. of the sewage is 200 p.p.m. 
and that it contains 6.00 p.p.m. 

GUN LRL LE IDEST ES 
Ш 


о 


of oxygen. Assume further that the 
temperature of both the water and 
sewage is 25°С, and that the water 
is saturated with oxygen above the 
point of pollution, but has a 5-day, 
20*C., B.O.D of 1 p.p.m. Assume 
that the deoxygenation constant of 
the sewage at 20°C. is 0.10 and that _ 
the reaeration constant of the stream 
at 20°С. is 0.24. 0 2; 4 6 8 10 
In the oxygen sag formula Time of Flow, days 

К, = 0.10 х 1.047220 = 01206 © оосу ae aget 

К» = 0.24 X 1.01625- = 0.26 
(8.35 х 40 + 6.00 X 1.547) 


Dissolved Oxygen Saturation Deficit, p.p.m. 


D = 8.35 — 41.547 — 0.09 p.p.m. 
= 1 x 40 + 200 X 1.547 & 
A ssl 41.547 7 + 0.02(25 — 20)] = 13.60 p.p.m. 


The resulting curve is shown in Fig. 132. 


The student should familiarize himself with the various 
forms which the oxygen sag may take, depending upon the 
factors entering into the problem. He should remember that 
the theoretical formula applies only to the first stage of deoxy- 
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genation and that. in streams, conditions may be profoundly 
modified by the presence of other wastes, the entrance of diluting 
waters or additional wastes, green plants, dams and rapids, and 
many other factors. To illustrate some of these modifications, 
Fig. 133 is given. It shows the dissolved oxygen sag of the 
Skaneateles outlet in central New York as affected by a number 
of wastes which enter the stream along its course. 

If the velocity of flow of a stream is known, the oxygen sag 
can be determined with respect to distance below the point of 
pollution. The average velocity naturally varies considerably. 
In the Ohio River studies previously referred to, monthly mean 


Distance miles ^ 
Fic. 133.— Dissolved oxygen sag of Skaneateles outlet. (After Suter.) 


velocities ranging from 0.16 to 3.60 miles per hour were encoun- 
tered in 1914-15 between Pittsburgh, Pa., and Louisville, Ky. 
An average value for velocity of flow of large rivers is 24 mile per 
hour. 

278. Temperature Effects.—Of the various factors which must 
be considered in the oxygen balance, temperature is one of very 
general significance. Both deoxygenation and reaeration increase 
with rising temperatures and decrease with falling ones, the 
former more so than the latter. This, as shown in Fig. 134, is 
reflected in the shape of the oxygen sag. 

At low temperatures the sag is flat, but long; at high ones it is 
deep, but short. Taking into account the fact that at high 
temperatures water can carry less oxygen in solution, it follows 
that septic conditions are more likely to prevail during warm 
weather. During cold weather, on the other hand, self-purifica- 
tion is evidently retarded and the zones of self-purification extend 
over longer river stretches. In the disposal of sewage by 
dilution, therefore, rivers, lakes or tidal estuaries may receive in 


SEWAGE DISPOSAL BY DILUTION 403 


winter, without causing objectionable conditions, quantities of 
sewage which in summer would give rise to nuisance. 

Bacterial action at low temperatures is relatively slow, and 
sewage may be carried by the water receiving it to a point where 
ample dilution is afforded before the bacteria have caused any 
offensive conditions. This has an important economie aspect, 
for, in summer, sewage treatment may be carried to a degree 
insuring satisfactory conditions at an expense which, if continued 
through the year, would be prohibitive. Advantage may be 
taken of the winter conditions by providing а less expensive 
treatment, care being taken to avoid the formation of sludge 
deposits which may prove objectionable during the succeeding 
warm season (see Section 282). 
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Fic. 134.— Effect of temperature variations on the progressive changes in the 
dissolved oxygen deficit. L = 20 p.p.m. D = 0. (After Streeter.) 


When freezing temperatures are reached and streams become 
covered with ice, reaeration is prevented and offensive conditions 
may obtain. This factor may be of considerable importance in 
heavily polluted waters in which the oxygen in the waters below 
the ice sheet may be depleted completely. 

279. Salt Water and Fresh Water.— Тһе rate of deoxygenation 
of sewage in salt water during the first stage of decomposition 
seems to be much the same as that in fresh water. Experiments 
show it to be only slightly lower. The so-called nitrification 
stage, however, seems to be delayed.  Reaeration, too, is much 
the same as in fresh water. As far as immediate oxygen demands 
are concerned, therefore, the disposal of sewage into salt water 
appears to depend upon the same factors that play a part in fresh 
water, with the exception that salt water will hold in solution 
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about 20 рет cent less oxygen. For this reason fresh water should 
be able to dispose of more sewage than is salt water, other things 
being equal. More experience must be gained before it can be 
said whether or not conditions are equal. 

'The salinity of sea or brackish water can be measured either 
by determining its specific gravity or its chloride content. The 
specifie gravity of normal sea water is about 1.025, corresponding 
to a chloride content of 18,000 p.p.m. The relative proportion 
of sea water in a tidal estuary is therefore given by the ratio of the 
specific gravity to 1.025 or the ratio of the chloride content to 
18,000. Specific gravity is commonly determined by means of а 
salinometer, a special form of hydrometer. 

When sewage is discharged into salt water there is а greater 
tendency for the suspended solids to settle and to form sludge 
banks than when it is discharged into fresh water. This is due in 
part to the coagulation of the finer suspended solids by the sea 
salts. The sludge banks, however, seem to use up oxygen at a 
lower rate than do sludge banks in fresh water (see Section 282). 

280. Tides and the Tidal Prism.—If a river discharges into а 
tidal estuary, a mixture of fresh and salt water is produced, chang- 
ing in character from hour to hour. If the estuary is short and 
steep, it clears itself with each ebb tide; if long and with complex 
entries, the water may oscillate backward and forward with a vary- 
ing degree of salinity. Inasmuch as the tidal currents must be 
utilized to remove sewage, it is necessary to have a comprehensive 
knowledge of them before locating the outlet of a sewersystem, in 
order to be sure that offensive conditions will not arise at any 
stage of the tide, and that bathing beaches and shellfish layings 
wili not become polluted. 

At the turn of the tide, the incoming salt water follows the 
bottom, owing to its greater density, while the overlying brackish 
water is still traveling seaward. Gradually, as the depth of the 
incoming wave increases, the motion of the entire section changes, 
flowing landward with increasing velocity until the maximum 
velocity, or strength of the tide, isreached. The velocity then falls 
off until ebb tide begins, when the whole mass of water flows 
seaward with increasing velocity until the maximum run is 
reached. The velocity then decreases until the turn of the tide 
is reached and the cycle begins again. The velocity of the ebb 
tide is greater than that of the flood tide because the flow of fresh 
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water is in the same direction as that of the outgoing salt water, 
instead of in the opposite direction, as on the flood tide. 

The tidal prism of a tidal basin is the volume of water contained 
within it between the elevations of high and low water. It 
depends upon the mean range of the tidal rise and fall, which 
generally decreases in going from the northern to the southern 
limits of the United States, as follows: 


East Coast | West Coast 
Sex Range, | a Range, 
City ft. | с ft. 

BOROD ИЕ 9.6 БӨ Ше е КЕСКЕ 11.6 
New York Н 2S. 423% 4.4 Авна С у 6.4 
PAMOT ees ean sin 1.2 San Francisco. ..........: 4.0 
Oharloston- v...) аша» 5.2 Ban Леро. Бе 4.0 
Savannah. ...... Е 6.5 
Key Wet... ses 2 
Galveston: 12:55. demeure | 1.0 


In order to find the amount of diluting water the volume of the 
tidal prism must be computed. Ап example of the necessary 
calculations follows. 


Example.—Find the dilution afforded a sewage flow of 2.3 m.g.d., which 
is discharged at the upper end of a tidal estuary with a surface area of 50 
million sq. ft. at mean low water and 53 million sq. ft. at mean high water, 
the mean range of tide being 9.5 ft. Float observations show that three 
suecessive ebb tides are required to carry the sewage seaward from the 
outfall to a point from which it will not return to the estuary. The average 
cycle of tides occupies a time of 12 hours 20 min. 


Volume of tidal prism e 50 1-55 X 1,000,000 x 9.5 х 7.48 
= 3,660 million gal. 


9 
2.3 X 3 X 12.83 = 3.55 million gal. 


Volume of sewage = 


Dilution — = 1:1,030. 


8.55 
3,660 

Observations of the movements of floats are made to ascertain 
the direction of currents. In making use of floats to determine 
the direction and velocity of tidal currents it must be kept in 
mind that sewage discharged into tidal water will tend to rise to 
the surface and will then move over the surface more rapidly than 
will deep floats. For example, the early investigations of the tidal 
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currents in the vicinity of the Moon Island outlet of the Boston 
sewerage system were made with floats 8 ft. long. These floats 
showed the direction of the currents, but they moved with the 
mean velocity of the water and not with the surface velocity 
during the ebb tide, during which alone it was proposed to dis- 
charge the sewage. After this outlet was placed in service it 
was found that the sewage moved on the surface much more 
rapidly than was anticipated from the results of the float obser- 
vations, and in later observations of this nature the Massachusetts 
State Board of Health used floats about 8 in. long for most obser- 
vations and 24 in. long for the remainder, as it was found that the 
sewage tended to form in a shallow sheet on top of the water, and 
hence the surface and shallow depth velocities were of greater 
importance than the mean velocities of deeper sections from the 
surface down. 
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Fra. 135.—Effect of wind on lake currents at Milwaukee. 


281. Wind Effect.—The wind blowing over the surface of 
a body of water produces waves and tends to set up currents 
in it, owing to the frictional resistance presented by the water to 
the currents of air over its surface. On-shore and off-shore 
winds, by piling up the water along the shore or carrying it 
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away from the shore, induce complementary currents in opposite 
directions at greater depths (see Fig. 135). 

On the Great Lakes, surface currents have been found to travel 
at 3 to 6 per cent of the wind velocity, and the U. S. Hydro- 
graphic Service has reported! that a 

x о 
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study of many observations in the A 

North Atlantic indicated surface cur- E: 
em 

ы o o 


rents of about 3.2 per cent of the 9 
velocity of the wind. It is believed — *? 
А“ 
Eu 


that the effect of these surface cur- 40 
rents may extend to depths of 30 or eo 
40 ft. Observations on the Great 


Lakes have shown that sludge deposits Modera rete E. followed by 
on the shores at these depths have Sept. 22.1810, 


been removed by scour. In tidal, 
basins the scouring action of the + 
currents are at times sufficiently re-i? 
inforeed by the wind to carry away „ 
sludge banks which otherwise would ~ 


not have been moved. E 
| Wind action is also of importance 5 2 West Winds. 
in connection with reaeration. Wave © | Sept. 29.1910. 


fórmation increases the surface area 
through which oxygen сап be absorbed 
from the atmosphere. This is par- 
ticularly marked when the wind is 
strong enough to form white caps 
and the water is sprayed into the air. 
Diffusion of oxygen from the upper 

to the lower water strata is increased NE n Wie 


by the vertical currents induced by ... Oct.5.1910, 
the wind. #: Position of Water-Works Intake, 


: Fic. 136.—Effect of wind: 
Knowledge of the vertical currents vertical dision Hon о Бас 


produced by the wind has been gained їп а plane passing east and west, 
А through the intake of the Mil- 

largely by studies of temperature waukee water-works. 

changes in the water at different 

depths. A study of these currents is of particular moment in 

the location of sewage outfalls with respect to water supply 


intakes and bathing beaches on inland lakes. 


1 Monthly Weather Review, 1902. 
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In 1909 to 1911 an investigation was made by Alvord, Whipple 
and Eddy of the methods of disposing of sewage and protecting 
the water supply of Milwaukee. This involved a study of the 
currents in Lake Michigan, which exemplifies the scope of such 
investigations. As the capacity of the lake is about equal to its 
discharge during 100 years, the lacustrine current toward its 
outlet at the Straits of Mackinac is inappreciable, and tempera- 
ture and winds are responsible for both surface and deep move- 
ments of the water. 
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Fie. 137.— Effect of winds on distribution of chlorides in surface waters оғ 
Milwaukee Bay. 


Fig. 135 illustrates the manner in which temperature records 
define the cause of wind-induced shore currents. Ап on-shore 
wind carries surface waters to the intake; an off-shore wind brings 
in the lower water strata. The quality of these waters depends 
upon the location of the source of pollution as shown in Figs. 136, 
137, and 138. Thermophone! readings showed that the water 
below a depth of about 65 ft. is practically stagnant in the 
summer. Nearer the surface, however, the wind has a marked 
effect in circulating the water. 

The temperature observations were supplemented by investiga- 
tions of the number of bacteria in samples of water collected at 
numerous points, at both the surface and the bottom, and by 
determinations of the chlorides in the water at the same points. 
'The results obtained on two days are shown in Figs. 136 and 137, 


1 The thermop^one is an electrical resistance thermometer in which a current interruptor 
and telephone permit the determination of the temperature. For a description of this 
instrument and its uses вее WHIPPLE, ' Microscopy of Drinking Water.” 
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and illustrate how the wind affected the distribution of the sewage 
through the lake in the vicinity of the city. 

On Sept. 22 there was an on-shore wind. The bottom water 
had practically the same temperature as that at the surface and 
the turbidity of the water was the lowest observed at any time 
during the investigation. The surface water containing the 
largest amount of chlorides was driven to the northward and kept 
near the shore and the largest number of bacteria was found near 
the shore. The sewage of the city was discharged at that time 
into the lake by the rivers shown in Fig. 137. 
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Fic. 138.— Effect of winds on temperatures of bottom waters in Milwaukee Вау. 


On Oct. 5, the wind was off-shore and colder water was brought 
in at the bottom, the difference between the average surface 
temperature and the lowest bottom temperature being 13.3°F., 
as is evident from Fig. 138. The surface water containing the 
largest amount of chlorides had been driven to the north and there 
was a well-marked surface drift of water with large numbers of 
bacteria toward the water works intake. The importance of a 
study of prevailing winds and the currents produced by them is 
evident. 

282. Sludge Deposits.— The settling of sewage solids in 
streams, lakes and tidal estuaries, while an aid to the clarifying 
of their waters, may intensify the pollution problems and create 
local nuisances wherever sludge banks are formed. Sludge 
deposits decompose more slowly than do the transported solids, 
but whereas the latter are removed to points of greater dilution, 
the settled sewage matters remain until scoured away in rivers by 
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floods, in lakes by wind-induced bottom currents, and in the sea 
by tides and winds. In warm weather gases and offensive odors 
may be given off from sludge banks in spite of the fact that the 
supernatant waters contain oxygen. Oxidation takes place only 
at the surface of the sludge. "Truly anaerobic conditions prevail 
within the sludge masses. During the winter, decomposition is 
retarded, and unless removed by spring freshets, tides and high 
winds, the winter's accumulations may be left to putrefy during 
the summer. The Sewage Disposal Committee of the Chicago 
Board of Review, for example, estimated that during the summer 
the cumulative effect of sludge deposits on the total oxygen 
demand in the lower stretches of the Illinois River amounted to 
0.282 Ib. per capita per day. This value is slightly greater than 
the estimated B.O.D. of the sewage itself (0.24 lb. per capita 
per day), so that during the summer the oxygen requirements of 
the river would be doubled or more than doubled. While these 
figures apply only to this particular stream, the value of removing 
settling solids from sewage becomes apparent. 

In salt water decomposition of sludge deposits does not appear 
to proceed as violently as in fresh water. 

283. Bacterial Death Rates in Polluted Waters.—From the 
hygienic standpoint, the fate of the pathogenic organisms which 
may find their way into the sewage and thence into streams and 
other bodies of water is the most important consideration in 
sewage disposal by dilution. Whipple has estimated that 
Bacillus typhosus, the causative organism of typhoid fever, will 
die away in water at а more or less uniform rate, 50 per cent 
being destroyed in from 1 to 3 days and 90 per cent in from 3 to 
13 days. Some of the more resistant organisms may live for 
many weeks and may be carried possibly 80 miles or more, still 
retaining their power of infection. As previously stated, they die 
more rapidly in heavily polluted and warm water than in clean 
and cold water. It has been found that the viability of this 
organism is very similar to that of B. coli. For this reason a 
statement of the death rate of this index organism of pollution will 
yield information on what happens to the pathogenic bacteria. 
The results of studies by the U. S. Public Health Service on the 
Ohio River below Cincinnati are shown in Table 74. 

The death rates of bacteria growing on agar and gelatin are 
shown as well as those of B. coli, in order to permit a comparison 
of their relative significance. 
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TABLE 74.—BaAcTERIA REMAINING BELOW THE SEWER OUTFALLS OF THE 
CINCINNATI METROPOLITAN DISTRICT 


i 1 
ene Reduced to basis of 100 per cent! at 


Mean gage f maximum 
. rom sewer 
height, ft. 
outlets, hours 
| Agar, 37°С. |Gelatin, 20°С. B. coli 
24.9 3.2 93.52 91.79 82.36 
21.2 7.2 79.04 80.32 84.50 
10.6 11.9 96.95 99.87 100.00 
12.1 17.4 100.00 100.00 91.88 
11.4 25.2 66.65 81.08 67.45 
16.1 35.8 49.05 71.41 36.83 
9.8 44.8 29.96 54.35 37.07 
9.7 60.5 18.82 29.95 16.41 
9.8 83.4 9.43 13.66 10.99 
7.0 112.6 3.71 4.82 5.42 
6.1 139.9 1.1 1.59 1.23 
4.3 182.9 0.68 1.12 0.380 
4.4 219.2 0.58 0.95 0.122 
3.4 258.2 | 0.21 0.38 0.174 
2.5 314.8 0.070 0.104 0.175 
1-3 | 497.7 0.063 | 0.100 0.065 
-——————————— = 


! Figures noted in these columns are in per cent of the numbers observed in the zone of 
maximum pollution below the district, April to November, inclusive, 1914, 1915, 1916. 


DILUTION REQUIREMENTS 


284. Standards of Dilution.—As stated in Section 271, the 
dilution method of sewage disposal is limited in any particular 
case by the uses to which the water course receiving the sewage 
is to be put. Standards of dilution, therefore, must be set with 
thisin mind. Where the available dilution is small the standards 
must include standards of sewage treatment. In the United 
States no general standards of efficiency of sewage disposal have 
as yet been adopted. There has been amassed, however, as a 
result of practical experience and research, certain information 
which will serve as a guide in problems of disposal by dilution. 
This information relates in particular to the following: 


. The prevention of nuisance. 

. The safeguarding of water supplies. 

. The protection of bathing beaches. 

. The conservation of useful aquatic life. 


D o 10 н 
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In the British Isles, where rivers are small and their catchment 
areas are relatively densely populated, the Royal Commission 
fixed upon certain standards for sewages and sewage effluents 
which are outlined below in tabular form: 


TABLE 75.—CoNcLUSIONS OF THE ROYAL COMMISSION ON SEWAGE DISPOSAL, 
1912 


Required characteristics of 
sewage effluent 
Type of treatment that 


5-day B.O.D.,| Suspended will satisfy the standards 
18.3*C., solids, 
| p.p.m. p.p.m. 
General standard... | <20 < 30 Complete treatment 
Special standards 
where sewages are 
diluted with the 
following volumes 
of water 
150-300... = 60 Chemical precipitation 
3800-500.......... =150 Plain sedimentation 
ао Utica палое уто) tpi ria No treatment required 


English sewages are two to four times as concentrated as American 
sewages. 


285. Prevention of Nuisance.—In the statement of the 
dilution required for the prevention of nuisance, recourse is 
commonly taken in American practice to the investigations and 
expressed opinions of recognized authorities in the field. The 
most important of these are summarized below: 


In 1887, Hering, Williams and Artingstall reeommended that the Chicago 
Drainage Canal be designed to provide 4 c.f.s. of lake water per 1,000 
persons. In the adopted design this value was later reduced to 3.33, a 
figure that experience showed to be too low, due in part, at least, to the 
fact that the population equivalent of the industrial wastes was not con- 
sidered and sludge deposits made large demands upon the diluting waters 
(see Section 282). 

After an investigation for the Massachusetts State Board of Health,! 
Frederic P. Stearns, then its Chief Engineer, concluded that if the flow is 
less than 214 c.f.s. per 1,000 inhabitants an offense would be almost sure to 


! Special Report оп Water, 1890, p. 791. 
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arise. With larger volumes than 7 c.f.s. per 1,000 inhabitants, the pollu- 
tion would be too small to cause any nuisance. 

In 1897 the Ohio State Board of Health had an investigation made of the 
condition of certain Ohio rivers under the direction of Allen Hazen.* In 
discussing the results he stated that in the case of sluggish streams, or of 
streams the waters of which are already somewhat polluted, the quantity 
required for proper dilution may become 6, 8 or even 10 c.f.s. per 1,000 
population. 

In 1902 another investigation was made for the Massachusetts State 
Board of Health by Goodnough,* who succeeded Stearns as Chief Engineer 
of the Board. He narrowed the range of dilution fixed by Stearns and 
summarized the results as showing that where the quantity of water avail- 
able for the dilution of the sewage in a stream exceeds about 6 c.f.s. per 
1,000 persons contributing sewage, objectionable conditions are unlikely 
to result. Where sewage is discharged at many outlets into a large body of 
water he thought that objectionable conditions might not result from 
somewhat less dilution than that named. In every ease where the flow was 
less than 3.5 c.f.s. per 1,000 persons objectionable conditions had resulted. 

In 1902, in a letter to the Committee on Charles River Dam, Goodnough* 
made the following statement: 

*'The degree of dilution which has been found necessary to prevent 
unsanitary conditions where sewage is discharged into а stream, assuming 
75 gal. of sewage per person, ranges between 20 to 1 and 60 to 1. In esti- 
mating the degree of dilution of the sewage, no account has been taken of 
the purifying effect of the water of the basin itself.” 

J. Herbert Shedd* testified in 1902 before the Commiteee on Charles 
River Dam that about 5 c.f.s. of the ordinary flow of the river, per 1,000 
persons contributing sewage, would render the presence of the sewage 
unobjectionable. 

In 1908 and 1913 Goodnough made for the Board investigations of the 
condition of the Merrimack River, the results appearing in special reports. 
The condition of other rivers was examined to obtain corroborative evidence 
regarding pollution, and it was found that wherever the dilution was 3.4 
c.f.s. or less per 1,000 persons, a nuisance followed. Where serious pollution 
was observed with higher rates of dilution the nuisance was usually due to 
the discharge of large quantities of industrial wastes into the stream. 

The Metropolitan Sewerage Commission of New York estimated in its 
1910 report that the sewage discharged into New York Harbor was diluted 
with 32 parts of water, and that this ratio would become 1 to 13 about 1940. 
The flow of diluting water in the harbor was estimated at 4.7 c.f.s. per 1,000 
population, which would be reduced to 2.65 c.f.s. in 1940. 


Dilution factors of 3.5 to 6 c.f.s. per 1,000 persons are used as 
common guides by engineers. They represent at best very rough 


1 Stearns estimated that each person contributed to sewage daily an average of 0.015 Ib. 
free ammonia, 0.003 Ib. albuminoid ammonia, 0.218 Ib. dissolved solids and 0.042 Ib. chlorides, 

? Preliminary Report of an Investigation of Rivers, p. 32. 

з Report, State Board of Health, 1902, p. 452. 

* Evidence, etc., before Committee, р. 108. 

$ Evidence, etc., before Committee, p. 365. 
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measures of the amount of dilution required and must be modified 
by considerations of prior pollution, industrial wastes, sludge 
deposits and successive increase in pollution or dilution. The 
American equivalent of the dilution ratio of 500:1, suggested for 
raw sewage by the Royal Commission, corresponds to a flow of 
27 c.f.s. per 1,000 population. This standard evidently takes 
into account a relatively high use of the streams by successive 
municipalities and industrial establishments. 

As more is learned about the reaeration characteristies of water 
it will be possible to come closer to the true limits of dilution 
required with and withouttreatment. The principle of regulating 
dilution on the basis of oxygen demand and supply was clearly 
recognized by the Engineering Board of Review of the Sanitary 
District of Chicago. Wherever possible this newer approach to 
the problem should be taken. 

286. Safeguarding of Water Supplies.—In 1914 the Inter- 
national Joint Commission on the Pollution of the Boundary 
Waters between the United States and’Canada concluded among 
other things that, in general, protection of publie water supplies 
is more economically secured by water purification at the intake 
than by sewage treatment at the sewer outlet, but that under 
certain conditions both water purification and sewage treatment 
may be necessary. The Commission was unwilling to fix more 
than a tentative standard of 500 B. coli per 100 cc. of water as the 
limit of safe loading of water-purification plants. Studies by 
the United States Public Health Service have since yielded 
valuable information on the permissible loading of water puri- 
fication plants drawing upon polluted sources of water. Using 
bacteriological standards, it was found that the purification 
accomplished could be expressed by the following formula. 


E = CR», 
where 
E = effluent count 
R = raw water count 


C and n = purification constants, C measuring the magnitude of efficiency 
and n the relative constancy in bacterial quality. 


The numerical values of C and n for B. coli were found to be 
0.15 and 0.22 respectively, for the chlorinated effluent of 10 Ohio 
River plants studied in 1923-24. Substituting these values in 
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the above formula the permissible number of B. coli in the raw 
water is 5,000 рег 100 се. in order that purified chlorinated water 
may meet the revised “Treasury Standards” of 1 per 100 се. 

Subsequent studies on an experimental plant at Cincinnati 
have yielded values of C and n of 0.0008 and 0.82, respectively, 
for purified and chlorinated effluents, and of 0.029 and 0.77 for 
filtered but unchlorinated effluents. These values indicate 
permissible counts of 100 B. coli per 100 сс. of raw water for 
unchlorinated mechanical filter-plant effluents and of 6,000 
B. coli per 100 сс. of raw water for chlorinated filter plant effluents. 
With the aid of the die-away curves of B. coli in polluted waters, it 
is therefore possible to estimate the dilution and treatment 
of sewage required to safeguard water supplies. Only in rela- 
tively lightly polluted waters in which long periods of flow, high 
dilution or great storage permit self-purification to be carried to 
complete recovery, can water purification be dispensed with. 
Even then it would seem wise practice to use chlorination as an 
additional safeguard. 

The standard of bacterial quality of water as delivered to the 
consumer, which has been most widely accepted. is that adopted 
by the U. S. Treasury Department for drinking water provided 
by interstate carriers. This standard as revised in 1925 is 
essentially not more than 1 B. coli per 100 сс. of water. The 
effect of industrial wastes on public water supplies is considered 
in Chapter XX. 

287. Protection of Bathing Beaches.—Generally speaking, it 
would be ideal for the water of bathing beaches to approach 
drinking-water quality. The standard of bacterial quality of 
swimming pool waters recommended by the Joint Committee 
on Bathing Places of the American Public Health Association and 
the Conference of State Sanitary Engineers suggests a B. coli 
limit of 3 to 4 per 100 cc. It is doubtful if this limit can be 
maintained for bathing beaches. Disinfection of the waters in 
the vicinity of bathing beaches by means of chlorine apparatus 
on boats is practiced at a number of places. 

288. Conservation of Useful Aquatic Life-——Most food fish 
are sensitive to pollution, largely because they require the 
presence of a moderate quantity of dissolved oxygen in the water. 

This has been emphasized in disputes over the permissible 
pollution of New York Bay, where the dissolved oxygen should 
not be reduced below 70 per cent saturation, according to Black 
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and Phelps, in order that food fishes might continue to live in the 
waters. Fuller stated! on this topie: 


With respect to guarding against objectionable odors I think it is clearly 
necessary for the chemists and bacteriologists to keep in mind that putre- 
faction does not exist so long as oxygen remains at all. In fact you can go 
further than that, and say that so long as oxygen is available from nitrates, 
nitrites, or other oxidized salts there is substantially no putrefaction. I 
am aware that that does not provide for one feature that may be of some 
importance, and that is the protection of major fish life. I believe, how- 
ever, that the European custom in many places is sound in indicating that 
30 per cent of the dissolved oxygen necessary for saturation provides a 
reasonable margin in the case of a majority of species of fish life of the larger 
kinds. Perhaps some may call for more, but so long as there is 30 per cent 
remaining at all places at all times, it is a matter of deduction from our 
well-established laws of biology and chemistry that there can be no putre- 
faction. The larger number of the principal rivers in this country serving 
as publie water supplies do not contain as much as 70 per cent of the oxygen 
necessary for saturation. Among the rivers with which I have been per- 
sonally familiar through analysis, I may mention the Merrimack River at 
Lawrence, Mass. Twenty years ago it had as low as 50 per cent and some- 
times but 30 per cent of dissolved oxygen. In those days it served as the 
water supply for Lawrence without being filtered, and in the last 17 years, 
since filtering, it has been regarded as one of the good water supplies of the 
world. I believe that if this 70 per cent margin suggested by Dr. Soper 
were applied to Lawrence, it would show that the Merrimack River at that 
place was not providing a proper disposal for the sewage at Lowell and the 
cities above, notwithstanding the fact that it provides an excellent water 
supply at that point, 


А somewhat different problem is that connected with the 
pollution of shellfish beds. Unlike fish, oysters and clams are 
often eonsumed raw and may therefore become vehicles of 
infection by harboring in their bodies pathogenic organisms 
ingested from the waters in which they abound. А number of 
epidemies of typhoid fever have been traced to contaminated 
shellfish. 

From the idealistic standpoint, shellfish beds should be located 
in waters which meet the bacterial standards for drinking water. 
Experience indicates, however, that such a standard is unneces- 
sarily rigorous. In Massachusetts (1929) the rating of shellfish 
areas is based upon the results of the sanitary survey, the B. coli 
content of the waters at the areas in question and the B. coli 
content of the shellfish. 


l Trans., Am. Inst. Chem. Engrs., 3, 392. 
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If oysters are relaid in clean water they will quickly purge 
themselves of pollution. This offers a means, as yet insufficiently 
explored, for utilizing oysters which originate in undesirable 
areas. Chlorination of oysters and clams after removal from 
their beds also seems to render them safe for consumption. The 
practice of bloating, freshening or bleaching oysters by placing 
them in brackish water for a day or two appears to be regarded 
with disfavor. Too often the bloating is accomplished in coves, 
bays or the mouths of streams which, being closer to shore than 
the oyster beds, are apt to be more heavily polluted. The 
bloating process should not be confused with the fattening 
process of transplanting oysters to clean beds in shallow water 
rich in food stuffs, chiefly algae (diatoms). 


DILUTION PROJECTS 


289. Types of Dilution Projects.—Several types of dilution 
projects may be distinguished according to the nature of the 
water courses into which sewage is to be turned, namely (1) 
inland river systems; (2) large fresh-water lakes; (3) tidal 
estuaries and the ocean. A fourth type of dilution project is one 
like the Chicago Drainage Canal project, in which a water 
course otherwise not adequate for dilution is rendered so by 
engineering means, such as canal construction, pumping, or both. 
All four types of projects commonly involve studies of (a) hydro- 
graphic conditions, including the volume and nature of the dilut- 
ing water; (b) sanitary conditions, including the chances for 
nuisance and direct injury to the publie health; (c) treatment 
methods available for overcoming the limitations of the dilution 
process. The various factors which may play a part in dilution 
projects have been discussed in this chapter. There remains the 
illustration of the outfall structures employed and the methods of 
securing adequate dilution. 

A fifth type of project is the discharge of settled sewage into 
ponds in which fish are raised. This process has been employed 
as yet only in Europe. 

'The relative use in the United States of river, lake and ocean 
outfalls and land disposal systems is shown for the year 1928 in the 
summary at the top of the next page, of the disposal methods 
of the 68 cities that had a population of more than 100,000 in 
1920. The values given are expressed in per cent of the total 
population of about 27.5 millions in the cities included. 
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Artificial dilution is at present resorted to in Chicago and 
Brooklyn. 


Percentage of total population 


Including as river 
outfalls all those 
discharging into 

rivers, even though 
close to lake or 


Tributary to 


Including as lake or 
ocean outfalls, those 
which discharge into 
rivers at short dis- 
tances from lake or 


ocean ocean 


River осаат 5.9 35.3 
Lake Ооа. еее RSS 7.6 13.1 
Ocean outfalls. „з. сш. ense 35.9 51.0 
Irrigation WORE.. -e.e e АА 0.6 0.6 


290. River and Lake Outfalls.—If sewage is discharged into a 
stream flowing rapidly at all times, the outlet need not be sub- 
merged, provided the sewage passes into the stream at a point 
where it is certain to be carried away quickly and at the same time 
thoroughly mixed with the river water. By a study of the 
variations in river stage it is possible to locate the outlet so 
that the sewage will always be discharged directly into water and 
will not pass over the river bottom exposed by low water. The 
way of assuring this in the case of the combined sewer outlet at 
Minneapolis, Minn., was shown in Fig. 83. 

Cities situated on the Great Lakes and other large inland lakes 
are commonly dependent upon these waters both for their water 
supply and for the disposal of their sewage. The location of out- 
falls must, therefore, be investigated with particular care in re- 
lation to water works intakes. Bathing beaches and shore fronts, 
too, must be protected against pollution. In order to disperse the 
sewage thoroughly through a large volume of water before it can 
rise to the surface, lake outfalls are usually submerged to а con- 
siderable depth and are often carried long distances from the 
shore. At Rochester, N. Y., for example, a 66-in. steel outfall 
sewer, laid in Lake Ontario, terminates in a timber crib, 7,000 ft. 
from shore in 50 ft. of water. The crib is 46 ft. square and 24 
ft. high. It is weighted with stone and surrounded with riprap 
extending 10 ft. up the sides. The outlet is 10 ft. above the 
bottom of the lake. 
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Whipple's estimates of the path of pollution with on- and off- 
shore winds during the summer, when the pollution of nearby 
bathing beaches is of importance, are shown in Figs. 139 and 140. 


Mile$ from Shore 


Temperature or me Waren or 
LAKE ONTARIO 
August 9,1912 
and 


Depth, Feet 


НүРОТНЕТ!СА1. РАТН ОР StwAGE 
Discuanot умове me ResuLTING CONDITIONS 
(Off Shore Wind. Sewage lighter 
than the Water into which itenters) 


Fia. 139. 


It was assumed in these estimates that the sewage is warmer 
than the bottom water, but colder than the surface water. The 
student should make his own estimate on the basis that the latter 


Miles from Shore 
2 th 


Нуротнетісді. Distrisution or StwasE in 
s LAKE ONTARIO . 
; Direction of Wind Wits On Store Winns 
(Sewage heavier than the 
Water into which itenters) 


Fic. 140. 


assumption is not correct. The sewage discharged through the 
Rochester outlet is settled in Imhoff tanks prior to disposal. 

291. Ocean Outfalls.—As in the case of lake outfalls, experience 
with the discharge of sewage in tidal waters has shown that the 
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¢.—Section of Peddocks Island outlet.! 
Fic. 141.—Outfalls of Metropolitan Boston. 
1 Note that difference in elevation between outlet and low water is not shown to scele. 
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outlet should be at а considerable depth, in order to disperse the 
sewage through as large a volume of water as possible before it 
rises to the surface. Not only do the large solids in sewage 
present an offensive appearance if they float on the surface, but 
the greasy substances cover the surface with a film or “slick” 
which, although not necessarily an indication of putrescible 
organic matter, is yet unsightly and likely to be the cause of 
complaint against the disposal of the sewage in this way. These 
undesirable conditions are much reduced when the sewage is 
discharged in depths of 25 ft. or more. The development 
which has taken place in the design of ocean outfalls is illustrated 
by the three disposal projects of Metropolitan Boston, shown 
in Fig. 141. 


The first large outfall sewer which was built to discharge into Boston 
Harbor has its outlet near Moon Island, where float observations have shown 
that the average velocity of the ebb tide is 0.74 mile per hour and that the 
floats travel about 4 miles seaward during the whole ebb tide. The sewage 
is stored in tanks on the island and discharged 
during ebb tide. Experiments show that 
when 22 million gal. of sewage are discharged 
in 45 min., about 750 acres of harbor surface 
are plainly discolored on a comparatively calm 
day, and an objectionable appearance is pre- 
sented by two-thirds of this area, although йо М2. Ts ical Oates pipe, 
offensive odors arise from but a relatively Deer Island outfall. 
small portion of it. Suspended matter is 
sometimes seen 114 miles from the outlet, and slick is occasionally observed 
at still greater distances. Generally speaking, the upper 2 to 3 in. of the 
sewage-covered area contain much the greater percentage of the sewage. 
'The conditions described last for 2 to 3 hours, depending largely on action 
of waves. 

The second large outfall sewer discharging into the harbor had its outlet 
originally near Deer Island Light, but a few feet below the surface and near 
the edge of the main ship channel. The sewage was discharged contin- 
uously and discolored the water over an area of 350 acres on ebb tide and for 
a distance of 11g miles from the outlet, although slick was sometimes 
observed farther out on calm days. In 1916 this outfall was extended 315 
ft. farther out toward the ship channel, discharging through 14 openings, 
the deepest being at a considerably greater depth than the discharge end of 
the original outfall. Of the multiple openings the outermost is 48 in. in 
diameter and the others are elliptical, varying from 25 by 44 to 13 by 23 in. 
A typical outlet pipe is shown in Fig. 142. 

The third large outfall sewer has its outlet near Peddocks Island at a 
depth of 24 ft. at low tide, where the sewage is discharged continuously. 
The sewage is diluted so quickly by the sea water that the percentage of 
sewage in the surface water directly above the outlet is relatively small. 
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The use of multiple outlets has found its greatest development 
in the outfall of the Passaic Valley Sewerage System in New 
York Harbor. ‘The arrangement of this outfall, together with the 
special nozzle used to insure thorough mixing of the sewage with 
the harbor water, is shown in Fig. 143. 
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Fic. 143.—Passaic Valley outfall in New York Harbor. 


292. Artificial Dilution.— Until the intercepters along the three 
rivers passing through the City of Milwaukee were completed, 
much of the sewage of the city was discharged directly into these 
water courses. With the rapid growth of Milwaukee the streams 
became grossly polluted. Water was therefore pumped from the 
lake, as shown in Fig. 144, carried through what are called flush- 
ing tunnels, in reality water conduits, and discharged into the 
streams to swell their volume during times of low flow and warm 
weather. 'This is an example of artificial dilution. Flushing 
works of this kind were devised too for Chicago and Brooklyn. 
At Milwaukee the construction of intercepters and treatment 
works was completed a few years ago. 

Chicago offers an example of a different type. To protect the 
waters of Lake Michigan a canal was built connecting the Chicago 
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River with the Des Plaines River, which flows into the Illinois 
and then the Mississippi River (see Fig. 145). The flow of the 
Chicago River was thus reversed and water abstracted from Lake 
Michigan serves to dilute the sewage of the city which is dis- 
charged into the canal. To reduce the amount of diluting water 
required, as а result of the rapid growth of the district and the 
enormous development of its industries, treatment works fed by 


Yin Use from t25 
{95% Dec 23,1916 


Fia. 144.—Map of Milwaukee showing arrangement of flushing sewers. 


intercepting sewers and discharging into the canal are being put 
into operation. 

293. Fish Ponds.—A method of sewage disposal involving 
dilution is the discharge of settled sewage into shallow artificial 
ponds which are stocked with fish. Reclamation of the nutritive 
elements contained in sewage, through the intermediate activity 
of bacteria, plankton and other small aquatic organisms, in the 
form of fish flesh was first emphasized by B. Hofer, Professor of 
Zoology in the University of Munich. The feasibility of this 
process must be apparent from what has been said in this chapter 
about the succession of life in sewage-polluted streams. The 
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difficulties encountered relate to (1) the maintaining of a suffi- 
ciently high oxygen concentration by keeping the sewage fresh, 
avoiding sludge deposits and destroying surface growths which 
prevent reaeration or absorb oxygen from the water; (2) the 
elimination of toxic substances, such as hydrogen sulphide, and of 
f'oceulent masses of iron hydrate and the like which deposit on 
the gills of the fish and cause asphyxiation, and (3) the main- 
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Fra. 145.—Loeation of rivers and canals; Chicago, Ш. 


tenance of a biological balance that will yield adequate quantities 
of fish food. 

The process has as yet not been applied in the United States. 
As practiced in Central Europe, dilutions of 2 to 5 volumes of 
clean water are employed for settled sewage. The ponds are 
1 to 214 ft. deep, one acre of pond surface being provided for 
800 to 1,200 persons. The ponds are drained and cleaned during 
the winter when ice conditions and retardation of life processes 
interfere with the raising of fish. The sewage is disposed of by 
other means during this time. Special hibernating basins are 
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provided at Strasbourg for the plant and animal pond-life. 
In the spring the ponds are filled and stocked with fish. Ducks 
keep the ponds clear of undesirable weeds. 

The fish raised are usually carp and tench, both highly prized 
in Europe, but not in America. When the dilution is great, 
rainbow trout also are stocked. A pond of one acre area is said 
to produce from 400 to 500 Ib. of fish flesh and from 200 to 250 Ib. 
of duck meat. The most notable plant in Europe is the one at 
Strasbourg, where the fish ponds remove 88 per cent of the 
organie material and 80 per cent of the nitrogen from the sewage. 
The effluent is clear and contains about 10,000 bacteria per 
cubic centimeter. А large plant is in process of development at 
Munich, Germany. 
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Problems 


1. With the aid of Table 73, prepare a diagram showing in tiers the suc- 
cession of life and the changes in oxygen and carbon dioxide in the Genesee 
River at Rochester. Plot the bacterial counts on a logarithmic scale, the 
remaining information on an arithmetic scale. 

2. The sewage from a manufacturing city of 100,000 people is discharged 
at the rate of 100 gallons per capita daily untreated into a stream with a 
dry-weather flow of 3.5 c.f.s. per 1,000 population. Assuming the following 
conditions: 5-day, 20°C., B.O.D. of sewage, 250 p.p.m.; temperature, 75°Е.; 
oxygen saturation, 50 per cent; 5-day, 20°C., B.O.D. of river water, 20 p.p.m.; 
temperature, 70°F.; oxygen saturation, 70 per cent; deoxygenation con- 
stant at 20°C., 0.1; reneration constant at 20°C., 0.2; draw the 10-day dissolved 
oxygen sag. 

3. If in Problem 2 the velocity of the stream is 2$ mile per hour, how 
many miles will elapse before the river water is 40 per cent saturated with 
oxygen—(a) during degradation, (b) during recovery? Ans. (a) 4.8 miles. 

(b) 134 miles. 

4. Assuming that the first-stage, 20°C., B.O.D. of a sewage is 288 p.p.m., 
that it contains 5 p.p.m. of oxygen, and that one volume of the sewage is 
diluted with four volumes of river water saturated with oxygen, how soon 
will the oxygen be exhausted if the average temperature of the stream is 
4°С. and the stream is covered with ice? Ans. 3.1 days. 

5. A tidal estuary is found to contain 1,250 p.p.m. of chlorides. The 
river emptying into it contains 10 p.p.m. of chlorides. What is the per 
cent of river water in the estuary? Ans. 93.1 per cent. 

6. Find the dilution afforded a sewage flow of 5 m.g.d., which is discharged 
at the upper end of a tidal estuary with a surface area of 600 acres at mean 
low water and 640 acres at mean high water, the mean range of tide being 
8 ft. Two and one-half successive ebb tides are required to carry the sewage 
seaward from the outfall to a point from which it will not return to the 
estuary, and the average time for one round of tides is 12 hours 23 min. 

Ans. 1:250. 
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7. Plot the values for bacterial death rates shown in Table 74, on semi- 
logarithmie paper. 

8. (a) What is the 5-day, 20°C., B.O.D. corresponding to the General 
Standard of the Royal Commission? (b) What is the first-stage B.O.D. at 
20°? 

Ans. (а) > 21.7 p.p.m. 
(b) z 31.9 p.p.m. 

9. What is the dilution ratio corresponding to a flow of 4 c.f.s. per 1,000 
inhabitants in an average American city? Ans. 1:25.8 

10. Using the U. S. Public Health Service observations at Cincinnati, 
how many days must elapse along the Ohio River below the sewers of a city 
before the raw water count will be such that the chlorinated effluent of a 
rapid sand filter will constantly show less than 0.5 B. coli per 100cc.? Assume 
that the dilution is 1 in 10,000 and that the sewage contains on an average 
500,000 B. coli per cubic centimeter. Ans. 1.25 days. 

11. Assuming that the water intake shown in Fig. 135 is a sewage outfall 
discharging sewage with a temperature of (a) 73?F., (b) 64°F., make a 
sketch showing the probable path of the sewage with on- and off-shore 
winds assuming that the temperatures of the lake water are as shown. 

12. A cast-iron outfall discharging in 40 ft. of sea water is to carry 1 
m.g.d. of sewage from a separate system to a distance of 5,000 ft. from a 
pump on shore. Assuming a fluctuation in flow of +25 per cent, (a) what 
must be the diameter of the pipe and (b) what must be the total lift of the 
pump if the pump is 10 ft. below sea level? Deposition of solids in the out- 
fallis to be prevented. Ans. (а) 10 in. 

(b) 49.5 ft. 


CHAPTER XIII 
SEWAGE DISPOSAL BY IRRIGATION 


294. Definitions.—Besides sewage disposal into water, called 
dilution, there is sewage disposal upon land, called irrigation. 
Both are essentially disposal processes as opposed to treatment 
processes, because uncontrolled natural purifying agencies are 
relied upon to render the sewage matters inoffensive. Dilution 
makes use of the forces of purification operative in water; 
irrigation calls upon those active in soil. If irrigation also is 
classified as a treatment process, this is due chiefly to the fact 
that irrigation ditches and sometimes underdrains must be 
provided and that many sewage irrigation plants have effluents 
which are discharged into streams or other bodies of water for 
final disposal. 

Two types of irrigation projects are distinguished—sewage 
farming and subsurface irrigation. Sewage farming, also known 
as broad irrigation and land treatment, dates back to the earliest 
days of sewerage systems. In this process sewage is caused to 
flow over cultivated fields or to percolate through the ground 
until it joins the natural ground water or passes into underdrains, 
incidentally watering and to some extent fertilizing the growing 
crops. In subsurface irrigation sewage is distributed beneath 
the surface of the ground and penetrates into the soil from open- 
jointed pipes. While sewage farming has been employed for 
very large communities, as well as for smaller ones, subsurface 
irrigation is confined to small water-carriage systems, more 
particularly to those of isolated dwellings, hotels, country clubs 
and institutions. 

Irrigation with sewage in the form of sewage farming is 
carried out with two objects in view; (1) proper disposal of the 
sewage, and (2) cultivation of crops from which revenue may be 
obtained. The disposal of sewage should be the primary object, 
in most cases, and the raising of erops secondary, controlled so as 
not to interfere with the purification of the sewage. In sub- 
surface irrigation the cultivation of crops is only considered 
incidentally. 

428 
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295. Purification Processes Operative in Soil.—As in dilution, 
the processes of purification operative in soil are physical, 
chemical and biological in nature. They are akin to the forces of 
self-purification encountered in water, but are more restricted in 
range of activity. 

Physical Processes.—The physical processes of purification are 
greatly dependent upon the character of the soil. Two of them 
are particularly important, namely filtration and aeration. 
Passage of sewage through the soil removes larger solid particles 
by straining, and smaller ones by sedimentation in the quiescent 
portions of the tortuous channels between the soil grains or 
by adsorption on the many contact surfaces. The quantity of 
sewage that can percolate through the ground is obviously 
dependent upon soil texture. A stiff clay will allow little water to 
pass, while a coarse sand will absorb a great quantity. For a 
discussion of the principles of filtration and for their formulation, 
see Chapters XIV and XVII. 

The process of aeration which is active in irrigation is much the 
same as that taking place in sewage disposal by dilution. On the 
land surface oxygen is absorbed from the free atmosphere; within 
the soil, oxygen is taken up from the ground air. The sewage 
as it recedes from the surface draws in behind it a fresh supply of 
air, which serves to maintain aerobic conditions in the soil. This 
breathing of the soil is very important in the economy of irrigation 
projects, just as reaeration is in dilution. In order to permit a 
replenishing of the oxygen supply, sewage must be applied to land 
intermittently. A rest period must be provided. It stands to 
reason that aeration is most active in the upper strata of the soil. 

An open sandy soil would appear to be the most favorable type 
for sewage treatment by irrigation, because of its greater perme- 
ability to both water and air. In sewage farming, however, no 
matter what the character of the underlying strata, the loam and 
vegetation will hinder the passage of water and the cireulation of 
air so that sewage farms can successfully treat but a small per- 
centage of the volume that can be handled on uncultivated sand 
areas such as are used in the treatment of sewage by what is 
called intermittent filtration (see Chapter ХУП). 

Chemical Processes.—Of the chemical processes which are active 
in irrigation, oxidation is the most important. Aerobic decom- 
position carries the cycle of organie matter to a point where the 
end products are not only inoffensive but where they become 
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available as plant foods. This fertilizing value of sewage is 
discussed in Section 296. 

Biological Processes.—Bacteria abound in moist soil, where they 
are responsible for the rotation of the elements which enter into 
the structure of organic matter, just as they are in water. Other 
organisms, too, are found in sewage fields, but life as a whole is 
less varied than in sewage polluted water courses. Аз sewage 
matters become converted by biochemical processes into sub- 
stances which will serve as plant foods, they are taken up by the 
roots of the irrigated crops. 

296. Action of Sewage on Crops.—Sewage contains chemical 
constituents which, when present in suitable form, possess fertiliz- 
ing value. For this reason there has been a popular belief that 
the agricultural utilization of sewage will be profitable. The 
most important plant food is water, which is the main constituent 
of sewage (99.9 per cent). Probably the chief agricultural value 
derived from sewage when used for irrigation is due in most cases 
toits water content. Only portions of the nitrogen, phosphorus 
and potassium compounds in the sewage are found in a form 
suitable for direct utilization by plants. Nitrogen should be 
present as nitrate to be of most value. Usually only a very small 
part of it, or none at all, has arrived at that state of oxidation 
when the sewage is applied to land. The remainder must be 
nitrified by biological agencies which require oxygen, a mild 
temperature and the presence of lime or some other base. The 
phosphates and potash, especially the latter, are present in such 
small quantities that their fertilizing value is usually small 
compared with that of the nitrogen compounds that can be 
converted into available form. 

The fertilizing constituents of sewage are associated with fat 
and soap, which are injurious to land. They clog the pores of the 
soil and interfere with the absorption of the sewage by the soil 
and the subsequent aeration of the pores. Land which has 
become clogged and rank in this way is called sewage sick and one 
of the most important duties of the manager of a sewage farm is to 
prevent such a condition from becoming chronic in any of his 
fields. A precautionary measure against it is the removal of the 
coarse suspended matter from the raw sewage by screening and 
sedimentation. 

In agriculture, fertilizers should be applied at certain stages in 
the rotation and growth of crops, and the proper fertilizers to 
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use depend upon the nature of the soil, the climate, the crops to 
be grown and the rotation of crops. In sewage disposal, all 
these considerations must be waived in favor of the production of 
a satisfactory effluent. The crops must be regarded merely as 
by-products. Evidence furnished by long experience in a 
number of countries under many conditions does not reveal 
that it is practicable to obtain much fertilizing effect from city 
sewage by the means that must be used to obtain successful 
treatment, but indicates that where irrigation has been successful 
agriculturally the same results would have been produced 
with water. 

A great many varieties of crops have been grown on sewage 
farms. The general classes of vegetation cultivated are: grasses; 
coarse beets and other fodder; kitchen vegetables, especially 
cabbages; corn and wheat; and groves of walnut and orange trees. 

297. Construction of Irrigation Areas.—Sewage is applied to 
land in various ways, some of which are illustrated in Fig. 146. 
If it is flowed over sloping fields from an upper level to a lower 
one, the process is called ridge, surface or broad irrigation. In 
this method the sewage does not penetrate more than a few inches 
into the soil, except where the latter is unusually porous. When 
the sewage is applied by any method to soil of such a nature that 
the sewage percolates downward in considerable quantities, the 
process is called filtration. This variety of filtration must be 
carefully distinguished from intermittent sand filtration, which is 
practiced on specially prepared areas that are not used for agri- 
cultural purposes, wherever this method of treatment is carried 
on most efficiently. 

Ridge, surface or broad irrigation (Fig. 146b) is practiced by 
flooding sewage over land from channels on ridges between long, 
gentle slopes; the sewage collecting in the low places between the 
ridges is received by cross ditches at the foot of the field and 
conducted to ridges in a field lying somewhat lower than the first. 
Where the soil is very heavy a third field may be laid out. 

Bed irrigation and land filtration are terms used in Europe to 
designate the distribution of the sewage in numerous ditches 
cutting up the land into beds, which are kept moist by horizontal 
seepage from the ditches (Fig. 146a). This method is called 
ridge-and-furrow irrigation in England, and is employed when it is 
desired to keep the sewage from contact with the crops growing 
on the beds. 
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In flood irrigation a plot of land surrounded by a bank is peri- 
odically covered with sewage to a depth of 1 or 2 ft. (Fig. 146c). 
In Germany, a method of spraying sewage upon the land from 
movable pipes attached to the sewage conduits has been 
employed. 

To avoid pools of sewage dotted over the sewage fields, the 
grading of the surface and of the ditches and channels must be 
carried out correctly. The main carriers are usually constructed 
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of masonry or concrete, but for the minor distributing system 
earth channels are preferred, because they do not interfere with 
the cultivation of the land which is considered necessary even 
where no crops are grown, in order to promote aeration and to 
check weeds. Much more саге is paid in England to grading 
the land for filtration than for surface irrigation, although it is 
recognized that even with surface irrigation, pooling of the 
sewage in detached places is likely to result in sewage sickness 
of the land at such points and in a poorer effluent. The cost of 
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preparing the land for filtration is much greater than for surface 
irrigation, not only on account of having the surface perfectly 
level, but also because it is frequently desirable to strip off the 
fine surface soil overlying a coarser subsoil. 

The underdrainage of land receiving sewage is regarded as hav- 
ing а dual object, (1) the aeration of the soil and (2) the removal 
of the effluent after it has pereolated through the soil. Drainage 
is frequently carried out by deep ditches into which lines of 3- or 
4-in. agricultural drain-tile discharge. It is held by some 
engineers that open ditches should be used to permit inspection 
of the effluent and that they should be deep enough to keep the 
level of the ground water below the level of the tile drains, so 
that the soil may be kept well aerated. Instead of open ditches, 
tile pipe drains often are employed. The general opinion is 
that all land except clay needs underdrainage when the ground- 
water lies within 4 ft. of the surface. Clay is difficult to under- 
drain because the tile seems to increase the number of cracks 
which open in dry, hot weather and permit raw sewage to enter 
the drains in an unchanged condition. The underdrains of 
English sewage farms, according to Kershaw,! vary from 2 to 6 in. 
in size, from 12 to 66 ft. in spacing, and from 3 to 9 ft. in depth. 
'The main drains are 4 to 24 in. in diameter. 

The area required for sewage farming depends upon the 
nature of the soil and the method of irrigation as well as upon the 
skill of operation. It varies too with the degree of preliminary 
treatment which the sewage has received. Common values of 
the amount of sewage which can be treated on an acre of land 
vary from 2,000 to 40,000 gal. daily, with an average of 8,000 gal. 
Under European conditions these values correspond to a popula- 
tion of 50 to 1,000 with an average of 200 persons per aere. 
Since irrigation is controlled in large measure by the water load, 
the population figures must be reduced to about 60 per cent, to 
compare them with American conditions. From two to four 
times as much land is required for surface irrigation as for 
filtration. 

Irrigation areas must rest about half of the time. Dosing 
periods vary from 12 hours to 10 days at different farms. 
In addition to the short periods between doses, there must be 
provided longer rest or drying-off periods, to permit the land to 
recover and to allow for the harvesting of crops. In England from 
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20 to 50 per cent of the area is under irrigation at one time. 
Longer resting cycles are required for surface irrigation than 
for filtration. 

Storm waters to the extent of three times the dry-weather flow 
are handled by European sewage farms. Flows in excess of 
this rate commonly are bypassed after flowing through storm- 
water basins. During freezing weather it is often necessary to 
store the sewage in detention basins, which commonly take the 
form of open earthen basins. 

Compared with the rainfall the quantities of sewage used for 
irrigation are large. At Nottingham, England, where filtration 
is practiced, for example, the annual rainfall is 25 in., while the 
annual depth of sewage is about 18 ft. At South Norwood, 
England, where surface irrigation is employed, the values are 
24 in. and 5 ft. respectively. 

298. Operation of Irrigation Areas.— The Royal Commission 
on Sewage Disposal has given detailed attention to the operation 
of sewage farms in the British Isles. Eight farms typical of 
different conditions were kept under close observation for two 
years, and observations were made less regularly at other farms. 

At these eight farms from 12 to 53 per cent of the area was not 
irrigable, either because it was unsuited for the purpose or had 
not been prepared to receive sewage, or was required for roads, 
buildings, sludge beds and other purposes. 

The Royal Commission's conclusions from its investigations 
were stated substantially as follows in its fifth report (1908): 


l. There is no substantial distinction between effluents from land and 
effluents from artificially constructed filters.  Effluents from those soils 
which are particularly well adapted for the purification of sewage contain 
only a very small quantity of unoxidized organic matter, ага are usually of a 
higher class than effluents from artificial filters, as constructed and used at 
the date of the report. Effluents from soils not well adapted to purify 
sewage may often be very impure. 

2. Generally speaking the evidence points to а maximum rate of 36,000 
О. 8. gal. per acre, or 1,000 persons per acre, with the best land, after 
preliminary treatment of the sewage, although some witnesses who testified 
before the Commission put the rate as high as 72,000 gal., or 2,000 persons, 
per acre, under similar conditions. With unsuitable land, such as clay, not 
more than 3,600 gal. per acre can be efficiently treated, even after settlement 
of the sewage. 

3. The total acreage of a farm must be relatively much greater when the 
sewage is purified by surface irrigation than when the method of filtration 
is employed, and a larger percentage of surplus area is aíso desirable in the 
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former case. The larger the total irrigable area the greater is likely to be 
the working cost. On the other hand, with good management, the larger 
the surplus irrigable area, the better is the purification likely to be and. 
within certain limits, the prospect of profit. 

4. In the case of sewage which is to be treated upon artificial filters, it is 
generally desirable to settle out as much as possible of the suspended solids 
before filtration. This is of less moment in the case of sand, but where the 
soil is heavy the sewage should first be efficiently screened and settled. 
Porous sandy soil, worked as filtration farms, may be able to treat crude, 
unsettled sewage without detriment, but, even in those cases, there is the 
possibility of nuisance arising from the decomposition of sewage solids on 
the surface of the soil, and such solids may cause damage to crops. 

5. It is impossible to lay too much stress on the importance of sewage 
farms being well managed. Farm managers have a most difficult part to 
play, and no amount of care and attention will ever enable land of any kind 
to deal with a volume of sewage in excess of the effective purifying capacity 
of the soil. As a rule, sewage farms should not be let. 

6. English soils and subsoils may be divided into the following threc 
broad classes: Class I, all kinds of good soil and subsoil, such as sandy loam 
overlying gravel and sand; Class II, heavy soil overlying clay subsoil; Class 
ПІ, stiff clayey soil overlying dense clay. Since variations exist in practice, 
both as regards the method of purification employed and the extent of 
cropping, the first of these three classes may be divided into three subclasses, 
as follows: (1) filtration with cropping; (2) filtration with little cropping; (3) 
surface irrigation with cropping. The method of purification assumed to 
be suitable for the other classes of soil is surface irrigation with cropping. 
TABLE 76.—AvERAGE Amounts OF LAND REQUIRED FOR TREATING A DRY- 

WEATHER FLow or 1,000,000 U. S. GALLONS 
(Royal Commission on Sewage Disposal. Fifth Report, page 153) 


Total area of 
Volume of settled sew-| land required 
> X age which can be | бо treat a dry- 
Class of soil Method of working Sante pes aus per weather ton 
U. S. gal. U. 8. gal.: 
acres 
I. Good soil and | Filtration with crop- 
subsoil ping 14,400 70 
I. Good soil and | Filtration with little 
subsoil cropping 30,000 33 
I. Good soil and | Surface irrigation with 
subsoil cropping 8,400 121 
II. Heavy soil on | Surface irrigation with 
clay cropping 6,000 167 
ПІ. Stiff clayey | Surface irrigation with 
soil on dense| cropping 3,600 278 
clay 


PE EEE М-н Не НД ГЫРА Sm IE PT 
! These areas are sufficient for the treatment in times of storm of three times the mean 
dry-weather flow. 
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With a heavy soil and clay subsoil, by far the greater part of the purification 
is effected by surface irrigation, although in exceptional circumstances a 
good deal is also done by filtration. 

Having regard to the volume of sewage dealt with and the purification 
effected at the farms kept under the Commission's observation, and the 
testimony given by various expert witnesses called by the Commission, it 
estimated that the several classes of soil and subsoil could deal effectively 
with the volumes of settled sewage given in Table 76, under the climatic 
conditions of England. 


299. The Sewage Farms of Paris and Berlin.— The utilization 
of sewage in one way or another has long been practiced in 
France. The native thrift of the French people led them many 
years ago to attempt quite extensive use of the wastes collected 
in cesspools, and Victor Hugo’s urgent recommendation! for 
employing the sewage of Paris in irrigating farms about that city 
was long ago adopted; but the recovery of wealth expected by him 
has not been experienced. 

Paris.—The sewage farms about Paris are the chief French 
examples of sewage irrigation. In 1923 the volume of the city's 
sewage, from a population of almost 3,000,000 in the districts 
connected with the farms, was more than 200 m.g.d., of which 120 
m.g.d. were used for irrigation, the remainder being discharged 
into the River Seine. The area of the farms is given in Table 77. 

'The farms owned by the city had cost $7,220,000 in 1900, and 
the annual cost of operating them and distributing the sewage 
was about $1,000,000. Financial reports of the farming oper- 
ations are not obtainable, so it is impossible to ascertain the net 
cost of this method of treatment at Paris. The city's land was 
leased to tenants at rates ranging from about $5 per acre, where 

1 “ Paris casts twenty-five millions of francs annually into the sea; and we assert this with- 
out any metaphor .. . Twenty-five millions are the most moderate of the approximate 
amounts given by the estimates of modern science, Science, after groping for a long time, 
knows now that the most fertilizing and effective of manures is human manure . . . There 
is no guano comparable in fertility to the detritus of a capital, and a large city is the strongest 
of stercoraries. To employ the town in manuring the plain would be certain success; for 
if gold be dung, on the other hand our dung is gold . . . Do you know what those piles of 
ordure are, collected at the corners of streets, those carts of mud carried off at night from tne 
streets, the frightful barrels of the night-man, and the fetid streams of subterranean mud 
which the pavement conceals from you? АП this is a flowering field, it is green grass, it is 
mint and thyme and sage, it is game, it is cattle, it is the satisfied lowing of heavy kine, at 
night it is perfumed hay, it is gilded whent, it is bread on your table, it is warm blood in your 
veins, 1t is health, it is joy, it is life," (“Les Miserables,” Book II, Chap. I, Jean Valjean.) 
While tne scientists of Hugo's acquaintance may have been assured of the financial figures he 
gives, it is an unfortunate fact that neither science, engineering nor agriculture has yet 
been able to obtain these millions represented by sewage, because the expense of building 
works to utilize sewage and the cost of operating the works exceeds the value of the sewage, 


and because the requirements of public health are paramount to those of sewage utilization 
e 
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the tenant agrees to apply sewage to his land only as directed by 
the city’s supervisors, to about $40 per acre where he uses the 
sewage when and as he desires. The owners of land within 
the irrigation districts take the sewage as they desire it. 


TABLE 77.—S8EWwAGE Farms or Paris Іх 1924 


Area of farms, acres 


Privately Owned by Total 

owned city 
Gennevilliers-..) dete neos 1,880 15 1,895 
Wohüreg 1 5 C DD TS 410 2,965 3,375 
Méry-Pierrelaye............ 3,731 1,236 4,967 
Carriéres-Triel............. 2,137 210 2,347 
8,158 4,426 12,584 


The sewage is screened and settled. It is distributed through 
the farms in reinforced concrete conduits 1 to 4 ft. in diameter, 
lined with sheet steel where the pressures are heavy. These 
conduits have risers 1 ft. in diameter with outlets for the sewage 
into open carriers which distribute it over the fields. The land 
is partially underdrained at a depth of 13 ft., by drains of plain 
or reinforced concrete pipe. They discharge into open ditches 
with concrete lining. 

Berlin.—The sewage farms of Berlin afford the largest oppor- 
tunity for this method of treatment yet (1929) undertaken in 
any country. At the close of 1910 the area of these farms was 
as given in Table 78, and they were treating an average of 77,000,- 
000 gal. daily, coming from a population estimated at 2,064,000. 
Of the prepared land 7,994 acres were used for broad irrigation, 
12,250 acres for filtration, 502 acres for settling basins, and 2,105 
acres for roads and buildings. The rate of filtration was about 
3,700 gal. per acre of prepared land per day. The principal 
crops were rye-grass, turnips, cabbages, potatoes and grain. 
About one-fourth of the area was used for pasturage and there 
were about 40 acres of fish ponds which yielded fish worth about 
$3,200 annually. In 1926 the Berlin sewage farms were treating 
about 150 m.g.d. of sewage from 4 million people on 27,250 acres. 

The cost of the farms to March 31, 1910, was about $17,- 
470,000. Тһе expenses for the year ending on that date were 
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$1,300,000 for maintenance and $742,000 for interest and loans. 
The receipts were $1,241,000 and there was an estimated increase 
of $122,600 in the value of live stock and other property. The 
net cost of sewage disposal was therefore about $24 per mil. 
gal. Similar balances have been maintained during recent years 
(1925). 


TABLE 78.—BERLIN SEWAGE Farms IN 1910 


Leased 


Farmed 


by city |, (0 а Eos 
У OMY | farmers 
Area irrigated and farmed, acres..| 16,657 3,956 395 | 21,008 
Area farmed without irrigation, 
CINE Ue Ате ы e S TON ie 10,647 2,486 8,868 | 22,001 
27,304 6,442 9,263 | 43,009 


300. American Sewage Farming.—Sewage irrigation has not 
been tried in the United States on a large scale, but it has been 
practiced in a small way at a number of places, particularly in 
Southern California, for many years. The cities of Danbury, 
Conn., Pasadena, Fresno and Pomona, Cal., and San Antonio, 
Tex., are among the places where it has been given long trials 
with more or less success. Some of these places, as they grew 
larger, found this method impracticable and have abandoned 
it for other methods. Health officers report from time to time 
that sewage is treated by irrigation when what is done is to raise 
crops on intermittent sand filters, thereby running the risk of 
clogging the filters by roots and necessitating an early and expen- 
sive reconstruction of the beds. At one time irrigation was 
practiced extensively by market gardeners near Los Angeles, but 
it was unsatisfactory both to the health officers and to the farmers. 
Cheyenne, sometimes mentioned as a city using sewage for irri- 
gation, has not done so since 1890. Pullman, Ш., now a part 
of Chicago, the first large American city to irrigate farming land 
with sewage, gave up the practice many years ago. 

The more extended use of irrigation in Southern California 
than elsewhere is probably due to the suitable character of the 
soil for sewage farming, to the low rainfall of 12 in. or less per 
year, and to the scarcity of water. The first condition materially 
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reduces the cost of this method of treatment, while the last two 
greatly facilitate using the sewage in a fairly satisfactory agri- 
eultural way which does not have decided sanitary defects. 

'The sewage of San Antonio, Tex., is conveyed 12 miles from the 
city to a 6,700-acre privately-owned tract, where it is used in 
irrigating 4,000 acres. The sewage amounts to about 20 m.g.d., 
so that the land is dosed at the rate of 5,000 gal. per acre daily. 
The irrigating season is from the middle of February to the middle 
of November and during the remaining 3 months of the year the 
sewage is discharged into an artificial lake having an area of about 
1,000 acres. 

301. Live Stock on Sewage Farms.—Kershaw! states that 
“cattle should rarely be permitted to roam loose on land used for 
sewage treatment, on account of the damage they do to land— 
especially heavy soils—by ‘pocketing’ it with footprints, in which 
the sewage or tank liquor after application to the land, stagnates 
and smells when the field is dried off . . . Where surplus land is 
available on the farm, or where the cattle are stall-fed, this 
objection naturally does not arise, and heavy crops of rye grass 
ean be disposed of regularly where cattle are kept." 

At Melbourne, Australia,* cattle and sheep are bred and 
fattened and horses are pastured on the municipal sewage farm. 
Altogether there were grazed and fattened on the 8,084 acres 
under irrigation (1926) from 6,000 to 8,000 head of cattle and 
from 5,000 to 17,000 sheep, while from 500 to 1,000 horses were 
on pasturage. Dairying is not permitted by the health author- 
ities. The revenue from grazing more than covers the expenses 
of land treatment apart from interest on capital. During drought 
years the revenue also covers interest. The population of 
Melbourne is about 800,000 and the annual rainfall averages 
18 in. 

302. Efficiency of Land Treatment.—The efficiency of sewage 
farms as measured by chemical and bacteriological tests varies 
with the soil, with the construction and the operation of the 
farms, and with the season of the year. Analyses of the sewages 
applied to the farms at Nottingham and South Norwood, 
England, and at Paris and Berlin are given in Table 79. At the 
Nottingham farm, which is still in operation, the soil is a light 
loam whereas at the South Norwood farm it was heavy loam and 


! "Sewage Purification and Disposal," Cambridge University Press, 1915. 
2 The Engineer, 1926; 142, 519. 


TABLE 79.—ANALYSES OF APPLIED SEWAGE AND EFFLUENTS OF EUROPEAN SEWAGE Farms 
(Results of chemical analyses in p.p.m.) 


Nottingham! | South Norwood! | Paris? | Berlin? 
Raw Effluent | Raw | Effluent | Raw | Effluent | Raw | Effluent 
Nitrogen 
Me UAE е ЕУ оао ка GS YII 76.9 22.7 52.0 23.0 
ОРОЮ TES CECI TRREP NR TEL TET SES Xue 14.9 Sees 6.7 0.0 
Albuminoid................ 14.5 0.3 6.7 DOD ib Geese? Nites 34% } De 2.3 
то. СОИС tye seeds 39.8 1.3 35.4 8.7 15.4 0.0-0.2 
ТИНИ int es we Ое НЕ МИРР Е И ОО Д IE. м. ТАЗЕ mi | m n Sew 
NUR. S sts he ке». ЛД, te Ik. emm ) Да ( 0.8 | 19.1-21.0 p | 168:6 
Oxygen consumed 232,1 1.94 77.14 14.49. 1% vow o | vvv 333.7 33.6 
CHOL VOA ОХУЙ. Corre ecisuecek ГЕЯ dies m ss 3.7 
Ооп оао oe bis eve ena Фи 19075 iP 8-35 55 
Solids 
TOMADOS поси и SEND CES APEC ADT А da de ОРВИ а IE Seca wlctum exe 978.4 987 
АШИКЫ ОН HC ео оазе ROUGE INT ELTE NC EAS ett 152 18.2-30,7 693.2 863 
OPRATIOS 29.5 Tes Жэ” о E state The tee Mis emm mat de meus d Act. 33.4 0.9-1.7 285.2 124 
Bupended, а Qaa cito des MUS. MITT. 219 
Bacteria per сс. 
Gelatin 20* Oi; . quive dE ve eco chive v 23,350,000 |21 to 1,540*| 48,600,000| 6,700 to |148,300,000 125 to 
1,620,000 1,000 
АЖЕ STO. LOS CLER DRE ees E Eee 6,360,000 980 to 
83,000 
ВОО Salsa gis «TF Ro vate datei o s e e CRUS > 100,000| 0to 500* | > 100,000 | 10 to 5,000 


1 Royal Commission on Sewage Disposal, 4th and 5th Reports, 1904-1908. 

*Bechman, 1901. For results for the year 1922 see Di£NEnT, Rev. d'Hygiene, 1924; 46, 1117. 
? Dunbar, 1908. 

* Four hours at 80°F. 

* With one exception. 
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clay. These differences in soil permitted the use of filtration at 
Nottingham, whereas surface irrigation had to be resorted to at 
South Norwood. At Berlin the soil is a light-brown sand with 
an effective size! of 0.13 mm. and a uniformity coefficient of 2.5. 
The Nottingham sewage is screened while the other sewages are 
screened and settled. The greater efficiency of filtration as 
compared with surface irrigation is apparent from a comparison 
of the Nottingham and South Norwood results shown in Table 79. 
This difference is readily understandable when it is remembered 
that in surface irrigation the sewage is merely strained through 
the crops on the surface of the soil, whereas in filtration the 
sewage passes downward through the soil. 

303. Public Health Aspects of Sewage Farming.—From the 
hygienic standpoint there are two phases of sewage farming that 
must be considered, (1) its ability to produce a satisfactory 
effluent, and (2) the possible dangers from the sewage as it passes 
over or into the soil. In regard to the first point Table 79 shows 
that the purification effected by land treatment is relatively 
great, and comparison with the so-called artificial treatment 
methods discussed in the succeeding chapters will indicate that 
the effluent from well-managed sewage farms is as good as that 
produced by most of the treatment processes that make use of 
sedimentation followed by oxidation. This is true more particu- 
larly of filtration than of surface irrigation. Pollution of water 
courses, therefore, may be greatly reduced by land treatment of 
the sewage prior to its discharge into them. 

As far as the second point is concerned the Royal Commission 
on Sewage Disposal expressed its opinion as follows in its fourth 
report: 


As regards the likelihood of sewage farms being dangerous to health, we 
can do no more than tentatively express the opinion that no convincing 
proof has yet been furnished of direct or wide-spread injury to health in the 
case of well-managed farms. 

It may be possible that the foul emanations from a badly-managed or 
over-sewaged farm constitute an indirect source of danger to health by 
lowering the vitality of weakly or susceptible individuals. 


Possible channels of infection are flies and other insects carrying 
germs of disease mechanically from farms to human habitations; 
kitchen vegetables consumed without cooking; the milk of cows 
grazed on irrigated lands; and ground water polluted by sewage 

1 See Chapter XVII. 
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seeping into it from the filtration areas. In the absence of 
epidemiological experience, considerations of hygiene dictate that 
a safe policy be adopted.  Dairying and the raising of produce 
to be consumed raw, even though sewage does not come into 
direct contact with it,—as is true of some vegetables grown on 
ridge-and-furrow areas and of the fruits of some sewage-irrigated 
trees,—should not be allowed on sewage farms. Ground water 
supplies in the vicinity of sewage areas should be closely watched 
for evidences of contamination. 

In general the average layman has a strong prejudice against 
the use of foodstuffs grown on sewage farms, and the odors 
arising from poorly-managed irrigation areas are apt to strengthen 
his prejudice in spite of the lack of scientific support. It is said 
that the 4,000 people resident on the Berlin sewage farms have 
consistently enjoyed good health. 

304. Present Status of Sewage Farming.— The fact that sewage 
farming is the oldest method of sewage treatment, if it be regarded 
as a treatment process, should not detract from its value. This 
view is supported by the fact that the municipality of Berlin is 
abandoning more recent and thoroughly efficient trickling filter 
installations for sewage farms. With other methods of treatment 
available, however, sewage farming can compete with the so- 
called artificial treatment methods only when (1) wide tracts of 
suitable land are available at low cost; (2) efficient management 
both from a sanitary and agricultural viewpoint is assured; (3) 
water is scarce and hence valuable. 

In America, therefore, sewage farming seems practically 
restricted to the semi-arid regions of the Southwest. In England 
its use is decreasing rapidly. In France other processes are being 
studied with a view to abandoning some of the existing farms. 
In Australia, South Africa and countries with similar climatic and 
soil conditions, however, extensions to sewage farms are being 
made. 


SUBSURFACE IRRIGATION 


305. Description of Subsurface Irrigation Systems.—Sub- 
surface irrigation has been used extensively in the United States 
since about 1870. As stated in Section 294, the process is limited 
to the disposal of water-carried wastes from isolated dwellings and 
the like. In its most primitive form, subsurface irrigation is 
practiced in the use of the so-called leaching cesspool illustrated 
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in Fig. 147. In any sizable installation, however, subsurface 
irrigation commonly consists of & series of pipes laid near the 
surface of the ground, with open joints so that the sewage may 
pass into the surrounding soil. А settling tank for retaining the 
settling solids, and a dosing tank are essential parts of such а 
plant. The dosing tank is provided so that the whole pipe 
system may be filled by the flush of the sewage, and thus prevent 
all the flow trickling out at а few joints as it would if the sewage 
came in a slow continuous flow. Intermittent discharge also 
permits the earth about the laterals to be drained and aerated 
between doses. Experience shows that the ground should not be 
shaded, if the best results are desired. 


EN 
Brick Dome laid .& 
jn cement; 


SS Field Stone 


Unlined Botton 
Fro. 147.—Leaching cesspool. 


Subsurface irrigation systems are out of sight, generate no 
odors and operate satisfactorily in winter. On the other hand 
there is a tendency for the grass over the laterals to grow rank; 
the effluent may not be as good as from a sand filter, due to 
insufficient aeration; and if suspended matter and grease are 
allowed to pass into the pipe system it may have to be dug up and 
relaid after a few years, but this may not be serious in the case of 
small installations. A system of this kind with efficient settling 
basins should not require renovation for many years. Particular 
attention should be paid to preventing grease and other scum 
from leaving the tank. The equipment illustrated in Fig. 148 
has been successful. The pollution of wells and other under- 
ground water supplies should be guarded against. 

In heavy soils the irrigation tiles are, in some cases, laid 12 in. 
below the ground in trenches 315 to 4 ft. deep which are filled 
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with broken stone or cinders, underdrains being generally 
provided for collecting the effluent. In other cases large pits 
are dug and filled with sand, distributor pipes being laid near 
the top and underdrains being provided at the bottom. The 
surface of the pits is covered with loam and sod, and what is 
really a subsurface intermittent sand filter is thus formed. 


ZA" Heavy 
Frame and Cover 
4 Vit Pipe тулт 
and 
Overflow 
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2-4'Vitrified Tees 
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ng 


Capacity 
250 Gallons 


250 Gallons 


To Distributi 


Ст 36 е ^ | 
Joints Orek 4"Sfandard Miller Siphon 
Drawing Depth /4" 


Fie. 148.—Settling tank and dosing tank for subsurface irrigation system. 


306. Details of Subsurface Irrigation System.—Apart from 
their settling and dosing tanks, which are described in detail in 
Chapters XVI and XVII, subsurface irrigation systems consist of 
of open-jointed tile distributor pipes, sometimes fed by vitrified 
tile headers with tight joints. The irrigation pipes are usually 
3 or 4 in. in diameter and are placed in rows 3 to 6ft. apart. They 
are laid about 12 in. below the ground, but may vary in depth up 
to 24 in., to allow for unevenness of the surface. The tiles are 
each 1 or 2 ft. long and a space of about }4 in. is left between 
them. The joints are surrounded by graded gravel, in the 
manner shown in Fig. 190. The length of distributing pipe 
necessary is generally estimated at 20 to 100 ft. per person 
connected, depending on the porosity of the soil. The slope 
of the irrigating pipes should be greater in porous soil than in 
more impervious material, so that sewage may flow to the lower 
end of the system and be discharged as uniformly as possible 
from all the openings. In general the slope should be from 2 to 
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5 in. per 100 ft. Two or more separate piping systems may be 
provided, to permit part of the irrigation area to rest after 
having been in service for some time, although this is not nec- 
essarily of advantage. 

307. Theoretical Basis of Design.—In 1920 a committee of the 
American Public Health Association! made a report on rural 
sanitation, which includes a study of subsurface irrigation 
systems. The following outline giving a theoretical basis for 
the design of tile distribution systems follows the committee's 
report quite closely. 


Area of Tile Field.—Assuming that the soil is highly compacted and that 
its grain size is that of very fine sand or silt with an effective size of 0.025 
mm. and a uniformity coefficient of 2.5, Hazen's formula for the flow of 


s h(T+10)\ . 
water through sand (see Section 378), v = cd* "n5 J' indicates that the 


daily downward percolation of water corresponds to a depth of sewage of 
4 in. over the surface. In this computation c is taken at the extremely 
low value of 200 and the temperature is assumed to be 40°F. 

If a factor of safety of 5 be assumed, taking 0.8 in. of water daily, we 
arrive at а limit of 0.8 X 144 + 231 = 0.5 gal. per square foot, which is the 
factor used. One-half gallon per square foot at 50 gal. per capita daily 
corresponds to 100 sq. ft. per capita. For a smaller per capita volume and 
correspondingly stronger sewage, increase the area per gallon by basing it 
upon 100 sq. ft. per capita. Thus is derived the first rule—Area of Tile 
Field: Not less than 100 sq. ft. per capita, nor less than 2 sq. ft. per gallon 
daily. 

Length of Tile.—If a = area in sq. ft., p = population, l = length of tile 
in ft., and s = spacing of tiles in ft., then the area being fixed, length and 
spacing of tile are interdependent, for a = pls. It may be assumed that the 
liquid and colloidal organic matter permeates the entire area of the tile 
field for a greater or less depth, but solids which may be carried into the tile 
will move but a short distance away from the tile joints and be filtered out 
from the liquid which passes on by capillarity through the soil. It may be 
assumed that the suspended solids which are carried over into the tiles will 
not amount to more than 100 p.p.m. About one-third of these will be 
inorganic, and about two-thirds will be organic and will be partially taken 
up by vegetation or dissipated in the soil. At a specific gravity of 1.5 this 
becomes for 50 gal. 

о 007 x = 0.77 cu. in. per capita daily 

This material will be very fine and may, to some extent, be washed away 
from the joints into the earth by the flowing sewage, but neglecting this 
action and assuming that it fills the voids in the soil adjacent to the tile for a 
radius of 6 in. and that the voids amount to 20 per cent, there will be a 
cylinder 12 in. in diameter and 12 in. long surrounding each joint, from 


1 Am, Jour. Pub. Health, 1921; 11, 551. 
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which must be taken the volume of the tile. For a ?-in. tile 14-in. thick 
the volume of voids in the hypothetical cylinder of earth will be 


12 X (6? — 114?) X 0.20 = 255 cu. in. 
255 + 0.77 = 331 days per capita per joint. 


Applying a factor of safety of three gives 110.3 days per capita per joint. 
6 years = 2,192 days. 2,192 + 110.3 = 19.8. Hence use a length of tile 
of 20 ft. per capita and it may be expected that the plant will operate on the 
above basis for about 6 years. 

If again it be assumed that the inorganic solids gradually collect in the 
tile and that the limit is reached when the tile is half filled, the following 
results: Volume of 2-in. tile 20 ft. long half full = x x 10 X 12 = 377 
cu. in. 

50 х 231 X100 
3 X 1.5 X 1,000,000 

Spacing of T'ile.—Having obtained the area and length of tile, the spacing 
between lines of tile is determined as follows: 


377 + 


= 1,469 days or 4.02 years 


8 =a + pl 

l = 20. 
whence 

8 =a + 20p. 


By the first rule above mentioned, a must be not less than 100 sq. ft. per 
capita = 100p, nor less than 2 sq. ft. per gallon daily = 2pG where G = 
gal. per capita daily. Using these values of a, the limiting minimum values 
are: 

s = 100p + 20р = 5 

s = 2pG + 20р =G + 10. 

Slope of Tile-—An efficient system operates equally from every joint, 
covering the entire area. A small drizzling flow will pass out at the first 
joint and, at best, discharge from but few: therefore provide a flushing 
вїрһоп and make each discharge equal to the capacity of the distributing 
tile. This is important and often, when overlooked, the result is failure. 

The time of filling the drains is short compared with the time of emptying, 
hence the discharge from the tile joints is under hydrostatic conditions. 

In order to make the flow from all points equal, the head must be the same 
over the whole system, hence lay the tile level.! 

Any collection of sediment in the tile would be apt to be carried on and 
piled up and the tile eventually plugged if operated under great velocity 
and high head. 

For the longest system usually contemplated 20 lines of tile 100 ft. long 
will suffice and will readily fill from a common header. Five feet, of 4-in. 
header will hold a volume equal to 20 ft. of 2-in. tile. Five-inch and 6-in. 
headers respectively will fill 31.25 ft. and 45 ft. of 2-in. tile. 

Size of Tile and Number of Discharges Daily.—With the area, length and 
spacing determined, the size of tile is next to be found. 


116 was previously stated that slopes of 2 to 5 in. per 100 ft. are commonly employed 
in practice, This is because the joints nearest the tank begin to discharge first, and will 
therefore discharge more than the more distant joints unless some slope is provided. 
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The area is based mainly on the amount of liquid handled, the length of 
tile upon the population contributing. 

The amount of each discharge has been specified as equal to the capacity 
of all the tiles. Hence this capacity equals the total daily flow (Q in gal.) 
divided by the number of discharges per day (n), or algebraically as follows: 


Q +n = (rd? X 12 X 20p) + (4 X 231) 


whence, if d = the diameter of the tile in inches, 
d? = (4 X 231Q) + (x X 12 X 20пр) = G + 0.816n, 


hence d = 1.114/G + n and n = G + 0.816d?* 
Ford = 2 in., л = G + 3.264 
Ford = 3 in., n = G + 7.344 


For d = 4in., n = G + 13.056 


Plotting the values of n for various values of G in the last three equations 
there result three lines for d = 2 in., 3 in., and 4 in. (see Fig. 149). 
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Fic. 149.—Capacity of subsurface irrigation tile. 


Note that 9.2 discharges daily will not be exceeded in 4-in. tile until the 
per capita flow is over 120 gal. daily, that 3-in. tile with 15 discharges will 
carry 110 gal. per capita daily and that 2-in. tile does not discharge more 
than 15.3 times for 50 gal. per capita daily. With a 2-in. tile the daily 
limit of 14 gal. per square foot will fill 3.06 ft. of the tile, and at the pre- 
scribed spacing of 5 ft. there will be 5 X 3.06 = 15.3 discharges daily. 
Evidently the smaller diameter of tile is cheaper, as is also the smaller 
dosing chamber. If it be considered that about one-half the daily flow is 
concentrated in 8 busy hours, and if the discharges during this period be 
limited to one per hour, we shall have 16 in 24 hours. This may be taken 
as the limit and will confine most rural plants to 2-in. tile. It will be noted 
from the diagram that 3-in. tile will not exceed 11 doses per day at 80 gal. 
per capita per day. 
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Thus the second rule is derived: 

Tile Distributors— 

(a) Length, 20 ft. per capita. 

(b) Spacing, gal. per capita + 10, but not less than 5 ft. 

(c) Diameter, 2 in. up to 50 gal. per capita and 16 discharges daily; 3 in. 
above 50 gal. per capita daily. 

From which follows the third rule: 

Number of discharges per day = daily flow + contents of tile, but not 
over 16. 

It will be noted that this system depends upon the porosity of the soil 
and its drainability. If it is very open a smaller area might be used and the 
length of tile per capita reduced proportionally. "The diameter and capacity, 
however, are dependent upon the number of discharges per day. А larger 
tile will hold a larger deposit of solids before it is choked, but efficient 
sedimentation should be provided in advance, and it must be remembered 
that it may be necessary to relay the tile at intervals of 4 to 6 years, although 
there are cases where a system has operated successfully for 12 years. 
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Problems 


1. Given an American city of 10,000 people with sewage flow of 115 gal. 
per capita daily. (a) Assuming that disposal is to be by ridge-and-furrow 
irrigation with little cropping, and that the available land has soil of texture 
similar to that at the Berlin sewage farms, what area will be required based 
on the conclusions of the Royal Commission? (b) If 15 per cent of the area 
is taken up by roads and only 50 per cent of the remainder is under iiri- 
gation at any one time, what is the net rate of filtration? 

Ans. (a) 38 acres. 
(b) 71,000 gal. per acre daily. 

2. Given a country home occupied by 15 persons and a sewage flow of 50 
gal. per capita daily, design a subsurface irrigation system to dispose of the 
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water-carried wastes. Prepare a sketch showing the arrangement of the 
irrigation tiles and feeders. 

3. Consider that the city-owned irrigation farms of Paris took their pro- 
rata share of sewage disposed of by irrigation in 1923 on areas as in 1924; 
that interest charges upon capital investment were 4 per cent, and that rentals 
were $24 per acre, with total cost and operating charges as given for 1900. 
What was the net cost per million gallons of disposing of sewage by irri- 
gation? Ans. $77 per m.g. 


CHAPTER XIV 
PRINCIPLES OF SEWAGE TREATMENT 


308. Treatment Processes.—As shown in Sections 266 and 
267 of Chapter XI, sewage treatment may involve (1) the separa- 
tion of the solid sewage matters from the liquid sewage; (2) treat- 
ment of the solid matters; and (3) treatment of the liquid sewage. 
Since the methods by which sewage treatment is accomplished 
are many, while the fundamental principles of operation are 
relatively few, it will be best, before proceeding to a discussion of 
sewage treatment processes, to study the theoretical principles 
that underlie these processes. Confining ourselves to the most 
important principles we shall have to consider (1) in connection 
with the separation of solid matters and liquid sewage: the 
principles of sedimentation and chemical precipitation; (2) 
relative to the treatment of the solid matter: the principles of 
sludge digestion; and (3) as regards treatment of the liquid 
sewage: the principles of filtration, oxidation and disinfection. 

Treatment processes such as screening and flotation, the 
theory of which is either obvious (screening) or of limited 
significance in the field of sewage treatment (flotation), will not 
be included. 


SEDIMENTATION 


309. Sedimentation Defined.—Sedimentation is the process by 
which suspended matter in sewage subsides and is deposited by 
gravity. While screening will remove the larger solids floating 
or suspended in sewage, it is often desirable to rid the sewage of a 
greater proportion of the suspended mineral and organic solids 
before discharging it into natural water courses or before subject- 
ing it to filtration or other treatment processes. If these solids 
are not removed they may form offensive sludge deposits and 
increase the oxygen demand of the waters receiving them. In 
treatment works they tend to clog fine-grained filters and to 
impose an unnecessary burden on coarse-grained filters. In the 
disinfection of sewage they are not penetrated by the disinfecting 
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chemicals, and the efficiency of the process is thus reduced. The 
removal of suspended matter is, therefore, an important function 
of sewage treatment works. 

In general, distinetion is made between the removal of heavy 
mineral solids called grit, which is commonly accomplished in 
grit chambers or detritus tanks, and the settling as sludge of lighter, 
more largely organic, sewage solids in sedimentation tanks. 

310. Subsidence of Suspended Particles.—Sewage matters in 
suspension are found in this state either because their specific 
gravity is less than that of water or because the velocity of flow is 
such that they are carried along by the sewage. Since the 
transporting capacity varies as the sixth power of the velocity, it 
follows that a reduction in velocity will cause the sewage to 
deposit part of its burden of solid matter under the influence of 
gravity. Apart from substances that are lighter than water 
and will rise to the surface (oil, grease and floating matters), 
some of the suspended solids (sandy matters or grit) are deposited 
promptly when the velocity is reduced below that normally 
obtaining in sewers; others (settling solids) require lower velocities 
and longer periods of time for settling; still others (colloidal and 
non-settling solids) will not subside within a reasonable time even 
when the sewage is perfectly quiescent. 

The processes governing sedimentation are extremely complex. 
In order to approach them it is necessary first to restrict dis- 
cussion to some of the elementary considerations of the problem. 
Among these the subsiding characteristics of particles in still 
water must be given first attention. 

Under the influence of gravity all particles heavier than water 
tend to settle. This tendency, however, is opposed by (a) the 
frictional resistance of the liquid and (6) its resistance to deforma- 
tion or viscosity. While both are effective at the same time, 
experiments have shown that for larger particles friction controls, 
whereas for small ones viscosity controls. 

The factors governing the rate of subsidence of particles in still 
water are: (1) the specific gravity of the particles relative to the 
liquid; (2) their size and shape, which together govern the ratio 
of volume to surface area; (3) the temperature of the liquid, 
which controls its viscosity as well as its density. 

Assuming the particles to be spherical in shape, their weights 
and volumes vary as the cubes of their diameters while their 
surfaces vary as the squares. Hence the relative surface pre- 
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sented by small particles is much greater than for large ones, and 
small particles settle much more slowly than do large ones. 

311. Stokes’ Law.—Stokes has formulated the relation that 
exists between the rate of subsidence of very small particles and 
the various factors influencing their sedimentation. Expressing 
the values in the C.G.S. system, Stokes’ law is formulated as 
follows: 

re 28 
v 9? 
v — velocity of subsidence 
g = acceleration due to gravity 
s — density of the particle 
s' — density of the liquid 
e = viscosity of the liquid 
r — radius of the particle 


— ГУ 
Е т? where 


Since viscosity is governed by temperature the viscosity factor 
may be replaced by a temperature factor. It will be found 
that the ratio of the viscosity at any temperature to that at 50°F. 


(e — 0.01303) is approximately equal to Tii where 7 is the 


temperature in ^F. Making this substitution, expressing v in 
mm. per sec., and replacing r by d, the diameter in mm., it is 
found that 

T E 10 


= 418(s — s’)d? 


For quartz sand of specific gravity 2.65 the formula becomes: 


= 69027 $ € 10 


For sewage solids of specific gravity 1.2: 


= gag t 10 


Stokes’ law holds for particles smaller than 85и (0.085 mm.) 
in diameter. Beyond this limit viscosity, while still active, no 
longer controls, and friction comes more and more into play, the 
velocity varying as the square root of the diameter when friction 
controls. There is a transition space in between. This has been 
investigated by Hazen for quartz sands (sp. gr. 2.65) with 
diameters of 0.1 to 1 mm.  Hazen's values may be formulated 
approximately as follows: 
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Assuming that the specific gravity of the material enters into 
the equation as in Stokes' law, the relation for particles of specific 
gravity 1.2 isv = 129—119. 

The rate of subsidence of particles expressed in mm. per sec. is 
known as their hydraulic subsiding value. The hydraulic sub- 
siding values of particles with specific gravity 2.65 (quartz sand) 
and 1.20 (sewage solids) are plotted in Fig. 150. They hold for 
a temperature of 50°F. For other temperatures they must be 


multiplied by the temperature factor TM 10. 


Hydraulic Subsiding Values in mm. per sec. 


Р2 
<. $ ©, 


ae 
OMNE 


Diameter of Particles in mm. 


Fig. 150.— Hydraulic subsiding values of particles with specific gravity 2.65 and 
1.20 in still water at 50°F. (10°C.). 


The very marked effect of temperature upon subsidence 
should be noted carefully. Due to it much greater sedimenta- 
tion efficiencies can be obtained in summer than in winter. Ata 
temperature of 74?F., for example, the rate of settling is twice as 
great as at the freezing point. 

312. Hazen’s Theory of Sedimentation.—Hazen' has made 
a careful mathematical study of sedimentation, and the student 
should familiarize himself with the original paper from which the 
following paragraphs are abstracted for the purpose of showing 
the various factors entering into the problem. 


In order to simplify the approach, Hazen made the following assumptions: 
1. Whenever a particle of suspended matter strikes the bottom it remains 
where it strikes and is never carried forward on the bottom or picked up 


again. 


! Trans., A.S.C.E., 1904; 53, 45. 
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2. All particles have the same hydraulic subsiding value, v. 
Let і = time for a particle to fall from the surface to the bottom of the basin, 
the water meanwhile being absolutely still. 

а = time of sedimentation in case the action is intermittent; and, 
in case of continuous operation, let a be the quotient obtained by 
dividing the capacity c of the basin by e, the quantity of water 
entering or leaving it during each unit of time. 

n = number of basins, in case several basins are used in series. 

x = the proportion of sediment remaining at the end of the process, the 
amount at the beginning being taken as unity (1). 


Proposition 1. Intermittent Basin.—Assuming that the basin is full of 
water and absolutely quiet: 


a 
z1-1—1X; 


The values obtained from this expression are plotted as *"Theoretical maxi- 
mum” in Fig. 151. They represent the theoretical maximum sedimentation 
that can be obtained in an intermittent basin; they cannot be reached in 
practice. Adverse factors are: (1) the kinetic energy of the entering water 
which is still eapable of producing vortex motion after long periods of appar- 
ent quiescence; (2) the action of wind; (3) changes in temperature which, 
though slight, set up convection currents. All of these induce mixing of 
the liquid. 

Proposition 2. Intermittent Basin.—Assuming that the basin is full as in 
proposition 1, but that the water is kept mixed during the process of sedi- 
mentation to such an extent that the density of the suspended matter is the 
same in all parts of the basin, the amount of suspended matter remaining 
after an interval of time da is: 


(=ї-1х@=(1-®) 


n-n-naf-(i-TY 


After another interval da: 


Since there are E intervals: 


da 
:- (1-7) 


Developing this expression binomially and neglecting all values containing 
the first derivative da, x = 0.367878 for ? = 1; other determinations can be 


made similarly. The values obtained are plotted as “Intermittent Basin 
(Theoretical)" in Fig. 151. They represent the theoretical minimum sedi- 
mentation for an intermittent basin. For п intervals of time, = = (1 — =). 
Proposition З. Single Continuous Basin.—Assuming that the water enters 
and leaves the basin continuously and that the density of the suspended 


matter is kept the same in all parts of the basin by mixing, the amount of 


sediment deposited in the time a is (1 — z); in the time da it is rx — т). 
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Since the time required to deposit all the particles is t, the proportion depos- 


ited in the time da is ра 


1 and the amount, 2 ge: Hence 


t 


da _ da 
woe - Em) 
1 
т = z 
Hir uis 


The values obtained from this expression are plotted as “Опе Basin Con- 
tinuous” in Fig. 151. 
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Per Cent of Particles Remaining in Suspension (100x) 


Fic. 151.—Sedimentation obtained in differently arranged settling units. (After 
Hazen.) 


Proposition 4. Two Basins in Series.—Assuming that two basins are so 
arranged that the water from one enters the second, all other conditions 
remaining the same as in proposition 3, the time of sedimentation in each 


basin is y Hence from proposition 3, the amount of suspended matter 
remaining after passage through the first basin is x, = +. and the 
lacs 
2t 
Zi 1 


amount remaining after the second is = = The 


al S/O NA. 
1+: (1 n z) 
values obtained are plotted as ‘Two Basins in Series" in Fig. 151. 


Proposition 5. More than Two Basins in Series.—Extending the reason- 


А gu; ees ^ 1 
ing of proposition 4 to п basins in series, х = (mw The values for 
nt 
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n = 4, 8 and 16 are plotted as “Good Baffling,” "Very Well Baffled 
Basin,” and “Close Approximation to Intermittent Basin," respectively, 


— = (1 = 2) , which is the same ex- 
1+ 3) 
pression as that of proposition 2, shown as “Intermittent Basin (Theoret- 
ical)” in Fig. 151. In other words, theoretically, a sedimentation basin 
operated on the continuous system with absolutely complete baffling would 
give the same results as a basin on the intermittent system kept absolutely 
mixed from top to bottom. 

Proposition 6. Very Shallow Basin.—1f a very shallow basin be assumed, 
with area b, depth À and capacity c, and e is the quantity of water treated in 
a unit of time, while v is the hydraulic subsiding value of the particles, 


n Fig. 151. Forn = «,2 at 


ll 
ЈЕ 


а 
ll 
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It will be noted that a/t, which is the only factor entering into the expression 
measuring sedimentation efficiencies of the different types of basins, is 
independent of the depth of the basin, but varies directly with the area of 
the basin and the hydraulic subsiding value of the particles and inversely 
with the quantity of water treated in a unit of time. This fact that, within 
limits to be discussed later, sedimentation is independent of depth, has of 
late years been put to practical use by Imhoff in the construction of what 
he has called shallow underdrained settling basins which act at the same time 
as sludge drying beds (see Chapter XVI). 

Proposition 7. Basin with Horizontal False Bottoms.—Assuming that a 
basin is divided by horizontal plates into two or more compartments one 
above the other, each horizontal subdivision will provide a surface to 
receive sediment. Since sedimentation is independent of depth and merely 
dependent upon surface area, the sedimentation efficiency will be increased 
in proportion to the increase in area, The most serious practical difficulty 
to be met in carrying out this idea is the increased cleaning necessitated. 
The slate beds of Dibdin operated on this principle; expansion of this prin- 
ciple explains in part the sedimentation efficiency of contact beds and inter- 
mittent sand filters (see Section 377). 

Proposition 8. Suspended Particles Having Unequal Hydraulic Subsiding 
Values.—Since a is the same no matter what the size of the particle, while t 
varies for particles of different size and specific gravity, the per cent of 
particles of each size and weight removed in a given basin will vary, a 
greater proportion of small and light particles remaining in the effluent than 
of large and heavy ones. This permits of differential sedimentation as 
applied in grit chambers, in which it is the object to remove the larger 
mineral solids while permitting the lighter organic ones to escane (see 
Section 314). 
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313. Limitations of Hazen's Theory.—In applying Hazen’s 
theory of sedimentation to settling basins for sewage, а number 
of limitations of the theory must be kept in mind, most of which 
are pointed out in the original paper. 

Bottom V elocities.—1t was assumed that any particle striking 
the bottom remains there. This is not necessarily so. Both 
horizontal and vertical currents operate against it. The vertical 
currents are in the nature of vortex motion, wind induced currents 
and temperature convection currents. The horizontal currents 
are chiefly due to the horizontal movement of the water through 
continuous basins. It would seem that, apart from adhesion, 
which may be a factor of considerable importance in the case of 
sewage solids, a bottom velocity equal to the hydraulic subsiding 
value would prevent deposition or lift the particle or move it 
along the bottom. Practically nothing is known about the 
magnitude of bottom velocities in relation to mean horizontal 
velocities. The data at hand seem to show that mean velocities 
of 20 to 40 times v are required to move sediment along the 
bottom. Since it appears from Fig. 151 that a/t must reach a 
value of about 1.5 to secure satisfactory sedimentation, say 60 to 
80 per cent removal, it follows that the use of ratios of basin 
length to depth of less than 30:1 to 60:1 is indicated.' To this 
extent then sedimentation is not independent of depth as shown 
in proposition 6. 

Granular and Flocculent Solids —Depth enters into the problem 
of sedimentation in another way also. Much of the suspended 
matter in sewage is flocculent in character, 7.e. the particles tend 
to gather together into aggregates. Sweeping down through the 
sewage they enmesh other particles, become larger in size and 
settle more rapidly. This is not so much the case with the 
granular solids found in turbid river waters. The process of 
flocculation explains the efficiency of some of the deep basins 
used in sewage treatment and of artificial aggregation by the 
addition of electrolytes or chemical coagulants in sedimentation 
combined with chemical precipitation. Salt water, too, induces 
flocculation. The rapidity of sedimentation observed when 
sewage is discharged into tidal water must be ascribed to this 
fact; for it cannot be supposed that an individual particle would 


1If 1 = length of basin and У = mean velocity, 
1 А1 АУ 
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settle more rapidly in salt water than in fresh water of lower 
density and viscosity. 

Detention Period.—The time of sedimentation a is commonly 
called the detention period. In practice it is generally expressed 
in hours. If, for example, the rate of sewage flow is 2.4 m.g.d. 
and the tank capacity is 100,000 gal, the detention period is 
0.1 х 24 

2.4 
hand, is the time actually required for a unit volume of sewage to 
pass from inlet to outlet. Theoretically the detention period and 
the flowing-through period are one and the same measure. 
Actually they will vary. Displacement of the sewage in the 


=lhour. The flowing-through period, on the other 
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Fic. 152.—Flowing-through period of sedimentation tank at Phillipsburg, N. J 


tank by the incoming sewage is seldom uniform, depending upon 
the distribution of the incoming sewage, the velocities in the 
tank, the method of baffling and the way in which the effluent is 
withdrawn. As a result part of the sewage reaches the outlet 
more rapidly than does the remainder and part stays in the tank 
for a longer time. The percentage ratio of the flowing-through 
period to the detention period is, therefore, a measure of the 
efficiency of distribution of the sewage. The best results are 
obtained where each unit of sewage flows through the basin with 
the least mixing with preceding and succeeding units. 

The flowing-through period is readily determined by adding 
a solution of commercial salt to the inflowing sewage and titrating 
the effluent to determine the amount of chlorides it contains. 
After the salt first reaches the effluent there will be a gradual . 
increase in chlorides until a maximum is reached, after which 
there will be a gradual decrease. A typical curve obtained by 
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Capen! for the tanks at Phillipsburg, N. J., is shown in Fig. 152. 
The flowing-through period is fixed by the location of the vertical 
gravity axis of the area under the curve. In the case of Phillips- 
burg the flowing-through period was found to be 1.17 hoursagainst 
a detention period of 2.42 hours. The flowing-through period 
was therefore 48 per cent of the detention period. It should be 
noted that the peak concentration of chlorides occurred before the 
flowing-through period was completed, and since this peak 
commonly coincides with the maximum color produced by dyes 
added to the sewage it is evident that the use of dyes to determine 
the flowing-through period is not reliable. Electrical resistance 
measurements can be substituted for chloride titration. 

Summary.—With present knowledge of the sedimentation 
characteristics of sewage solids, Hazen's theory can find only 
limited application. It holds in particular for the settling of 
heavy gritty substances, but is useful in other problems of 
sedimentation by showing that (1) within limits the area 
of a settling basin is more important than its depth; (2) values of 
a/t of 1.5 or more should be obtained to secure good basin efficiency ; 
(3) the ratio of length to depth should be limited; (4) good baffling 
is of prime importance and will increase the efficiency by about 
25 per cent; (5) temperature is of great significance; (6) wind 
action should be reduced to a minimum. 

314. Application of Hazen’s Theory.— To illustrate the 
application of Hazen's theory of sedimentation let it be required 
to investigate theoretically the performance of the grit chambers 
at the Irondequoit Plant of the Rochester, N. Y., sewerage 
system. А plan and a longitudinal section of one of the six 
chambers are shown in Fig. 153. 

Assuming a velocity of 1 ft. per second, a freeboard of 0.5 ft. and a deposit 
of grit of 3 ft., the characteristies of each chamber are as follows: 

Area b — 900 sq. ft. 

Effective depth h = 5.5 ft. 

Length 1 = 90 ft. 

P2190 564. 


Ratio of length to depth LEE 
Mean velocity of flow V = 1 ft. per second. 
1 Eng. News-Record, 1927; 99, 836. 
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Detention period a = 90/1 = 90 sec. 

Rate of sewage flow e = 1 X 5.5 X 10 = 55 c.f.s. 

a bv 900 X v 

Ps БСУ дот" 000816 
Since this is a continuous basin without baffling, the highest line in Fig. 151 
applies. Taking the values of a/t corresponding to certain percentages of 
removal of suspended matter from the curve, or computing them from the 


, the findings can be arranged in tabular form as below. 


formula = = x 


565' 7! Longitudinal Section 


Fie. 153.—Grit chamber at Irondequoit Plant, Rochester Sewage Works. 
(After Skinner.) 


Computations for v = б are included (Column 3), and the diameters 


of particles removed, corresponding to the various hydraulie subsiding 
values (Columns 4 and 5) as taken from Fig. 150, are added. 
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Assuming that the theoretical results measure conditions with a fair 
degree of accuracy, the*differential action of a grit chamber of this type is 
i To convert to millimeters. 
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quite apparent. While more than 50 per cent of the mineral matter 0.2 
mm. in diameter is removed, only 10 per cent of the organic matter of this 
size is deposited. While 90 per cent of the mineral matter 2 mm. in diameter 
settles, only 50 per cent of the organie matter of this size is removed. 

Instead of working problems in this way it is possible to develop 
approximate formulas for use. Proceeding from the equation 
a/t = bv/e, and expressing v in terms of d as in Section 311, 
the following formulas are obtained: 

1. For particles smaller than about 0.1 mm. 


60 ү 
(a) specific gravity 2.65; d = 0. TC х * 4 Xx T+ +10) 


60 ү 
b - 
(b) specific gravity 1.2; d 1.00(j X; х T +10 
2. For particles between 0.1 and 1 mm. 
(a) specific gravity 2.65; d = 3.05 х? руе L x T Do 
60 
(b) specific gravity 1.2; d — 25.2 х? XT х T +10 


In these formulas e/b represents the c.f.s. of sewage treated per 
square foot of surface, and the values of a/t for each type of sedi- 
mentation unit must be taken from the curves in Fig. 151 or 
from the corresponding equations of Section 312. 


CHEMICAL PRECIPITATION 


315. Chemical Precipitation Defined.— Chemical precipitation 
is a method of increasing the sedimentation of suspended matter 
and inducing that of colloidal matter by the addition to the 
sewage of chemicals that in one way or another form floc in the 
liquid, the floc drawing to itself the substances that it is desired to 
remove or being produced by them. In water purification this 
process is called coagulation. 

Many different substances have been used as precipitants. 
The most common ones are calcium oxide or lime, aluminum 
sulphate or alum, lime and ferrous sulphate or copperas, 
sulphuric acid and sulphur dioxide. The degree of clarifica- 
tion obtained depends upon the quantity of chemicals used and 
the care with which the process is controlled. It is possible by 
chemical precipitation to obtain a clear effluent, substantially 
free from matter in suspension or in the colloidal state. From 
80 to 90 per cent of the total suspended matter can be removed, 
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from 50 to 55 per cent of the total organie matter, and from 80 to 
90 per cent of the bacteria. These figures compare very favorably 
with plain sedimentation in which from 50 to 70 per cent of the 
total suspended matter and from 30 to 35 per cent of the organic 
matter settle out. 

The handling and disposal of the sludge resulting from chemical 
precipitation is one of the greatest difficulties of this method of 
treatment. Sludge is produced in great volume, often reaching 
0.5 per cent of the volume of sewage treated. Furthermore, 
although the effluent may have a moderately satisfactory 
appearance, it is ordinarily putrescible and not comparable with 
the effluents produced by oxidation processes. These drawbacks, 
together with the expense of the chemicals, have curtailed the use 
of chemical precipitation and have led to its abandonment in 
a number of municipal plants formerly employing the process. 
The greatest field for usefulness seems to be in the treatment of 
industrial wastes. The use of sulphuric acid for the precipitation 
of grease, as practiced at Bradford, England, for the municipal 
sewage which is rich in wool-scouring wastes, provides one of 
the few cases in which a substantial return is had from the 
sludge resulting from chemical precipitation. 

316. Reactions Involved in Chemical Precipitation.—The 
coagulants added to sewage in chemical precipitation react 
either with substances normally present in the sewage or with 
substances added for this purpose. The quantity of chemical 
employed is commonly expressed in grains per gallon or in pounds 
per million gallons. One grain per gallon equals 17.1 p.p.m., and 
since 1 p.p.m. equals 8.33 lb. per million gallons, one grain per 
gallon is equivalent to 142.5 Ib. per million gallons. 

The reactions involved in chemical precipitation will be taken 
up in the following order: (1) alum; (2) copperas and lime; (3) 
lime; (4) sulphuric acid and sulphur dioxide. 

1. Alum.—When alum is added to sewage containing in 
solution calcium and magnesium bicarbonate alkalinity, the 
reaction that occurs may be illustrated as follows: 


666.7 3 X 162 = 3 X 100 CaCO: 3 X 136 
Alo(SO,4)318H2O + 3Ca(HCO); е ЗСабво, + 
Aluminum sulphate. Calcium bicarbonate. Calcium sulphate. 
Soluble. Soluble. Soluble. 
2x 78 6 X 44 
2AI(OH);, + 6CO, 


Aluminum hydroxide. Carbon dioride. 
Insoluble. Soluble. 
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The insoluble aluminum hydroxide is formed as a bulky, gelati- 
nous floe which settles slowly through the sewage, sweeping out 
suspended matter and producing other changes which will be 
described in Section 317. The reaction is exactly analogous when 
magnesium bicarbonate is substituted for the calcium salt. The 
numbers above the chemical formulas are the combining weights 
of the different substances and denote therefore what quantity 
of each is involved. Since alkalinity is reported in terms of 
calcium carbonate (СаСОз) the molecular weight of which is 100, 
the quantity of alkalinity required to react with 1 grain per 
gallon of alum is 17.1 X хо = 7.7 p.p.m. If less than 
this amount is available for decomposing the alum, artificial 
alkalinity must be added. This is seldom required in sewage 
ireatment. Lime is commonly used for this purpose where 
necessary. 

2. Copperas and Lime.—In ordinary sewages, copperas cannot 
be employed alone as a precipitant and lime must be added at the 
same time, as will appear from the reactions involved. The 
process is commonly spoken of as the iron and lime process. 


278 100CaCOs 178 136 b 
FeSO,7H;,0 + Ca(HCO;). = Fe(HCO;). + CaSO, + ҮН 
Ferrous sulphate. Calcium bicarbonate. Ferrous bicarbonate. pm sulphate. 

Soluble. Soluble. Slightly soluble. Soluble. 


If lime, CaO, is now added in the form of milk of lime, Ca(OH), 
[СаО + Н.О = Ca (OH);] the reaction that takes place is: 


178 2 x 56 CaO 89.9 2 x 100 2 X 18 
Fe(HCOs)2 + 2Ca(OH)2 = Fe(OH), + 2CaCO; + 2н.0 
Ferrous bicarbonate. Calcium hydroxide, Ferrous hydroxid Calcium carbonat: 


Slightly soluble. Slightly soluble. Very slightly Soluble. Very slightly dubie. 


'The ferrous hydroxide is next oxidized to ferric hydroxide, the 
final form desired, by the oxygen dissolved in the sewage: 


4 X 89.9 32 2x18 4 X 106.9 
4Fe(OH): Tay Өз + 2Н„О = 4Fe(OH); 
Ferrous hydroziü Ferric hydroxide. 

Very slightly orate. оду. Insoluble. 


The insoluble ferric hydroxide is formed as a bulky, gelatinous 
floc similar to the alum floc. One grain per gallon of copperas 
2 100 "s 2 X 56 
requires 17.1 X 278 ^ 6.2 p.p.m. of alkalinity; 17.1 X M8 = 


6.9 p.p.m., or 0.40 grain per gallon, of lime;and 17.1 X 4 Dus = 
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0.49 p.p.m. of oxygen. Oxidation is favored by a high pH value 
which is established to some extent by the lime. 

In sewage treatment, lime is commonly added in excess of 
the amount required to complete the “ігоп and lime” reaction, 
the excess lime being relied upon as an additional clarifying agent 
in accordance with the principles set forth later in this section. 
Experience has shown that the best results are obtained when 
sufficient lime is added to produce a pink color when phenolphtha- 
lein is used as an indicator. Since the formation of ferric 
hydroxide is dependent upon the presence of dissolved oxygen, 
iron and lime cannot well be used with septic sewages or industrial 
wastes devoid of oxygen. 

Ferric sulphate might take the place of ferrous sulphate and its 
use would often avoid the addition of lime and the requirement of 
dissolved oxygen. It has not been employed in the past because 
it was not readily obtainable as a commercial product; recently 
it has been placed on the market. 

3. Lime.—When lime alone is added as a precipitant or is 
used in excess of the amount required for the precipitation of the 
iron in the iron and lime process, the principles of clarification are 
explained by the following reactions: 


56CaO 44CO: 100 2 X 18 
Ca(OH), + HCO; = CaCO; + 29,0 
Calcium hydroxide. Carbonic acid. Calcium carbonate. 
Slightly soluble. Soluble. Very slightly soluble.! 


56CaO 100CaCO; 2 X 100 2 X 18 
Са(ОН), + Ca(HCO;)2 = 2CaCO; + 2H;0 
Calcium hydroxide. Calcium bicarbonate. Calcium carbonate. 
Slightly soluble. Soluble. Very slightly soluble. 


A sufficient quantity of lime, therefore, must be added to com- 
bine with all the free carbonic acid and with the carbonic acid of 
the bicarbonates (half-bound carbonic acid) to produce calcium 
carbonate which acts as the coagulant. Much more lime is 
generally required when it is used alone than when sulphate of 
iron also is employed. Where industrial wastes introduce 
mineral acids or acid salts into the sewage, these must be neu- 
tralized before precipitation can take place. In some cases the 
sewage contains iron wastes which may then take the place of 
the copperas introduced artifically in the iron and lime process. 
The student should figure from the above reactions how much 


1 The solubility of CaCo; is about 11 р.р. m. 
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free and half-bound carbon dioxide are neutralized by one grain 
per gallon of lime. 

If too much lime is used in the treatment of sewage, some of the 
suspended organic matter will be dissolved by the caustic 
calcium hydroxide and the effluent may be worse than the 
untreated sewage. If insufficient quantities are added the 
effluent will not be well clarified. 

4. Sulphuric Acid and Sulphur Dioride.—Neither sulphuric 
acid nor sulphur dioxide is a floc-forming substance. When 
sulphuric acid is added to sewage it neutralizes the alkalinity as 
follows: 


2 X 44 2 X 18 
H.SO, + Ca(HCO;), = = Сабо, + 2СО„ + 2H;0 
Sulphuric acid. Calcium bicarbonate. Calcium sulphate. Carbon diozide. 
oluble. Soluble. Soluble. Soluble 


Any excess remains in solution as sulphuric acid. Only soluble 
substances are formed and the mechanism of precipitation is, 
therefore, not due to the production of a chemical precipitate as 
in the previous instances. Precipitation must be laid to other 
causes which will be decribed in Section 317. 

When sulphur dioxide is used it hydrolizes to form sulphurous 
acid and reacts with the alkalinity of the sewage to form bisul- 
phites. Both of these compounds are oxidized in the presence 
of dissolved oxygen. The reactions may be stated as follows: 


2 х 82 100CaCO 2 X 44 2х 18 

2H.;SO; + Ca(HC0;)2 = = Ca(H8O;), + + 260, + 2H.O 
Sulphurous acid. Calcium bicarbonate. Calcium bisulphite. Carbon dioxide. 

Soluble. Soluble. Soluble. Soluble. 


64 18 82 
SO. + Н.О = T H.SO; 
Sulphur dioxide. пла acid. 
Soluble. Soluble. 


2 х 82 32 2 X 98 
2H;S05 Eu Os — 2H.SO, 
Sulphurous acid. Oxygen. Sulphuric acid. 
Soluble. Soluble. Soluble. 


136 98 
Ca(H80;); 4 Ò; = CaSO, + HS0, 
Calcium bisulphite. Oxygen. Calcium sulphate. Sulphuric acid. 
Soluble. Soluble. Soluble. Soluble. 


Here again only soluble substances are formed. 

317. How Chemical Precipitation Acts.— The theory of pre- 
cipitation reactions is exceedingly complex. The reactions noted 
in Section 316 explain it only in part, and even they do not neces- 
sarily proceed as indicated. Reactions are often incomplete, and 
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side reactions with other substances in the sewage may take 
place. The structure of the different substances, however, will 
serve as a useful guide in the interpretation of the way in which 
precipitation acts. 

Present knowledge of precipitation reactions enables them to be 
ascribed to the following properties of the precipitant, which it 
may possess in part or as a whole. (1) The formation by 
chemical reaction of insoluble or very slightly soluble precipitates 
which in a mechanical way enmesh suspended matters and carry 
them down. (2) Adsorption of dissolved or colloidal matter on 
the large surfaces presented by the precipitate. (3) Ionization 
of the precipitant to yield high-valent ions which may neutralize 
the electrical charges on colloidal particles and cause their aggre- 
gation and settling; positive ions precipitating negative colloids 
and negative ions removing positive colloids. (4) Ionization 
of the precipitant to yield hydrogen ions or hydroxyl ions, thus 
rendering the sewage more acid or more alkaline. 

The floc-forming chemicals possess of themselves all of these 
attributes, the others possess only the last two but may give rise 
to the phenomena listed under (1) and (2) by causing thé forma- 
tion of floes of sewage matter. 'The student will understand 
readily the two former properties. А brief explanation of the 
two latter, however, seems desirable. 

'The properties of alum for this purpose may be considered as 
follows. The precipitate formed is aluminum hydroxide. The 
solubility of this substance depends upon the hydrogen ion 
concentration of the liquid. At low pH values it dissolves as 
aluminum ion А1+++, at high ones it goes into solution as alumin- 
ate ion AI(OH);O-. Somewhere in between, it is practically 
insoluble. As far as floc formation is concerned therefore it is 
important to have the liquid at the pH of greatest insolubility. 
In pure water this has been found to be in the vicinity of pH 5.5. 
In sewage it will probably vary considerably with the nature of 
the sewage matters present. It has been observed, however, 
that the presence of high-valent positive ions causes the precipi- 
tation of negative colloids, and conversely that the presence of 
high-valent negative ions produces the settling of positive colloids. 
Hence it is seen that the best clarification is obtained not neces- 
sarily at the pH of greatest insolubility of the floc. What are 
the best conditions for clarification will depend upon the state 
of the matters to be removed. Ordinarily it may be assumed 
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that the mechanical and adsorptive removal of solids is brought 
about best by the formation of an insoluble floc, while colloidal 
materials are affected particularly by the presence of high-valent 
ions. 

The importance of the hydrogen-ion concentration of the 
liquid is apparent, and studies to determine the optimum pH for 
clarification should be made always. Control of the hydrogen- 
ion concentration is maintained commonly by the use of sulphuric 
acid or lime. 

318. Electrolytic Treatment.—A number of proprietary 
processes have been promoted in which an electrical current is 
passed through sewage with one or more of the following aims. 
(1) Production of a chemical precipitant for the removal of sus- 
pended solids; (2) neutralization at the electrodes of the elec- 
trical charges of colloidal matter and its resultant precipitation; 
(3) reduction and subsequent oxidation of organic matter by 
the nascent hydrogen and oxygen produced by electrolysis of the 
water; (4) deodorizing of the sewage; (5) disinfection of the 
sewage. 

In the early installations, precipitating chemicals were formed 
by decomposition of the electrodes, iron hydrate being produced 
for example by the use of iron electrodes. In one of the later 
processes, known as the direct oxidation process, lime is added to 
the electrolyzed sewage. Disinfection and deodorizing are 
commonly laid to the production of hypochlorites from the salt 
contained in the sewage, or, when lime is added, to the excess 
hydrate alkalinity. 

'The consensus of opinion of leading engineers seems to be that 
there are no results of electrolytie treatment of the sewage which 
cannot be obtained more cheaply and more directly by other more 
common treatment processes. 


SLUDGE DIGESTION 


319. Sludge Digestion Defined.—Apart from gritty, mineral 
matter settling in grit chambers, the solids removed from sewage 
by sedimentation and chemical precipitation and settling to the 
bottom of clarification tanks accumulate in a loose, honeyeombed 
strueture, the voids of which are filled with water containing 
more or less dissolved solids. This accumulation of sewage 
solids is ealled sludge. Sewage sludge is large in bulk due to its 
high water content, and very putrescible due to its high organic 
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content. Sludge resulting from plain sedimentation contains 
about 95 per cent water by weight, and about two-thirds of the 
solids are organic in nature. 

Floating solids that are removed by screens or skimming tanks 
and the heavy mineral solids deposited as grit in grit chambers 
or detritus tanks are not usually classed as sludge, but when 
no preliminary separation of these solids is made the sludge 
may contain both these elements. The term sludge does apply 
in a wider sense, however, to the deposits from the sedimentation 
of the effluent from trickling filters and from activated sludge 
aeration units. 

The storage, removal and disposal of the solids deposited in 
clarification units is, naturally, an integral part of sedimentation 
and chemical precipitation processes. In a number of clarifica- 
tion devices, furthermore, the accumulating solids are stored for 
a sufficient length of time before removal from the clarification 
units (single-story and two-story septic tanks) or in immediate 
connection with them (separate sludge-digestion tanks) to permit 
the sludge to undergo anaerobic decomposition. This is called 
septicization, and if carried on with a view to the relative ¢comple- 
tion of the processes of decomposition, it is termed sludge digestion. 

There are several reasons for the digestion of sewage solids, 
among which may be mentioned: (1) the breaking-down of the 
putrescible organic matter, thereby rendering the sludge inoffen- 
sive, and thus facilitating its disposal; (2) the liquefaction, gasi- 
fication and compacting of the sludge incidental to the destruction 
of the organic solids, which result in a reduced bulk of material 
to be handled; (3) the physical conditioning of the sludge during 
digestion which increases the readiness with which the sludge is 
dewatered and dried; (4) utilization of the combustible gases of 
decomposition; and (5) employment of the digested sludge as a 
fertilizer in agriculture. 

Sewage solids constitute a rich cuiture medium in which hosts 
of micro-organisms, notably bacteria, find an abundant food 
supply, providing them with energy for life, growth and reproduc- 
tion. Being very complex in character, the sludge is able to 
support a variety of groups of organisms capeble of utilizing the 
different types of food substances as they occur originally in the 
solids or as they are modified by the activities of the various 
organisms developing in the sludge. 'То a large extent the 
produets of one group of organisms become available to other 
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groups, until the bulk of the nutritive elements is consumed and 
the sludge is rendered stable. In this final state it is said to be 
well digested. The end products of digestion are gases, liquids, 
mineral compounds and relatively simple non-digestible organic 
matter. Generally the latter is called humus." 

While protozoa may be seen to ingest visible particles of 
organic matter, most of the other unicellular micro-organisms 
of decomposition probably absorb their food substances through 
their cell membrane. To obtain nourishment from solid matter, 
therefore, they must peptize, or liquefy, particles that are too 
large to be absorbed through their cell walls. This they do by 
means of enzymes, catalytic! agents that are carried in or secreted 
by living cells. The correlation between the concentration of 
specific enzymes and the chemical nature of the substances 
decomposed is indeed extremely great. 

In sewage treatment works, sewage solids are submitted to 
digestion in two different ways, (1) while remaining in contact 
with the flowing sewage (single-story septic tanks), or (2) after 
separation from the flowing sewage (two-story septic tanks and 
separate sludge-digestion tanks). The principles of digestion, 
however, are the same in both cases. Sludge digestion is an 
anaerobic process, and even though the flowing sewage be in 
immediate contact with the sludge, diffusion of oxygen into the 
sludge mass is so slow that after the free oxygen in the sludge 
has been exhausted anaerobie conditions prevail in the sludge 
mass. 

It is a very important matter that digestion proceed (1) 
rapidly, (2) without interfering with the sedimentation processes, 
(3) without adversely affecting the nature of the flowing sewage 
and (4) without giving rise to offensive odors. АП of these 
requirements can be met by appropriate design and operation 
of modern clarification plants. 

320. Course of Sludge Digestion.—While the way in which 
sludge digestion operates still is understood incompletely, much 
has been learned about it during recent times. Three major 
stages may +^ distinguished in the course of digestion of freshly 
deposited sewage solids: (1) intensive acid production; (2) acid 
regression or acid digestion; (3) intensive digestion of more 
resistant materials. 'The various changes manifested during 


! Catalysts are substances that promote chemical reactions without themselves entering 
into the reactions. 
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these three stages have been outlined schematically by Rudolfs’ 
аз follows: 


DIGESTION or FRESH SEWAGE Souips 
(Neither well-digested sludge nor lime being added) 


I. Period of intensive acid production 
(A) Materials attacked 
l. Easily available carbohydrates (sugars, soluble starches, 
cellulose) 
2. Soluble nitrogenous compounds. 
(B) Organisms responsible: B. coli group, spore-forming anaerobes. 
(C) Characteristies 
Increase in acidity 
. Solids: gray, less than half on top 
Odors: putrefactive, H.S 
. Liquid: fairly clear to slightly turbid 
Slight coagulation of colloidal material with heat and alcohol 
. Disappearance of protozoa 
. Increasing B.O.D. values. 
(D) Products 
1. Organic acids, H.S 
2. Gas: comparatively large volume with high percentage of CO; 
and Ns 
3. Acid carbonates. 
(E) pH range: 6.8 to 5.1. 
(F) Results 
1. Reduction of colon organisms 
2. Retardation of proteolysis. 
II. Period of acid regression or acid digestion 
(A) Materials attacked 
1. Organic acids 
2. Nitrogenous compounds. 
(B) Organisms responsible: not definitely determined. 
(C) Characteristics 
l. Prolongation of the low level of pH values followed by a slow 
rise 
. Solids: gray to yellowish-brown, half to four-fifths at top 
Odors: H-S, indol, onion (mercaptans) 
. Liquid: slightly turbid (milky) to yellow 
. Some to considerable coagulation of colloidal material with 
heat and alcohol 
6. High B.O.D. values. 
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(D) Products 
1. Gas: small volume, with decreasing percentage of СО» and N;; 
hydrogen formed z 


2. Ammonia compounds (amines, etc.) 
3. Acid carbonates. 


! Rept. Sewage Substation, N. J. Agr. Exp. Sta., 1926, p. 492. 
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(E) pH range: 5.1 to 6.6 or 6.8. 
(F) Results 
1. Gradual rise of pH curve 
2. Acceleration of digestion 
3. Foaming. 
III. Period of intensive digestion of more resistant materials 
(A) Materials attacked 
1. Nitrogenous materials 
(a) Proteins 
(b) Amino-acids, etc. 
2. Ligno-cellulose (?) 
(B) Organisms responsible: spore-forming anaerobes, and fat-splitting 
organisms. 
(C) Characteristics 
1. Decreased acidity 
Increased alkalinity 
. Slowly rising pH curve 
Solids: dark brown to black, half to none at top 
Odors: odor associated with methane; tarry, rubber 
Liquid: slightly turbid to clear 
. Some to no coagulation with heat, slight to no coagulation with 
alcohol 
8. Reappearance of protozoa 
9. Rapidly decreasing B.O.D. values. 
(D) Products 
1. Ammonia and other protein degradation products 
2. Organic acids 
3. Gas: large volume with high percentage of CH4, low СО» and 
Ns, and no Н». 
(E) pH range: 6.9 to 7.4. 
(F) Results: sludge stable enough for disposal. 


Noo pet 


It is evident that the progress of digestion can be measured 
іп а number of ways. Many of the tests required to establish the 
changes that take place are, however, quite complicated. The 
volume and composition of the gases produced, taken together 
with the pH of the digesting sludge, present probably the simplest 
gage of the progress of digestion as a whole and are much used. 
Reduction in the organic content of the sludge or increase in 
mineralization is another simple and valuable criterion. The 
variations in these three parameters are shown in Fig. 154, together 
with certain other characteristic changes occurring during 
digestion. 

In sludge-digestion units all three stages of digestion are 
operative at one and the same time. Fresh solids are continually 
being added and digested solids are being removed from time to 
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time. "This presence of material in the various stages of digestion 
leads under proper conditions to the establishment of a physical, 
chemical and biological balance such that digestion progresses 
rapidly and without the production of offensive conditions. 
Attainment of this balance should be the chief aim of the designer 
and operator of digestion units. 


Total Carbonates 


10 Daily Gas 3 
per Ash 29 Е 
у 50 Liter Sludge 21 3 
9 2 
I5 15 BS 195 15 175 855 195 
Days Days 


Ета. 154.—Characteristics of digesting sewage sludge.* 


321. Factors Influencing Digestion.—Among the factors that 
affect digestion and are readily subject to technical control are 
(1) seeding, (2) temperature and (3) reaction. 

Seeding.—By seeding is meant the addition to fresh solids of 
sludge already in process of digestion, some of it being fully 
digested. Seeding is important in two ways. (1) It inoculates 
the fresh solids with the desired organisms and enzymes of 
decomposition which have established themselves in the digesting 
material. (2) When properly controlled, it provides a balanced 
environment in which all organisms needful to carry the.solids 
through the three stages of digestion find nutriment and in which 
reaction conditions prevail* which permit them to carry on their 


1NHs-N represents amino nitrogen. 
2 The reaction of well-digested sludge is stable and not easily altered. 
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life processes and thus to digest the solids expeditiously and well. 
'The difference in the rate of digestion of seeded and unseeded 
sewage solids is shown in Fig. 155. 

If sludge is submitted to anaerobie decomposition without 
seeding, as is done when а digestion tank is placed in operation 
after construction or after cleaning or repairs, it passes through 
the three stages but slowly. 
At the common sewage tem- 
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perature of 60?F.,forexample, 7. A S Inoculated 
Rudolfs! found that about 8 , 
months are required before 2 Reaction 


the sludge can be drawn for 
satisfaetory disposal, whereas 
2 months are ordinarily ade- 
quate when the sludge is well 
seeded. This ratio of about 
4:1 is observed, too, at other _ 
temperatures. The period pally Gas 
required for balanced con- fie held a 
ditions to become established 


Anoculated 


is called the ripening period. Not Inoculated, 

Once equilibrium is reached, bas bai Ee ae 
fresh solids can be added Days 

i ntinuously 5 definite quon Fig. 155.— Effect of seeding upon the rate 
tities without destroying the of digestion of sludge. 
balance. 


Rudolfs? found that when about 2 per cent of fresh solids by 
weight, on а dry basis, or about 10 per cent by volume, on a wet 
basis, are added daily to sludge digesting normally at about 
70°F., there is an increase in the ash (mineral-matter) content 
of the sludge proportional to the amount of fresh solids added and 
that the rate of digestion is therefore presumably equal to the 
rate of addition of fresh material. In other words, the time 
required for digestion is about 50 days. The digestion schedule 
naturally varies with the other factors discussed in this section. 

Temperature.—Since digestion is а  biologically-activated 
process, decomposition proceeds most rapidly at temperatures at 
which life processes of the organisms of decay are most active. 
As shown in Fig. 156 the optimum conditions are encountered in 


1 Ind. & Eng. Chem., 1927; 19, 241. 
* Am. Jour. Pub. Health, 1926; 16, 365. 
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the vicinity of 80°F. Both above and below this temperature 
there is a rapid falling off in the rate of digestion. As higher 
temperatures (140°+) are reached, however, digestion again 
proceeds more rapidly due to the activities of heat-loving 
(thermophilic) organisms. These higher temperatures, however, 
are probably of little practical significance. In sedimentation 
tanks in which sludge digestion is provided for, the temperature 
of the sludge lags only slightly behind that of the sewage. Refer- 
ence should be made to Tables 67 and 68 to see that the average 
annual temperature of sewages in northern America is about 


| + After Imhoff- Seeded Sludge 

x After Baity -Seeded Sludge 

o After Rudolfs-Unseeded Sludge 

e After Rudolfs-Unseeded, Limed Sludge 
à After Fair -Seeded Sludge 


Temperature ,°F. 


о 0.5 1.0 15 2.0 25 3.0 


Fig. 156.—Influence of temperature оп sludge digestion. Note: Additional 
information is required to fix more definitely the temperature-time factors 
here shown. 


60°F. and that temperatures favoring rapid digestion are 
restricted to the summer and autumn of the year. Cold weather 
not only retards digestion, but affects the drying properties of 
sludge adversely. The sludge must be stored in the digestion 
units for longer periods of time. A knowledge of prevailing 
temperatures is, therefore, essential in determining upon the 
amount of sludge storage space to be provided in digestion tanks. 
Utilization of the gases of decomposition for the purpose of 
heating sludge-digestion tanks has recently come into vogue, as 
have glass-covered sludge drying beds. 

Reaction.—As pointed out in Section 320, the three stages of 
digestion are associated with marked differences in the reaction 
of the sludge, the activities of the microórganisms resulting during 
the first stage in acid conditions which are overcome but slowly 
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during thesecondandthirdstages. During the period of intensive 
acid production, organic acids are formed faster than they are 
broken down; in the succeeding periods the reverse is true 
(see Fig. 154). 

In sludge-digestion units the changes in reaction and in the 
accompanying rates of digestion are most pronounced (1) during 
the ripening period; (2) when excessive quantities of fresh sludge 
are added to digesting solids; (3) when large volumes of solids 
that have accumulated during periods of cold weather begin to 
"work" as the sludge is warmed by increasing temperatures; 
(4) when the sludge contains acid or acid-forming industrial 
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Fig. 157.—Effect of reaction control on sludge digestion.! 


wastes; (5) when fresh sludge is allowed to accumulate or remain 
unseeded before passing into the digestion tank. Ordinarily 
in а well-designed and well-operated digestion tank it is possible, 
in the absence of interfering industrial wastes, to maintain a 
balance between fresh and digested solids such that the reaction 
will remain favorable. This is due to the alkaline condition of the 
digested material and its buffering action (see Section 259). 

Artificial adjustment of the reaction can also be resorted to. 
Fair? has shown that the salts of alkaline-earth metals but not 
of alkaline metals can be used for the purpose of raising the pH of 
digesting sludge. Lime is most commonly employed. The 
effeet of increasing the pH of sludge from Brockton, Mass., 
a sludge digestible with difficulty due to the presence of industrial 


) Curve marked “Initial High pH” represents sludge adjusted to an initial pH of 8.0. 
and then allowed to take its own course. During its period of greatest methane pro- 
duction this sludge registered a pH of 6.8 to 7.0. 

* Jour., Bost. Soc. C. E., 1927; 14, 82. 
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wastes, is illustrated in Fig. 157. Тһе optimum pH is apparently 
in the vicinity of 7.2 or 7.3 but any value above 6.8 seems to 
produce good results. 

Lime, added to digesting sludge in suitable quantities, affects 
digestion not only by neutralizing acid materials, but also by 
stimulating the growth of organisms responsible for the digestion 
of nitrogenous substances, and by causing the flocculation and 
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Fie. 158.—Quantity of lime required to raise the pH of fresh or partly decom- 
posed sludge to 7.3. 


precipitation of acid colloidal materials, particularly in the scum. 
At the same time liming permits gas bubbles held in the scum to 
escape, due in part probably to changes in surface tension that 
take place. 

The quantity of lime required to raise the pH of fresh solids 
or partly decomposed matter to 7.3 has been determined by 
Rudolfs! to be as shown in Fig. 158. д 

Both activated sludge and fine screenings will digest in much 
the same way as fresh sewage solids. Naturally there are 

! Rept., Sewage Substation, N. J. Agr. Exp. Sta., 1926, p. 487. 
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quantitative and qualitative differences, as will appear in the 
chapters devoted to these methods of sewage treatment. 

Certain industrial wastes affect digestion adversely. Acids 
and alkalies may interfere. Mineral oils seem to have but little 
effect. Grease decomposes but slowly and may retard digestion. 
Small quantities of iron wastes, on the other hand, appear to 
accelerate the digestion processes, while increasing sedimentation 
and reducing odors, especially hydrogen-sulphide odors. 

322. Volume Variations of Sewage Sludge.—The composition 
and characteristics of sewage sludge will be discussed in Chapter 
XIX. In the chapters preceding, however, one feature of sewage 
sludge will be referred to quite frequently: its variation in volume. 

The volume of sludge depends mainly upon its water content 
and only slightly upon the character of the solid matter. The 
water content is commonly expressed by weight. А “90-рег 
cent sludge," for example, contains 90 per cent of water by weight. 
The solid particles, in the interstices of which the water is held, 
vary in composition, shape and size. If one-third is composed 
of mineral matter with specifie gravity 2.0 апа two-thirds of 
organic matter with specific gravity 1.0, the specifie gravity of the 
whole will be 14 X 2+ 24 X 1 = 1.3. If, furthermore, the 
specific gravity of the water is taken as 1.0 as it can be without 
appreciable error, the specific gravity of a 90-per cent sludge 
of this character is 0.1 X 1.3 + 0.9 X 1 = 1.03. This value is a 
common one for average sewage sludge from strictly separate 
systems. If one-half of the sludge is composed of mineral matter 
and the other half of organie matter, computations similar to the 
preceding lead to a specific gravity for the solids of 1.5 and for 
a 90-per cent sludge of 1.05. The latter is a common value for 
average sewage from combined systems. 

The volume of a 90-per cent sludge of specific gravity 1.03 


` ; 1 1 
containing 1 lb. of solid matter is 8334137 °) = 1.17 ра]. 
If, however, the water content were 95 per cent the volume of the 
1 
sludge would be x33 13 + 19) = 2.38 gal., or slightly more 


than twice as much as that of a 90-per cent sludge. If the sludge 
composition be considered in terms of solid matter rather than 
water content this fact is more apparent. A 90-per cent sludge 
contains 10 per cent of solid matter, whereas a 95-per cent sludge 
contains only 5 per cent. The volume of a 95-per cent sludge 
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is therefore approximately twice as great as that of a 90-per cent 
sludge. If V; and У» are the volumes of the sludge, P; and Р» 
the percentages of water, and p; and р» the percentages of solid 
matter, we have the approximate relationships:! 


Vi 100 — Р, Р» 


Vs 100 Р, p 
If for example V; is the volume of the 90-per cent sludge and 
Vs that of the 95-per cent sludge: 
У, _100— 95 _ 8 
V. 100 — 90 10 
For approximate calculations it is simple to remember that the 
volume varies inversely as the per cent of solid matter contained 
in the sludge. 


= 0.5 


FILTRATION AND OXIDATION 


323. Filtration and Oxidation Defined.—Sedimentation of 
sewage for the purpose of separating the solids from the liquid 
sewage seldom reduces the putrescibility of the sewage by more 
than one-third as measured by its bio-chemical oxygen demand. 
If, therefore, sewage is to be discharged into а water course 
affording insufficient dilution for settled sewage, t.e. if the oxygen 
demand of the clarified sewage outweighs the oxygen supply 
present in the water or made available by reaeration, the sewage 
must be subjected to further treatment. The oxygen demand of 
settled sewage is exerted by organie materials that are not subject. 
to gravitational deposition, because they are present in the sewage 
largely in the colloidal state and to a less extent in solution or in 


!Let s = density of the solids 
w = weight of the solids in grams 
W = weight of water in grams 


Then 4 


з ' 100— P 
_ '°[100 + P(s — 1) 
у: sil 100 — P 
Vi _ [100 + Pi(s — 1)](100 — Pa) 
V: (100 + Ps(s — 1))(100 — Р) 
Y: 100—P:_ p 


Y:^100—B3 ^ a approximately 
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very fine suspension. While chemical precipitation will carry 
down part of this putrescible matter, experience has shown that 
these substances are removed or stabilized most effectively by 
a group of treatment processes that are variously termed ‘‘oxida- 
tion” or “biological” methods. 

Oxidation may be defined as the process whereby, through the 
agency of living organisms in the presence of free oxygen, the 
organic matter is converted into a more stable form or into 
mineral matter. Generally speaking, oxidation of sewage is 
accomplished by two treatment processes, (1) filtration and (2) 
activated sludge. 

Filtration units may take the form of (a) intermittent filters, 
(b) contact beds or (c) trickling filters. An intermittent filter 
is а natural or artificial bed of sand or other fine-grained material 
to which sewage is applied in intermittent doses and through 
which it percolates to underdrains. А contact bed is an artificial 
bed of coarse material, such as broken stone or clinkers, in & 
watertight basin, which is operated in cycles of filling with sewage, 
standing full, being emptied, and resting empty. A trickling 
filier is an artificial bed of coarse material, much the same as that 
used in contact beds, over which sewage is distributed intermit- 
tently and through which it trickles to underdrains. 

In the activated-sludge process, sewage flowing through a tank 
is brought into intimate contact with air and biologically-active 
sludge previously produced by the same process. Occupying 
a position intermediate between filtration and activated-sludge 
treatment is the submerged contact aerator or Emscher filter, in 
which a filtering medium that is artificially aerated is suspended 
in flowing sewage. 

324. How Changes in Sewage Are Accomplished by Filtra- 
tion.— The: manner in which not only suspended solids but also 
colloidal and dissolved materials are removed from sewage by 
filtration is complex. The mechanical straining-out of the larger 
suspended solids needs no explanation, and the factor of sedimen- 
tation which is operative in filters has been discussed fully in 
Section 312. 

Neither straining nor sedimentation accounts for the removal 
of colloidal and dissolved organie matter which takes place during 
filtration. This action is closely associated with the development 
upon the filtering medium, during the ripening period of the filter, 
of a slimy, gelatinous growth of bacteria (zoógloea) and other 
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organisms such as fungi, protozoa and certain higher forms of 
life. It is further associated with the contact between the sewage 
and the slimy film. 


At the beginning of the present century two opposing theories 
were advanced in explanation of the phenomena of colloid removal 
and oxidation of dissolved matter by filtration. The first is 
known as Dunbar's theory, the second as the Hampton doctrine 
of Travis. Generally speaking, the former stressed the impor- 
tance of biological activity, while the latter gave greatest weight 
to physical action. There was some truth in each theory. 

In the light of modern developments in the chemistry of 
colloids Buswell! explains the way in which changes are brought 
&bout in sewage by filtration on the following basis: 


1. In the surface film of liquids the concentration of dissolved matter 
tends to change in such a way as to decrease surface tension. If, therefore, 
a substance dissolving in a liquid increases the surface tension of the solu- 
tion, the film concentration of the substance tends to become less; if it 
decreases the surface tension its film concentration tends to become greater. 
(Most salts and all strong bases increase the surface tension of water; but 
ammonia and nitric and hydrochloric acids decrease it.) Substances in the 
colloidal state are believed to act in a similar way, and there are found in 
sewage colloidal soaps and proteins that tend to concentrate in a surface 
film. These changes in film concentration are not restricted to the air- 
liquid interface, but seem to apply also to the interface between the bacterial 
slime and the liquid. The extent of the interface or contact surface is, 
therefore, important. 

2. At the jelly-sewage interface the following occurs: 

(a) The substances concentrating at the interface are adsorbed to the 
contact surfaces and thus removed from the sewage being filtered; 

(b) The adsorbed substances are attacked by the enzymes and living 
organisms present in the slime; 

(c) As rapidly as these substances are removed by digestion or direct 
absorption into the living cells, others come to the interface and further 
removal is thus effected ; | 

(d) In the presence of air the products of decomposition of organie matter 
are chiefly carbon dioxide, nitrates and a humus-like residue. The gas 
esenpes from the filter; nitrates, being salts, increase the surface tension of 
water and therefore pass from the interface into the flowing sewage; the 
humus-like residue must either be removed, as in intermittent sand filters 
and contact beds, or sloughs off from time to time, asin trickling filters. It 
is an important fact that the humus from trickling filters settles readily, 
unlike the colloidal matter from which it largely originated. , 

3. Experience has shown that the oxygen present in the sewage applied 
to sewage filters is insufficient to maintain their oxidation reactions. The 


a“ Shemistry of Water and Sewage Treatment" Chapter XX. The Chemical Catalog 
Co. 
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filters must, therefore, be permitted to rest between doses, in order that the 
biological jelly may dissolve or adsorb a sufficient amount of oxygen from 
the air that penetrates into the interstices of the filter while it is standing 
idle. 


To summarize, it may be said that the changes accomplished by 
filtration are due to surface phenomena involving (1) changes in 
the film eoncentration of the sewage at the jelly-sewage interface 
and adsorption of the substances concentrating at the interface, 
(2) the activity of living organisms and their enzymes found in 
the gelatinous films covering the contact surfaces, and (3) the 
maintenance of proper conditions by an adequate supply of 
oxygen. Allofthese changes are spoken of as contact phenomena. 

325. How Changes in Sewage Are Accomplished by Activated 
Sludge.— When sewage is agitated, stirred or otherwise kept in 
circulation there will be formed, in the presence of dissolved 
oxygen, а sludge Нос consisting of (1) sewage matters originally 
in suspension or in the colloidal state and (2) bacteria and other 
living organisms. This floc, as in the case of trickling filter 
humus, settles readily. If the concentrated sludge obtained by 
sedimentation is introduced into raw sewage,! the rapidity with 
which suspended and colloidal matters are coagulated may be 
increased greatly. 

The process, as ordinarily carried out, consists of adding 
sludge to the sewage in proper proportion, introducing sufficient 
air to provide enough dissolved oxygen to maintain aerobic 
conditions, and agitating the mixture until practically all of the 
suspended and colloidal matter has been flocculated or absorbed 
by the floc introduced into and formed in the sewage. The 
mixture is then conducted to tanks where the floc is removed by 
sedimentation and the clear supernatant water passes away as 
effluent. That portion of the sludge which is not required for the 
treatment of the incoming sewage is diverted and disposed of. 

As was the case with filtration, two opposing theories of the 
manner in which activated-sludge treatment of sewage acts have 
been advanced. One stresses the physical factors; the other, the 
biological factors. Generally speaking, the changes accomplished 
are probably closely akin to those brought about by filtration. 
The theory of activated-sludge treatment may be summarized 
as follows: 


! The sludge thus introduced into the sewage is known as “return sludge." 
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The first and perhaps most noticeable function of the process 
is that of coagulating or flocculating the suspended and colloidal 
matters іп the sewage. This action is similar in effect to the well- 
known chemical coagulation with sulphate of alumina or sulphate 
of iron and lime, and the floc resembles the chemical coagulum, 
particularly the ferric hydrate from the ferrous iron and lime 
treatment. 

The floc is a sponge-like mass, or, as expressed by Бёеіп,! 
“ап open-mesh network" which, in the process of formation, 
may envelop, entrap or entrain colloidal matter and bacteria. 
The sponge-like structure of the floc offers a very large surface 
area for contact and this floc appears to be able to absorb colloidal 
matter, gases and coloring compounds. Buswell has estimated 
that the sludge surfaces present an area of 500 sq. ft. per cubic 
foot of tank volume. When the floc is driven about in the liquid 
it has а sweeping action? by which the colloidal substances may 
be said to be swept out of the water, or, as stated by Parker,* the 
* process may be regarded as passing a filter through the water in 
place of passing the water through a filter." 

Thus far the process appears to be primarily of a physical 
nature. It has been demonstrated, however,* that it cannot 
be carried out under sterile conditions. 

Just what the action of bacteria and other organisms may be is 
not fully understood. One plausible theory is that the bacteria 
which are contained in the cell-like structure of the floc feed upon 
the very finely divided matter and thus relieve the floc of its 
burden of Such substances and restore its faculty of absorption 
to such an extent that, when introduced into the incoming sewage, 
the floc efficiently performs its function of absorbing the colloidal 
matter, which also will be consumed by the living organisms which 
thus cause regeneration of the floc. It is because of these 
properties that the sludge has come to be called “activated 
sludge," a term suggested by Ardern and Lockett. 

One of the cardinal principles of this method of treatment is 
that there must be dissolved in the sewage an ample supply of 
oxygen to maintain aerobic conditions. The action of the 
organisms in consuming the colloidal matter is one of digestion 


1“ Water Purification Plants and Their Operation," p. 143. 

з CorzLAND, Second Annual Report, Milwaukee Sewerage eminem Dec. 31, 1915; 
p. 115. 

з "The Control of Water," p. 556. 

* AnpERN and LockETT: Oxidation of Sewage without Filters. Jour., Soc. Chem. Ind., 
33, 535. 
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or oxidation, sometimes referred to as ‘‘moist combustion." 
Through this action the actual weight of suspended and colloidal 
matter is reduced, the products of the combustion being carried 
off in the form of dissolved or gaseous matter. This process, 
under favorable conditions, may extend to nitrification, by which 
substantial quantities of nitrates and nitrites are formed. Nitrifi- 
cation, however, is not necessary to the maintenance of sludge 
activity. 
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Fia. 159.—Effect of aeration with and without sludge. 


The importance of the presence of activated sludge in the 
aerating tank is shown in Fig. 159, giving the results of parallel 
experiments made by Bartow and Mohlman of the University of 
Illinois. In one case sewage was aerated without sludge and in 
the other with sludge. In both cases nitrification followed the 
nitrogen cycle, but without sludge the completion of the cycle was 
а matter of days and the stages of change are distinct, while 
with activated sludge the cycle was completed in a few hours and 
the nitrite nitrogen was oxidized at once to nitrate nitrogen. 


DISINFECTION 


326. Disinfection Defined.— The term “disinfection” is used 
here to designate the treatment of sewage or contaminated water 
so as to reduce greatly the number of bacteria in it. Incidentally 
this treatment may deodorize the liquid more or less and reduce or 
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retard putrefaction. By “sterilization” is meant the destruction 
of all organisms. In the methods of treating sewage previously 
considered in this chapter, removal of suspended matter and 
change in the character of the organie matter originally present 
are the main objects sought, whereas in disinfection and steriliza- 
tion the main object is to kill the bacteria in the liquids treated. 
Two of the treatment processes, however,—intermittent sand 
filtration and activated sludge treatment—show high bacterial 
removal. 

It is unusual for a water receiving sewage or sewage effiuents 
to be used for domestic consumption without previous treatment, 
and with modern facilities for purifying and disinfecting a water 
supply, it is generally wiser to apply the corrective measures to 
the water supply than to the sewage. There are circumstances, 
however, under which it is desirable to disinfect the sewage even 
though the water supply be effectively treated. The danger 
of contracting typhoid fever from polluted water at bathing 
beaches, and by eating sewage-contaminated oysters or other 
shell-fish, also justifies the disinfection of the sewage of some 
communities, 

Disinfection may be accomplished in three general ways, by (1) 
heat, (2) chemicals, or (3) actinic rays (ultra-violet light). As far 
as municipal sewage treatment is concerned, however, chemicals | 
are the only successful disinfecting agents, and among these chlo- 
rine and chlorine compounds offer at the present time the only 
practical means of securing economical and adequate results. 
Discussion of the theory of disinfection, therefore, hinges upon 
chlorination. 

327. Theory of Chlorination.—In modern sewage works 
chlorine is commonly added to sewage as chlorine gas. Use of 
chlorine in this form was preceded by that of hypochlorites, 
particularly of calcium hypochlorite or bleaching powder. In 
either case hypochlorous acid, а strong oxidizing agent, is formed, 
as shown by the following reactions: 

Cl, + H;0 5 HCIO + HCl 


Chlorine Water D Hydro- 


gas chloric acid 
2CaClOCl + 2H.CO; © Ca(HCOs;)2 + 2HCIO 
Bleaching Carbonic Calcium Hypochlorous 
powder acid bicarbonate acid 


2HCIO = 2HCI + О» 


Hypocblerona Hydrochlo- Oxy- 
cid ric acid gen 
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Consideration of the oxidizing properties of hypochlorous acid 
led to the theory that destruction of bacteria by chlorine was due 
to the nascent, or atomie, oxygen liberated by this unstable 
compound. Opposed to this theory, however, were, among 
other things, (1) the observation that other oxidizing agents, such 
as hydrogen peroxide (Н.О) and ozone (Оз), having an oxidizing 
value equal to or greater than chlorine, do not possess the same 
disinfecting power; (2) the fact that chloramine (NH5CI)! which 
possesses no oxidizing power may, in certain instances, exceed 
chlorine and hypochlorites in disinfecting efficiency. 

While the exact manner of accomplishing cell destruction by 
chlorine remains uncertain, death is probably due to a combina- 
tion of chlorine with the cell contents. 

Like all disinfecting processes the destruction of bacteria by 
chlorination is a time-concentration phenomenon.? This means 
that disinfection is not instantaneous, but that it depends upon 
the length of time during which the bacteria are exposed to 
the disinfectant and upon the concentration of the bacteria and 
the disinfecting chemicals. In the chlorination of sewage, 
furthermore, the unstable organic matter exerts a marked and 
rapid chlorine demand which must be satisfied before disinfection 
may be expected. The chlorine added in excess of this initial 
demand is called “residual chlorine." The time required for 
disinfection is relatively short, but must be taken into account to 
secure proper chlorination of sewage. 

Disinfection of raw sewage is somewhat unreliable. The 
grosser solids are not penetrated by chlorine, and only as these 
matters are removed by sedimentation or other means can 
chlorination of sewage be given a definite efficiency rating. 
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! Cl: + NH; ©; NH:Cl + HCl. 

? In pure water the mortality of bacteria due to disinfecting agents is a logarithmic function 
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The following formula holds: 
№; = оК = о 

where N: = number of bacteria living after time t 

N = initial number of bacteria 
t = time 
К = disinfection constant 
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Problems 


1. A well-baffled sedimentation basin will remove 75 per cent of the 
particles of specific gravity 2.65 and 0.01 mm. in diameter at 50°F. What 
per cent of these particles will be removed at (a) the minimum monthly 
temperature, (b) the maximum monthly temperature of the sewage if the 
temperature varies as that of the sewage of Schenectady, N. Y. (1927)? 

Ans. (а) 72 per cent. 
(b) 82 per cent. 

2. Derive a formula for the diameter of particles of specific gravity 2.00 
removed in a single continuous basin in terms of the per cent of particles 
deposited, the с... of sewage per square foot of basin area and the temper- 
ature. 

3. Assuming that the diameters of (c) silt and (b) fine sand are 0.05 mm. 
and 0.1 mm. respectively, what is the ratio of the bottom velocity that will 
move these materials to their hydraulic subsiding values? Use the data 
given in Table 35 and assume a specific gravity of 2.65. Ans. (а) 44:1. 

(b) 22:1. 

4. There are two grit chambers at the Worcester, Mass., treatment 
works. 'The chambers are 8 ft. wide, and have an effective length of 
about 75 ft. and a maximum effective depth of about 6 ft. The outfall 
sewer is 72 in. in diameter and has a carrying capacity of 66 m.g.d. when 
full. Assuming that the average flow is 28 m.g.d., determine the perform- 
ance of the chambers for (a) average flows; (b) maximum flows. Note 
that for average flows the effective depth will not be 6 ft. 

5. How much alkalinity is required to precipitate 100 lb. of alum 
per million gallons of sewage? Ans. 5.4 p.p.m. 

6. How many grains of lime as CaO must be added per gallon of sewage 
to provide sufficient alkalinity to decompose 200 Ib. of alum per million 
gallons of sewage? Ans. 0.354 g.p.g. 

7. If 150 Ib. of copperas are added to sewage, (a) how much lime should 
be added as CaO to permit the reaction to be completed; (b) how many Ib. 
of oxygen will be used up? Ans. (a) 60.5 Ib. 

(b) 4.33 Jb. 
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8. If 100 Ib. of (a) alum, (b) copperas, (c) lime are added per million gallons 
of sewage and it is assumed that all insoluble and very slightly soluble prod- 
ucts of the reactions, with the exception of 11 p.p.m. СаСО;, are precipitated 
as sludge, how many Ib. of sludge per million gallons of sewage will result? 

Ans. (a) 46.8 Ib. 
(b) 38.4 Ib. 
(c) 176 Ib. 

9. If sewage contains 20 p.p.m. of CO; and 100 p.p.m. of alkalinity, all 
of which is due to calcium bicarbonate, how much lime is required for 
precipitation ? Ans. 81.4 p.p.m. 

10. How much oxygen will be used up theoretically when 700 lb. o: 
sulphur dioxide per million gallons are added to sewage with an alkalinity 
of 50 p.p.m? Ans. 21 p.p.m. 

11. Estimate in accordance with Rudolfs' rule the amount of sludge, in 
cubic yards, that must be present in a digestion tank receiving the settled 
solids from 1 m.g.d. of average sewage, (a) at 70°F., (b) at 60°F. and (c) at 
80°F. Assume 75 per cent removal of suspended matter; sludge of 90 per 
cent moisture and specific gravity 1.02. Ans. (a) 548 cu. yd. 

(b) 992 cu. yd. 
(c) 280 cu. yd. 

12. If sludge digests in 2 months at a temperature of 60?F., how long will 
it take to be digested at (a) 50°; (b) 70°; (c) 80°; (d) at the optimum temper- 
ature of digestion? Ans. (a) 105 days. 

(b) 33 days. 
(c) 17 days. 
(d) 15 days. 

13. The pH of the contents of a digestion tank is 6.8. If the tank con- 
tains (1) 3,000 cu. ft. of sludge with 8 per cent solids, of which 68 per cent are 
volatile, (2) 1,000 cu. ft. of scum with 6 per cent solids, of which 85 per cent 
are volatile, and (3) 6,000 cu. ft. of liquid with 0.5 per cent solids, of which 
40 per cent are volatile, how many pounds of lime must be added to raise the 
pH to 7.3? Ans. 291 Ib. 

14. The water content of a sludge is reduced from 98 per cent to 95 per 
cent. What is the per cent reduction in volume (a) by the approximate 
method; (b) by the more exact method, assuming that the solids contain 70 
per cent organic matter of specific gravity 1.00 and 30 per cent mineral 
matter of specific gravity 2.00? What is thespecific gravity of (c) the 98-per 
cent sludge, (d) the 95-per cent sludge? Ans. (a) 60 per cent. 

(b) 60.2 per cent. 
(c) 1.006. 
(d) 1.015. 


CHAPTER XV 
SCREENS, GRIT CHAMBERS AND SKIMMING TANKS 


SCREENS 


328. Objects of Screening.— Municipal sewage contains float- 
ing and suspended matters, such as cloth, paper, kitchen refuse, 
pieces of wood, cork, hair and fiber, and uncomminuted fecal 
solids, which are readily removed by screening. Among the 
objects accomplished by screening the following are prominent: 


(A) In conjunction with the protection of appliances for conveying and 
pumping sewage and sewage sludge: 

1. Protection of pumps from injury. 

2. Protection of inverted siphons and force mains from clogging. 

3. Protection of valves and gates to insure proper operation. 

(B) In conjunction with sewage treatment processes: 

1. Removal of floating matters that tend to form unsightly scums on 
settling and aeration tanks. 

2. Prevention of heavy and extremely tough floating scum on the 
surface of septic tanks and other sludge digestion tanks. 

3. Removal of solids likely to clog sprinkler nozzles or the surface of 
filters or of irrigation areas. 

4. Removal of larger solids that may settle to the bottom of aeration 
units where they may interfere with air diffusion or may putrefy. 

5. Removal of coarse solids and uncomminuted fecal matter that are 
not readily penetrated by chlorine when sewage is disinfected. 

6. As a temporary expedient for service while developing more com- 
plete methods for treatment and building the plant for applying 
them. 

(C) In conjunction with sewage disposal by dilution: 

1. Removal of unsightly matters which will float on the surface of the 
waters receiving the sewage or become stranded on their shores 

2. Reduction in the amount of sludge settling to the bottom of slow- 
moving bodies of water and likely to form sludge banks or cause 
offense by decomposing. 


329. Classification of Screening Devices.—The following 
definitions! are introduced here to avoid confusion as to the mean- 
ing of certain terms. 


1A. S. С. E., “Manuals of Engineering Practice," No. 2, 1928. 
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A screen is a device with openings, generally of uniform size, 
used to retain coarse sewage solids. "The screening element may 
consist of parallel bars, rods, or wires, grating, wire mesh, or per- 
forated plate, and the openings may be of any shape, generally 
circular or rectangular slots. А sereen composed of parallel bars 
or rods is called a rack. Although a rack is a sereening device 
the use of the term screen should be limited to the type employing 
wire cloth or perforated plates. However, the function per- 
formed by a rack is called screening, and the material removed by 
it is known as screenings. If racks or screens are stationary they 
are termed fired, and if they are capable of motion they are 
termed movable. According to the method of cleaning racks and 
screens are designated as hand-cleaned or machine-cleaned. 

An important distinction is made, according to the purpose of 
screening, between (1) fine screening, which has certain elements 
of a treatment process, and (2) coarse screening, which is not 
primarily intended to be such a process. In a general way, the 
size of opening which is on the boundary between coarse and fine 
screening is taken by American engineers at 14 in. By size of 
opening is meant the least dimension of the waterway. The 
relative terms used to indicate the various sizes of openings 
employed in racks and screens are shown in the following 
schedule: 


Racks Size of Opening 
ага Wie tam narrate ate More than 2 in. 
Medium; изил e eit aise. 1 to 2 in. 
Eine o MEANS NET Less than 1 in. 
Screens 
Моа or PIER n эы e ажа lí in. or more. (Sizes larger than 
34 in. are rarely used.) 
Ире ee eerie Dele RE Less than 14 in. 


330. Racks.—Fized racks are commonly used in connection 
with grit chambers. It is usually best to place them at the outlet 
of the chambers for the following reasons: (1) When partially 
clogged, racks placed above the grit chambers will cause the 
sewage to back up in the sewers, forming deposits there rather 
than in the grit chambers; (2) as the sewage passes through the 
racks it is given an irregular, eddying motion likely to reduce the 
sedimentation efficiency of the chamber immediately adjacent to 
the racks; (3) where grit chambers are large, to retain coarse 
organic material, the work of cleaning the racks will be much less. 
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Design of Fixed Racks.—Racks and screens are generally 
placed at right angles in plan to the axis of the channel they cross. 
'Their area should depend upon the quantity of sewage to be 
screened, the frequency of cleaning, the size of the openings and 
the permissible loss of head due to them. If only a narrow 
channel is available, the desired screening area may be obtained 
by eurving the rack or giving it an angular shape in plan, or, 
more commonly, by placing it on an incline. (See Fig. 160.) 
Boston experience indicates that with combined sewers the rack 
should have a clear area at least 50 per cent greater than that of 


POP EZ z 


Fic. 160.— Waste-weir at rack of Emschergenossenschaft plant. 


the channel leading to it. Fuller and McClintock! state that for 
domestic sewage a rack area of 20 sq. ft. per million gallons daily 
is ordinarily satisfactory where racks are cleaned three times 
during the day and are left clean at night. 

The size of the openings depends upon the purpose to be 
accomplished by screening. Where the racks screen sewage 
passing to centrifugal pumps with closed impellers, it is necessary 
to take out material of rather small size in case the pumps are 
small, this size being ascertainable from tables supplied by the 
makers of the pumps. Where open impellers are used, the open- 
ings of the racks need not be so small, and a clear distance between 
bars of 5¢ in. has been found to work well. The size of the 
openings in racks guarding treatment works is gradually becoming 
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SCREENS, GRIT CHAMBERS, SKIMMING TANKS 491 


standardized at 16 to 116 in. A l-in. opening has become 
standard in the Boston district for racks screening sewage before 
its disposal by dilution. Sometimes two or three racks are used 
in series, openings of 114 to 126 in. being provided in the first 
rack and of 24 in. in the last one. 

Where the screening devices have to perform an important 
function regularly, it is necessary to install duplicate equipment 
so that one unit may be in service while the other is being 
repaired or cleaned. Duplication is provided either by using two 
channels, each containing one or more racks, or by placing two 
racks in series in the same channel. The preference is generally 
given to two channels because, where there is but one, repair of 
one unit may necessitate putting the other unit, too, out of 
commission. 

There is considerable variation in the degree of importance 
attributed by managers of sewerage works to keeping the racks 
clean. In some small separate systems, where no storm water 
enters the sewers, hardly any attention is given to the removal 
of screenings. In some large stations, like those of the Boston 
Metropolitan District, the removal of the screenings is occasion- 
ally an arduous task. There is apparently no way to foresee 
exactly what the conditions will be, and it is the designer's duty, 
therefore, to make the racks and their supports strong enough so 
that in ease they become clogged and the sewage is dammed back 
by them, they will not fail. If there is any likelihood of the 
development of a high head upon a rack, it may be desirable (1) to 
install а float-operated alarm system which will automatically 
give notice when the sewage above the rack reaches а dangerous 
height, or (2) to provide a bypass with a screened waste weir of 
sufficient length, as indicated in Fig. 160, to prevent the sewage 
from rising above a predetermined height. Asa preliminary step 
in estimating the probable effect of à rack on the elevation of the 
sewage in the channel above it, a computation may be made by 
the following formula: 


where V and v represent respectively the velocity in ft. per 
second through the openings of the rack and in the channel above 
the rack, and his the head in ft. due tothe rack. The acceleration 
due to gravity is denoted by g, and 0.7 is a velocity coefficient 
suggested for this use by Frühling. 


492 SEWERAGE AND SEWAGE DISPOSAL 


Inclined racks are more easily cleaned than vertical ones and 
give a larger screening area. For these reasons they are most 
used. The inclination is from 30 to 45 deg. from the vertical, in 
most eases. In detailing the construction it is desirable to curve 
the top of the bars backward, so that the rake used in cleaning can 
be pulled back freely and carry the screenings into a trough or to 
a platform at the top of the rack without any difficulty. Where 
the bars forming the rack are of considerable length and must be 
supported at intermediate points as well as at the ends, they 
should have lugs or ears by which their rear edges can be attached 
to the supports in such а way that these supports will offer no 
obstacle to the tines of the rakes used in cleaning. 

'The details of the sides and bottom of the channel where the 
rack lies should be so worked out that there are no openings 
larger than the clear openings of the rack, particularly where it is 
desired to take out material less than 1 in. in size. 

In all but very small installations grooves are left in the walls 
of the channel for the insertion of stop planks when it is desired 
to repair the racks. If stop planks or their equivalent are not 
provided for, it will be necessary to close the channel with sand 
bags or some other temporary expedient in order to repair the 
racks. 

Cleaning Fixed Racks.—No matter whether it is expected that 
cleaning will be infrequent or frequent, provision must be made 
for it and for the expeditious removal of the screenings, which 
have usually an offensive odor. When the racks are cleaned 
by hand, it is desirable to have some kind of trough or platform 
to receive the screenings as they are raked over the top of the 
racks. At a few European plants the screenings are raked over 
the top into a cart or small truck which is placed below the over- 
hanging upper part of the rack, but such elaborate detailing is not 
common in the United States. 

Mechanical cleaning is employed with some large installations 
of fixed racks. This is the case at Toronto, Ont., where there 
are six racks, two in chambers 33 ft. deep and four in chambers 
14ft.3in. deep. Each rack is made up of bars 1015 ft. long, 14 in. 
thick and spaced to give 44-in. openings. The width of a rack 
is 5 ft. 816 in. They are cleaned by means of rakes attached 
horizontally to endless-chain belts driven by shafting and gearing 
at the top of the racks. The material clinging to the tines of the 
rakes is detached by a cleaning bar with four rows of teeth. 
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The bar is placed horizontally in the headframe of the mechanism 
for moving the chain belts and revolved so that the teeth pass 
between the tines of the rakes. All the refuse brought up in 
this way drops into a sloping tray or trough which discharges 
it into a serew conveyor. This conveyor also removes grit 
dropped into it by a bucket elevator used in cleaning the grit 
chamber in front of the screens. A similar device is used at 
Syracuse, N. Y. 


Scraper Ss 
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In the Dorrco bar screen (Fig. 161) the bars are curved in the 
shape of a quadrant, concave upstream. The cleaning mechan- 
ism consists of & revolving arm carrying raking plates at each 
end. The plates are dentated to fit the rack and sweep the 
screenings up the bars. When the plates arrive at the top а 
scraper is engaged, which removes the solids. 

Movable Racks.—There are two classes of movable racks, 
(1) hand-cleaned and (2) machine-cleaned. The first class pre- 
dominates in the United States, the second in Europe. The only 
hand-cleaned movable rack of any importance is the cage rack 
shown in Figs. 162 and 163. Mechanically-cleaned racks are 
found in many forms, three of which are shown in Fig. 164. 

Cage racks have a bottom and top of steel plates or a grid of 
iron bars and three sides formed of upright bars, the fourth side 
being the opening which faces upstream across the channel 
through which the sewage passes, so that the rack resembles 
a basket. The sereens are raised vertically out of the sewage 
to be cleaned and must therefore be provided in duplicate, one 
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саре always being left in the sewage while the other is being 
cleaned and held in readiness for resubmersion. Fig. 162 is a 
plan of а typical screen chamber at Boston and Fig. 163 gives 
а general idea of the machinery by which a cage is operated. 
Each саре is about 9 ft. high and wide and 314 ft. across from 
front to back. The bottom is of steel plates perforated with 
holes for drainage, and the sides are vertical 34-in. bars with 
clear openings of 1 in. left between them. The cages are counter- 
weighted and operated by small reversing engines. Similar cage 
racks more recently installed at Boston, Washington and Mil- 


Fie. 162.—Screen chamber at Ward St. station, Boston. 


waukee are equipped with electric driving motors. During 
heavy storms the screens need constant attendance and cleaning. 
At Boston the screenings are pressed in an hydraulie press to 
drive out а large part of the moisture and are then burned in а 
boiler plant in the immediate vicinity. 

Machine-cleaned Racks.—Three types of machine-cleaned racks 
are shown in Fig. 164. 

Very broad endless link belts are used as movable racks in 
several German cities, the most notable installation being at 
Hamburg. The latest of these plants there has belts made of 
links 14.2 in. long, held in angle-iron frames about 9.8 ft. long and 
15 in. wide, so as to leave 0.4-in. openings between the links. 
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Fic. 163.—General features of screening machinery, Ward St. station, Boston, Mass. 
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Each rack consists of 46 of these frames, hinged together in such 
a way that the openings between the frames are very small. The 
links were first made of wood, then of hard rubber and finally 
of an aluminum alloy. The rack moves around sheaves at the 
top and bottom and is cleaned by a rake or stripper having a long 
row of rubber teeth passing across the entire width of the rack. 


(a)-Band Rack (b)-Wing Rack (c)-Shovel-Vane Rack 
Fia. 164.— Three types of European machine-cleaned racks. 


The wing or Frankfort rack is a type of movable rack developed 
for the purpose of keeping above the sewage all parts subject to 
frictional wear. This is accomplished by placing three to six 
racks on a revolving horizontal shaft, as shown in Fig. 165. As 
ít is necessary to have at least one rack intercepting the entire 
channel at all times, a depression 
must be made across the bottom of 
the channel and at least three racks 
used. The larger the number of 
racks, the smaller the depression 
need be. 

The racks are cleaned mechani- 
cally. A pendulum arm hinged at 
the top carriesa brush at the bottom, 
which pushes the screenings from the 
inner edge of each rack toward the 
outer edge, finally delivering them 
upon a belt conveyor. The face of 
the brush is protected by a light rake. 
The rack revolves in a direction opposite to the current, and the 
pressure tending to force material through the rack is somewhat 
greater than that due to the current itself. If the rack is built 
with small openings, the collection of screenings against its face 
may increase the pressure so as to make considerable power 
requisite for driving the apparatus. 

A modification of this form of rack, in which the racks are 
curved instead of flat and a somewhat different method of clean- 


Fie. 165.—Frankfort wing rack. 
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ing them mechanically is used, has been introduced in a few 
European cities. It is called the Geiger rack, or shovel-vane 
1 ack. 

331. Fine Screens.— Screens of perforated metal plates or wire 
mesh for clarifying sewage are practically all of the movable 
type and are either machine-cleaned or self-cleaning as will be 
explained later. Employed for a long time in Germany, these 
appliances have come into more general use in the United States 
during the past decade. They are intended mainly for fine 
screening. For this reason the screen openings are commonly 
smaller than 1$ in. varying from 364 to 3 in. in different 
installations. Perforated plates rather than wire cloth are 
generally used because of their greater resistance to wear and the 
greater ease of cleaning. The plates are commonly made of 
manganese bronze. 

Three different types of screens are most used: (1) the Riensch'- 
Wurl disk screen, Fig. 166; (2) the Dorrco, and the Tark or Link- 
Belt, drum screens, Figs. 167 and 168; (3) the Rex, or Chain Belt, 
band screen, Fig. 169 (see Table 80). These screens have their 
distinctive features as to shape, operation, cleaning and handling 
the screenings. The Riensch-Wurl and Tark screens are cleaned 
by brushes. The Rex screen is cleaned by brushes, or by jets of 
water or compressed air. The Dorrco screen is self-cleaning. 
Where there is much grease in the sewage the washing of brushes 
with kerosene has been found useful. The condition of the 
screen is also improved by this treatment or by blowing steam or 
hot water over the sereen once or twice a day. 

The head lost in fine screening may be appreciable. Wurl, who 
developed the screen known by his name, estimated the loss of 
head by the ordinary orifice formula, assuming, however, that a 
coefficient of discharge of 0.4 would be more conservative than 
the values ordinarily used for water, and that from 14 to 24 of the 
submerged openings would be covered with screenings. For the 
Riensch-Wurl screen, he estimated that the area of submerged 
Openings was equal to about 25 per cent of the submerged area 
of the screen. Hence from the formula: 


t Pronounced Reensh. 
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where 


Q — quantity of sewage in c.f.s. 

S — submerged surface in square feet 

C — coefficient of discharge, assumed as 0.4 

A = effective area of openings in square feet = say, 0.4 X 
0.255 = 0.18 

h = head lost in feet 

g — 32.2 ft. per second per second 


Disk Screens.—The disk, separator, or Riensch-Wurl screen 
provides an adequate screening area by inclining the screening 
surface 10 to 25 deg. from the horizoral, as shown in Fig. 166. 


BEE 
ЛЛ, 


General arrangement. 


Screening plate. Detail of seal. 
Fig. 166.—Riensch-Wurl screen. 


It was developed in Germany and has been used to some extent 
in the United States, notably in New York City. It consists of 
a disk made of sheets of perforated metal, with or without a 
frustum of a cone attached to its center, the whole mounted on а 
shaft whose inclination from the vertical determines the tilting of 
the disk. One-fourth to one-third of the area of the disk is 
penetrated by the perforations through which the sewage passes. 
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The weight of the disks in sereens up to 16 ft. diameter is now 
generally carried by а ball bearing at the top of the shaft. In 
larger sizes the shaft is stationary and carries an annular ball- 
bearing support on which the frame moves. In each сазе the 
bearing is above the level of the sewage. 

As the screenings are raised above the surface of the sewage, 
they are swept off by brushes on the ends of the arms of a large 
spider. 'The brushes revolve and the arms also revolve, the 
combined motion of the several parts being such that every 
portion of screening surface of the disk is passed over at least 
twice. This cannot be accomplished, however, with the conical 
screen in the center of the disk, which is cleaned by а vertical 
brush of cylindrical form. At some plants the cone plates are 
not perforated. 

Screens of this type have been constructed with disks from 
4 to 26 ft. in diameter and with perforations from 0.03 to 0.2 in. 
wide and commonly 2 in. long. "The largest plants installed in 
this country are those of New York City. 

The characteristics of the  Riensch-Wurl screens at the 
lrondequoit plant, Rochester, N. Y., are shown in Table 80. 

Drum Screens.— The first drum screens used in the United 
States were of the Weand type, in which the sewage flowed out- 
ward through a conical drum covered with wire cloth. Installed 
at Reading, Pa., Brockton, Mass., and Baltimore, Md., they have 
been superseded by drum sereens covered with perforated metal 
sheets through which the sewage passes inward. 

The Dorrco screen, Fig. 167, was developed originally for 
screening industrial wastes. It consists of a rotating drum 
partly submerged in the sewage. The sewage passes into the 
drum from the outside and escapes through an opening at one end. 
The direction of rotation is such that the screen lifts the sewage 
within it on the side opposite the inlet so that the sewage stands 
from 6 to 8 in. above the level of the incoming sewage. This 
"head" automatically pushes the screenings off outside of the 
plates and they settle into a screen pit adjacent to the drum. 
A clean surface is thus produced, to be reimmersed in the incoming 
sewage. This screen is therefore self-cleaning. The screenings 
collected in the screen pit are dredged continuously by a bucket 
elevator with perforated buckets. 

The characteristics of the Dorrco screens at the South Hyperion 
plant at Los Angeles, Cal., are shown in Table 80. 
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In the Tark screen, Fig. 168, the sewage passes from the out. 
side through slotted plates into а revolving drum partly sub- 
merged in the sewage. The screened sewage escapes laterally 


Section A-A 


Fie. 167.— Dorrco screen 


and the screenings are swept off by brushes travelling on ар 
endless chain over the top length of the screen. The brushes 
are supplied automatically with kerosene or other suitable liquid 
to cut the grease from the screen. 
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Swinging plates project from the drum and scoop up any 
sludge that may settle in the bottom of the screening chamber. 
These plates are withdrawn into the inside of the drum just before 
they reach the brushes. 


Side Elevation 
Fic. 168.— Tark screen. 


The characteristics of the Tark screens at Milwaukee, Wis., are 
shown in Table 80. 

Band Screens.—Band screens or belt screens have been used 
for a long time in Great Britain. In the United States their 


Screen Raised for 
Inspection or Repairs 


Drive Motor _ 


Fic. 169.—Rex screen. 


use for municipal sewage is relatively new. "The Rex screen, 
Fig. 169, consists of sections of screening plates fastened to 
endless chains. The sewage passes through the plates which are 
cleaned by jets of water or compressed air, or by brushes. 
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The characteristics of the Rex screens at the Canal Street 
plant, New York, N. Y., are shown in Table 80. 


TABLE 80.—DersiGN CHARACTERISTICS OF FINE SCREENS 


Rochester, | Los Angeles, Milwaukee New York, 
N. Y. (Iron-| Cal. (So. Wis '|N-Y. (Canal 
dequoit) Hyperion) "s St.) 


Type SOS LA. оозе оа Riensch-Wurl Dorrco Tark Rex 
Mer Installed ОЕ Д. ят > 1916-1929 1924 1925 1925 
Rated capacity, m.g.d.......... 120 80 150 120 
Haad, iuc EET о ЧА 9 3 8 
ft per minute.......] ..... 300 11 6-12 
Bpeod tha М АЙ АКУ үл, NO. 0.7 
ERE Sate ooo diets uS MR e м 6 8 8 3 
Size 
Distoebes, М АА 12 8 8 
Тепсе "ут 8 8 55 
Width fk. s. ее NER pm [о шә. 6 
Diameter, ft ......... 6.5 
Gone D debi Rss л 2.8 
Plates 
Materi ес АСД Manganese | Manganese | Manganese | Manganese 
bronze bronze bronze bronze 
ThicknoM, ГОРОВА Ko мв Mo "3e 
Inclination, deg. from hori- 
ПОНЕ SES ESSE: S00 Ic Sn UNE ad 20 
Submerged area, per cent of 
BUTINOR D e ILE m. ES 45 50 80 50 
Slots 
Eas DOET pe Rey a S ehe iier 1$ x2 Meax2 342 х 2 364 X 2 
Per cent of surface slotted..... 20.2 18.6 27.5 18.7 
> б ә 
SRS Se ыас geet es 300 5.5-11 6-12 
Brushes 
INO Seis nis esis ie ete сетан C$. *1| ecce: 8 2 
US eyo RSPAS Spee pps SB OS is seis! NT | le aes 11-23 
peed, { ft; per minutes ey) Uv v mm 100 
Power consumption, k.w.h. per 
ТОЙЛОП gab. c cioe epe Ria 3 11 2.6 3.3 


332. Character and Quantity of Screenings.—In general the 
character and quantity of screenings depend greatly upon 
whether the sewers are on the separate or combined system, on 
the fluctuations in sewage flow, on the slopes and lengths of 
sewers, on the time it takes the sewage to reach the screens, on 
the cleanness of the interior of the sewers, on the season of the 
year, on the character of the population and individuals, and 
on any pumping to which the sewage has been subjected prior to 
being screened. For any particular sereen they depend espe- 


SCREENS, GRIT CHAMBERS, SKIMMING TANKS 503 


cially upon the size of the openings and the frequency and 
manner of cleaning. In recording quantities of screenings and 
efficiencies, it is desirable to state the dates of tests, for screens 
may be more effective (1) in cold than in warm weather because of 
less tendency of the solids to disintegration and solution at low 
temperatures, and (2) in the autumn than at other seasons, 
because of leaves washed into combined sewers. 

Reliable information regarding the character and quantity of 
screenings is meager and somewhat incomplete. Table 81 gives 
a few data reported for screens of several kinds. To assist the 
student the following values are suggested: 

Quantity of Screenings: 
Racks with openings of 0.5 to 2 in.: 1 to 6 cu. ft. per million gallons. 


Fine screens with openings of 364 to 342 in.: 10 to 30 cu. ft. per million 
gallons. 5 to 15 per cent removal of suspended matter. 


Character of Screenings: 
Weight per cubic foot: 40 to 60 Ib. 
Moisture: 80 to 90 per cent. 
Volatile matter (dry basis): 80 to 90 per cent. 


Whether it is practicable to ascertain, even with approximate 
accuracy, the screen efficiency by determining the suspended or 
settling solids in the sewage before and after screening is doubtful, 
for a very large proportion of the substances removed, especially 
with coarse screens, is of such a nature that it cannot be sampled 
fairly by practicable methods. One way of overcoming this 
difficulty is to measure (1) the quantity of screenings collected 
and (2) the quantity of suspended or settling matter in the 
screened sewage. Combining the two values will yield fairly 
reliable information. 

333. Handling and Disposal of Screenings.—Where racks are 
cleaned by hand, the screenings are commonly taken up with 
broom, shovel and wheel-barrow. Where racks are machine- 
cleaned, screenings are either discharged directly into receptacles 
or conveyed to them by band or screw conveyors. Fine screens 
are commonly provided with receptacles into which the screenings 
are swept or delivered by bucket conveyors, or they are equipped 
with bands on which the screenings are transported to receptacles. 
The screenings accumulating in the receptacles are, in some cases, 
ejected by compressed air into carts which carry them to the 
point of disposal, or if screenings are disposed of in the plant or 
its immediate vicinity, the compressed air may convey them 


TABLE 81.—QvawTITY AND CHARACTER OF SCREENINGS 


Racks 
Mise, 1026 
Wor- pu» in- 
cester, Tor- | field, 
Mase! North | South | Can: , 
1926 Metro- | Metro- 5974 
In- In- 
Type of вегееп............ elined| Cage | Rack | clined | clined 
rack rack | rack 
Size of openings, in........ |20| to | 1o | os | o.s | 
Jb or DERE ICE SUD OUT а OO DET RED ее De T 
Crude sewage: 
Suspended solids, p.p.m....| .... nort) ES 
Settling solids, p.p.m.......]......] eee eren enn] 
eenings: 
Buüspendéd solide, f.p... 5| s Lowe es ee ное [ж э. еее 
Bettling solids, p. A sar ВЕ: EIC T E PERDER LET A EST GC 
Moisture, ‘DOP 065025. 64d sce sola 9] 9 emo ee] noo [ala eres 


[ое (dry mcer 


Weight, Ib. per million gal. 


wage Th: ФИР ЛАБО {006 |... Oer eva] eon rto 
ciency of removal: 

Suspended solids, per cent 
Settling solids, рег cent....|......] eee] eee 


New York, S „уу Dyekman S Taing N. Y., i 
% 910 y Sta., Conn., 


Riensch-Wurl 


564 | 


Fine screens 
AMT Roch- Pleas- 
New 
58th N, Y. Britain, рї, 
1918 1922 | goi 
Riensch- | Riensch- 
Wurl Wurl Dorrco | Tark 
| Ma | M | Ms Ma 
188 153 245 
4 25 67 
92 SO il sieges ete 
6.2 18.8) 32.6 
304 1:009 Vil 22,5 55 
59.8 56.9 
2.1 16.3| 27.3 
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through pipes to the point of disposal. Prior to disposal, 
Screenings are sometimes compressed to remove some of their 
moisture and thus to reduce their bulk. 

The offensive character of screenings makes their prompt 
removal desirable and their sanitary disposal imperative. The 
methods of disposal to be considered are (1) burying or plowing 
under, (2) burning or incineration, (3) composting, (4) digestion 
alone or with other sewage solids. 

Screenings should not be buried too deeply as they will decom- 
pose but slowly if removed from the upper layers of the earth 
(known as the zone of “living earth ") in which bacterial activity 
is greatest. At the same time they should be covered sufficiently 
well to prevent odors and fly breeding. At some plants, screen- 
ings are employed to fill low-lying areas. To avoid nuisance the 
screenings are covered with grit removed from the grit chambers 
or with earth. At Plainfield, N. J., screenings are spread upon 
neighboring farm lands and plowed under. 

Where steam boilers are operated at the plant, screenings are 
often burned under the boilers after draining or compressing. 
Where high-temperature refuse incinerators are controlled by the 
municipality it is practicable to convey the drained or compressed 
screenings to the incineration plant for disposal. At New 
Rochelle, N. Y., the screenings are blown by compressed air to 
composting units, concrete boxes in which they are covered with 
б to 8 in. of sand or earth. After thorough “rotting” they are 
used as lawn dressing or for filling. 

Screenings can be digested alone or with other sewage solids. 
Tests at Milwaukee! showed that for the digestion of screenings 
alone a schedule of 40 days could be maintained. Reduction 
in solids was high (61 per cent), the ash content of the raw screen- 
ings being low (9 per cent). With this digestion schedule 66.8 
per cent of the organic matter, 59.5 per cent of the nitrogenous 
substances and 56 per cent of the fatty substances were decom- 
posed. The digested material drained readily. The required 
digestion capacity of the tanks was estimated at 1 gal. per capita. 
Experimenting with the digestion of mixtures of screenings and 
activated sludge it was found that while properly seeded activated 
sludge digested alone at 70°F. in 30 days, 10 and 20 per cent 
replacement by screenings increased the digestion period to 35 
and 40 days respectively. 

! Rupotrs: Jour., Boston Soc. C. E., 1929; 16, 51. 
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When screenings must be removed to protect pumps, but are 
to be digested together with fresh sewage solids, they may be 
transported to the digestion units by being returned to the sewage 
beyond the pump discharge. If they are macerated beforehand, 
as at Baltimore, they may even be returned to the sewage before 
it is pumped, and they will settle more readily and have less tend- 
ency to form a tough troublesome scum. 


GRIT CHAMBERS 


334. Objects of Grit Chambers.—A grit chamber is an enlarged 
channel or long basin near the beginning of a treatment plant 
in which the cross-section is increased to reduce the velocity 
of the flowing sewage, but only enough to cause the deposition 
of heavy solids such as grit, sand and gravel. When the chamber 
is placed at the upper end of an inverted siphon or at other 
points of protection on combined sewers or storm-water drains it is 
called a grit catcher. The principles of design and operation 
of grit chambers and grit catchers, however, are the same. 

The object of grit chambers is the removal by differential 
sedimentation of heavy mineral matter, like sand, gravel, bits of 
coal and cinders. In the collection and disposal of sewage, grit 
catchers or chambers may be desirable (1) to prevent inverted 
siphons and submerged outfall pipes from becoming clogged with 
material that often can be removed only with difficulty; (2) to 
prevent silt deposits in bodies of water into which sewage is dis- 
charged through outfalls or storm water overflows; (3) to prevent 
injury to pumping machinery. 

In sewage treatment plants grit chambers are of value (1) where 
pumps and other mechanical devices, notably brush-cleaned fine 
screens, are subject to excessive wear if the grit is not removed; 
(2) where the removal of sludge from settling basins or digestion 
tanks is rendered more difficult by the presence of heavy materials 
that do not flow readily; (3) where the deposition of grit on digest- 
ing sludge forms a sealing layer that increases the violence of gas 
ebullition when the layer is lifted and breaks; and (4) where grit 
will weight down activated sludge and increase the difficulty of 
maintaining the floc in suspension or where the grit will settle on 
diffuser plates and interfere with aeration. 

The inclusion of organic materials in grit chamber deposits 
should be avoided as far as possible, because they render the 
grit offensive and make its disposal more difficult. 
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335. Character and Quantity of Grit.—In sanitary sewage, grit 
may originate in the wash water from bathrooms and kitchens; 
from the washings of floors and cellars; from silt which enters the 
sewers through openings and loose joints; from illicit ground- 
water or storm-water connections; and from manufacturing 
processes. In storm water, grit may come from the washings of 
streets, roofs and yard areas; from silt entering the drains through 
openings and loose joints and from the draining of excavations. 
In combined sewage all these sources may contribute grit, and 
there is naturally more grit in combined sewage than in strictly 
separate sewage. Catch basins installed on combined systems 
do not obviate the necessity for grit chambers, but do reduce the 
load placed on them. Grit chambers usually are omitted when 
the sewerage system is constructed and maintained on the 
separate plan. 

The mineral constituents of grit as removed from the chambers 
resemble wet sand and gravel; the organic solids are chiefly raisin 
and other fruit seeds, coffee and tea grounds, rags, paper, bits of 
meat and vegetables, and in the United States of recent years, 
grain. As determined by the loss-on-ignition test, the organic 
matter may vary from 10 to 50 per cent. The higher values are 
commonly associated, however, with too low velocities. The 
quantity allowable depends upon the location of the chamber and 
the disposal area. At Cleveland it was found that grit with 15 per 
cent volatile matter was inoffensive and could be satisfactorily 
disposed of in a residential district by filling low land. The 
specific gravity of grit is about 2.0 and it contains about 35 per 
cent void space. Its weight is therefore about 85 lb. per cubic 
foot when dry, and slightly more than 100 lb. per cubic foot when 
wet. 

The quantity of grit is usually expressed in cubic feet, cubic 
yards or pounds per million gallons of sewage. The quantity of 
grit deposited depends not only upon the design and operation of 
the chamber, but also upon a number of collecting-system factors. 
Among the latter are the following: (1) separation of storm water 
and sewage; (2) topography and surface of the sewered area, in 
particular the nature of street and yard paving; (3) capacity of 
intercepters as compared with dry weather and storm flows; (4) 
sewer grades; (5) efficiency of catch basins and their cleaning. 

With a velocity of 1 ft. per second and a detention period of 
1 min., the average amount of grit deposited is commonly from 
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2 to 3 cu. ft. per million gallons. These values, while of service in 
deciding upon the quantity of grit to be handled and disposed of, 
cannot be used in fixing the storage capacity of grit chambers. 
For the latter, the quantity of grit deposited during storms 
between cleanings commonly controls. To allow for maximum 
storm demands between cleaning operations, grit storage of 10 to 
30 cu. ft. per million gallons generally is provided, depending upon 
many conditions. With these values, periods between cleanings 
may drop from an annual average of two weeks to only a few days 
at times of suecessive storms. In northern climates a winter sus- 
pension of cleaning up to 6 weeks is common. Where the grit is 
removed continuously the chambers and equipment must be able 
to cope with the grit load caused by the maximum storm. 

336. Design of Grit Chambers.— The factors to be considered 
in grit chamber design are: (1) velocity of flow and methods of 
obtaining uniform velocities with varying rates of sewage flow; 
(2) detention period; (3) grit storage; (4) method of cleaning; 
(5) shape of chamber. 

Experience has shown that a velocity of 1 ft. per second will 
permit the deposition of the bulk of the heavier mineral solids 
without including so much organie matter as to render the grit 
offensive. А range of 0.5 to 1.0 ft. per second generally is 
employed. The velocity fixes the cross-sectional area of the 
chambers. In order to keep the velocity within the desired 
limits 1t is usually necessary to provide two or more independent 
chambers to allow for fluctuations in sewage flow. In some cases 
the velocity is controlled by varying the width of the chamber at 
different depths. A separate channel for the dry-weather flow 
is frequently considered desirable. Influent and effluent conduits 
should be so designed that the sewage enters and leaves the 
chambers with a minimum of turbulence while maintaining self- 
cleaning velocities. 

The period of detention commonly employed is 1 min. This 
fixes the length of the chambers, and since the ratio of length to 
depth must not be too great (Section 313), the effective depth is 
delimited at the same time. Since sedimentation of granular 
solids is dependent to a large extent upon the surface area of the 
chambers, their width should be made as great as possible, while 
remaining consistent with other requirements. The separate 
units must not be made too wide for convenient cleaning, nor for 
the maintenance of a uniform velocity in the cross-section. 
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Computations based upon Hazen's theory of sedimentation will 
aid in the selection of proper widths as well as of the other 
dimensions. 

The quantity of grit to be stored has been discussed in Section 
335. Storage space is provided either throughout the length of 
the chambers or by means of one or more pits deeper than the 
remainder of the basins. In allowing for grit storage, some 
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uncertainty is introduced in estimating the velocity of flow 
through the chambers. Experiments have indicated the frequent 
existence at, or near, the invert levels of the influent conduits of a 
plane below which stagnation occurs. In estimating velocities, 
some movement below this level should be provided for, if the 
velocity of flow through the chamber is to be high enough to 
prevent the settling of organic solids when the grit storage space 
is clean. Concentration of grit storage in pits may be useful in 
this connection as well as for cleaning purposes. Reduction of 
the cross-section below the invert elevation and the separation of 
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the flowing-through section from the grit collecting section by 
means similar to those employed in Imhoff tanks (Section 348) 
have been resorted to also. 

The methods of grit storage are commonly predicated upon the 
processes of cleaning to be employed, which will be described in 
the next section of this chapter. As previously indicated other 
factors also must be considered. Methods of grit storage 
together with velocity factors will determine the shape of the 
chambers. 

The grit chambers at the Easterly sewage treatment works 
at Cleveland, O. (Fig. 170), will serve to illustrate the design of 
grit chambers. The characteristics of these chambers, as 
described by Gascoigne,' are as follows: 


Number of units: 12 plus 1 dry-weather channel 

Dimensions of units: length 60 ft.; width 7 ft.; chamber depth (under 
conditions of maximum flow) 3.2 to 5.55 ft.; pit depth 6.05 to 8.84 ft. 

Population served: 575,000. 

Average daily flow (1923-1925): 83.6 million gal. 

Average dry-weather flow (design value): 92 m.g.d. 

Capacity of each chamber: 12 to 24 m.g.d. 

Maximum-flow capacity of plant: 288 m.g.d. — 3.13 X dry-weather flow. 

Design velocities: 0.5 to 1.0 ft. per second. 

Detention period: 60 to 120 sec. 

Grit storage space: 13 cu. yd. per pair of hoppers — 156 cu. yd. in all 12 
chambers. Additional space below flow line of outlet conduit, 243 cu. yd. 
Available capacity for maximum flow, 1.38 cu. yd. per million gallons, 
and with 25 per cent ineffective, 1 cu. yd. 

Frequency of cleaning (1923-1925): 5 to 36 days, average 16 days. 

Method of cleaning: electrically-operated grab bucket traveling on & 
monorail system, loading into industrial cars. 

Grit removed (1923-1925): average, *.1 cu. ft. per million gallons; maxi- 
mum, 7.3 cu. ft. per million gallons. 

Composition of grit: 18 per cent volatile matter. 

Racks: two bar racks, the first with 114-in. openings, the second with 34-in. 
openings. 

Cost: $1,245 per million gallons for grit chambers and essential 
appurtenances, 


337. Cleaning Grit Chambers.—There are a number of ways 
of cleaning grit chambers, the choice of cleaning devices depend- 
ing largely upon the size of the plant and the frequency of cleaning 
required. The methods may be classed as (1) hand cleaning; 
(2) mechanical cleaning; and (3) hydraulic cleaning. 


1 Trans., A. 8. C. E., 1927; 91, 496. 
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Hand cleaning is commonly employed at small plants, the grit 
being shoveled into containers varying in size from buckets to 
industrial railway cars. The containers are lifted out of the 
chambers by hand hoists or by power-driven stationary or 
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Fie. 171.—Dorr detritor. 


movable cranes. Hand cleaning requires the unwatering of the 
chambers. This is commonly accomplished by fixed or portable 
pumps such as diaphragm or centrifugal pumps. 

Mechanical cleaning devices take the form of bucket elevators, 
scrapers and clamshell buckets on mounts of various types. 
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These permit cleaning without unwatering and during operation; 
although chambers often are both unwatered and bypassed during 
mechanical cleaning where this is not strictly necessary. Where 
basins are cleaned by clamshell buckets, it is desirable to prevent 
injury to the floors by protecting them with some hard covering, 
such as granite block pavement or steel plates. Continuous 
cleaning by mechanical devices, notably scrapers, is coming into 
use. 

The “Dorr detritor" shown in Fig. 171 is designed as a square 
basin with rounded corners and equipped with a grit-collecting 
and removal mechanism. The principle of operation of the col- 
lecting mechanism is similar to that employed in sedimentation 
tanks for the removal of sewage solids (Section 360). Movement 
of the grit, however, is outward rather than inward. Plows 
mounted on four radial revolving arms carry the grit to an 
inclined channel along one side of the basin. А series of recipro- 
cating rakes move the grit up the inclined floor to the discharge 
point at the upper end. While passing up the incline organic 
solids are separated from the grit and carried back into the basin 
through a special opening. A cleaner, drier grit is said to be 
obtained by this method than in the usual way. 

Hydraulic devices worthy of note are eductors, sand dredges and 
monitors. The first two devices lift the grit out of the chambers 
as a watery slush. Eductors are commonly connected to pits 
while sand dredges may travel the length of the chambers. 
Monitors are fire nozzles that direct a stream of water from some 
central point into the chamber and flush the deposits out 
through pipes in the sidewalls or bottom of the chamber. They 
are particularly applicable to side-hill locations. 

338. Disposal of Grit.—Grit should be disposed of by burial, 
unless it contains relatively small quantities of organic matter. 
It has been mentioned that at Cleveland, O., the grit contains 
about 15 per cent volatile matter and is used for filling low-lying 
areas in & residential section. Filling is probably the most 
general method of disposal, and it is possible sometimes to use grit 
for covering screenings which are to be disposed of at the same time. 
Sometimes clean grit is used as a top dressing for dirt or gravel paths 
and drives used for light or occasional traffic. It is said to be of 
value,! too, for mixing with soil in the raising of certain garden 
crops, notably cucumbers, squashes, melons and tomatoes. 

‘ SKINNER: Trans., A. S. С. E., 1927; 91, 532. 
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Washing the grit for the removal of offensive organic material 
has been undertaken, sometimes with indifferent success. 


SKIMMING TANKS 


339. Objects of Skimming Tanks.—A skimming tank is a 
chamber so arranged that floating matter rises and remains on the 
surface of the sewage until removed, while the liquid flows out 
continuously under partitions, curtain walls or deep scum boards. 

The object of skimming tanks is the separation from the 
sewage by flotation of the lighter, floating solids. "The material 
collecting on the surface of skimming tanks, whence it can be 
removed, includes oil, grease, soap, pieces of cork and wood, 
vegetable debris and fruit skins, originating in household and 
industry. The removal of these substances, notably oil and 
grease, is desirable (1) where the formation of unsightly scum or 
“slick” on waters receiving otherwise untreated sewage is to be 
avoided; (2) where similar conditions are to be obviated in the 
tanks of sewage treatment works; (3) where heavy discharges of 
oil and grease would interfere with aerationin the activated sludge 
process of sewage treatment (see Chapter XVIII) or with the 
reaeration of sewage-polluted waters. 

The use of skimming tanks for the treatment of municipal 
sewage is a relatively new development brought about by the 
increased use of oil for domestic and industrial purposes and the 
discharge of waste oil and grease into the publie sewers from 
garages. In non-manufacturing communities the ether-soluble 
matter is commonly estimated at 20 gm. per capita daily, or over 
8 tons per 1,000 population per year. This is in itself а 
considerable quantity, and is greatly increased by sudden 
diseharges of oily and greasy wastes in relatively large quanti- 
ties that do not appear in average analyses. Not all of this 
material however, will rise to the surface of skimming tanks. 
Much of it is found as a coating on heavier particles and escapes 
with them. 

340. Design of Skimming Tanks.—The design of skimming 
tanks dealing with municipal sewage has not yet crystallized. 
The few American tanks in existence or under construction are 
elliptical or circular in shape and provide for a detention period 
of 1 to 15 min. The outlet, which is submerged, is situated 
Opposite the inlet and at a lower elevation, to assist in flotation 
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and to remove any solids that may settle. The characteristics 
of three American tanks are listed in Table 82. 


TABLE 82.—DrxsiGN CHARACTERISTICS OF SKIMMING TANKS 


W [SERE Toledo, О. Akron, O. 
Quantity of sewage treated, 
m.g.d. 

AN Acte re CIBUS SD SR ERAT IP 85 21 33 

епот eoe ОСЕР ЧА 101 94 
Average detention period, min. 1 1.8 12.6 
Number of tanks.............. 1 1 2 
Shape ous. oen. ooh ЛИ у Egg-shaped | Elliptical Circular 
Temata. РТОМ ЕТЕ С 22.75 21 I 
ma M UE n Po UR уш 16 13 ро D 
Maximum depth, ft............ 19 23 12 
Inlets 

ке FESSES НУ 5 (diameter) | 6 (diameter) 4x3 

Depth below flow line, ft..... 6 12 5 
Outlets 

Rino ТЕС ЧА ene 5 (diameter) | 5 (diameter)| 3.5 x 3.5 

Depth below flow line, ft.....| 16 | 23 8 


The skimming tanks designed by the authors for Akron, O., 
serve а two-fold purpose which is described in Section 342. 

A German skimming tank designed by Kremer is circular in 
shape with a central downward-directed inlet much like a Dort- 
mund tank (see Section 345). The tank is provided with a 
circular baffle under which the sewage must pass to rise near the 
walls and to flow over a cireular weir into the outlet conduit 
attached to the walls. The light materials to be separated from 
the sewage rise to the surface in the inner compartment created 
by the baffle. A weir and outlet conduit for the grease and oil 
are attached to the baffle. This weir is placed at a higher eleva- 
tion than the sewage weir and thus permits only the materials 
lighter than water to overflow. Imhoff has advocated the use 
of long trough-shaped tanks with а detention period of 3 min., 
air being blown into the sewage from the bottom of the tank to 
separate the oil and grease from the remaining sewage matters 
to which they may be attached. 

341. Removal and Disposal of Floating Matters.— The 
materials collecting on the surface of skimming tanks are com- 
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monly removed by hand. They are either dipped up or are 
collected on perforated trays that are dragged through the sewage 
until covered with floating materials. The scum may be driven 
to collecting points by revolving arms or by jets of water directed 
almost horizontally over the water surface. If the material has 
been dipped up or otherwise contains much water, it is sometimes 
placed in separating tanks from which the water is drawn off, 
or it is discharged onto drying beds similar to sludge-drying beds 
(see Section 432) which are sometimes covered with a layer of saw- 
dust. 'The drained material may be buried, burned, or mixed 
with dried sludge from settling tanks and used for filling. 

Very little information is obtainable on the quantity of floating 
matter that readily can be removed from sewage. At Wash- 
ington, D. C., about 100 Ib. per day are obtained from 85 m.g. of 
sewage; at Worcester, Mass., about 100 cu. ft. of oil and grease 
per 1,000 population were skimmed from the surface of Imhoff 
tanks during 1926. 


Outline of Building, 


Grit Chambers 
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Section A-A 
Fic. 172.—Diagrammatic sketch of skimming-detritus tanks at Akron, Ohio. 


342. Skimming Detritus Tanks.—In the tanks designed for 
Akron, O., separation of the heavy, readily settling solids and of 
the light floating materials is effected in a single unit called a 
skimming detritus tank (see Fig. 172). The characteristics of 
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this tank have been given in part in Section 340. Floating 
wooden booms are provided to skim the grease from the surface 
of the tank and to concentrate it in front of an adjustable weir 
over which it is pushed onto a draining bed. A mechanism 
carrying revolving plows is provided to move the grit and other 
solids settling from the sewage to а central hopper, whence it is 
pumped with about 20 per cent of the average sewage flow to grit 
chambers in which the real separation of grit takes place. After 
fine screening this so-called underflow passes into the main 
conduit of the plant carrying the principal flow of sewage that 
passes directly through the skimming detritus tanks. 

343. Grease Traps.—Grease traps are in reality small skim- 
ming tanks connected with the house orindustrialsewer. Situated 
so close to the source of grease, which is often discharged with 
hot water, it is essential that they be given sufficient capacity 
to permit the sewage to cool and the grease to separate after 
congealing. Grease traps are employed at many manufacturing 
plants, garages, hospitals and hotels. A number of proprietary 
tank patterns are in use. In most of them the inlet is situated 
below the surface and the outlet at the bottom. To be efficient 
they must be large enough to hold and, if necessary, cool the 
sudden discharges of oily or greasy wastes and they must be 
cleaned frequently and regularly. Neither of these require- 
ments is met in many cases. In the army cantonments con- 
structed during the Great War, a capacity of 300 gal. was found 
desirable to serve a 250-man kitchen. 
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Problems 


1. Two inclined racks with 11$-іп. openings in adjacent channels are to 
screen the sewage from а combined system arriving at the treatment plant 
in а circular sewer; d = 5ft. 0 in.; n = 0.013; S = 0.00087; maximum carry- 
ing capacity three times the dry-weatherflow. Find (a) the area of the racks 
and their inclination, (b) the size of the steel bars composing the racks, (c) 
the minimum and maximum loss of head through the racks that you would 
expect; (d) make a sketch of one of the steel bars showing its thickness, 
length, width and method of support; (е) estimate the amount of screenings 
to be handled. 


SCREENS, GRIT CHAMBERS, SKIMMING TANKS 517 


2. If in Problem 1 the inclined racks were to be replaced by cage racks 
with steel rods with 1-іп. clear openings what would be the answers to 
(a), (b), (c) and (e)? 

3. At Frankfort, Germany, three wing racks possessing five vanes are 
used. The racks are 19.6 ft. in diameter and screen from 10 to 13 m.g.d. 
of sewage each. The effective radial length is 8.2 ft. Each vane con- 
sists of 0.16 by 1.20-in. steel bars, 0.4 in. apart. The ratio of the free 
openings to the entire vane is 1:2.4. If the sewage flows in the approach 
channels at а velocity of 1 ft. per second, (a) what must be the width of 
the racks; (b) what must be the depth of the depression in the channel; 
(c) what must be the elevation of the shaft above the channel? Illustrate 
with sketch. 

4. The link bar rack at the main outfall works of Hamburg, Germany, 
has been described in Section 330. "There are two racks, each 10.8 ft. 
wide and 19 ft. high over all. Their inclination to the horizontal is about 
63 deg. The screens are subjected to a tidal range of 6.2 ft. above normal 
flow. The ordinary depth on the racks is 6.0 ft. The upward velocity of 
the racks is 1 to 2in.persecond. Theusual head is 8 in., but the head builds 
up to 30 in. at times due to collected screenings. The sewage flow varies 
from 140 to 700 c.f.s. (a) Find the maximum thrust on the two shafts. 
(b) Assuming ratio of free openings to total screening surface as 1: 1.5, what is 
the coefficient of discharge for worst conditions? 

b. Measurements of the loss of head through Riensch-Wurl sereens are 
found to be as follows: size of openings, }¢ in. X 2 in.; flow, 25 m.g.d.; 
loss of head, 1.2 ft. The screens are 12 ft. in diameter and are inclined 
30 deg. from the horizontal. The total area is approximately 127 sq. ft., 
45 per cent of the surface is submerged when the screens are clean, and 
20.2 per cent of the total area is slotted. Ву Wurl's method of analysis (a) 
what is the coefficient of discharge for clean screens? (b) Assuming a coeffi- 
cient of discharge of 0.5 and that 25 per cent of the openings are covered 
with screenings, what is the area of openings submerged? 

Ans. (a) 0.38. 
(b) 11.7 sq. ft. 

6. What is the maximum self-cleaning force in Ib. per square inch exerted 
on a clogged opening in а Dorrco screen? 

Ans. 0.29 Ib. per square inch. 

7. Estimate the daily volume (a) and weight (b) of screenings collected 
on a fine screen handling 40 m.g.d. of sewage. (c) How many gallons 
of water will these screenings contain and (d) how much volatile matter? 
If these screenings are disposed of by burial in 36-in. deep trenches with 4-in. 
cover and 1 year is required for decomposition, (e) what acreage of disposal 
&rea is needed? 

8. Make an analysis of the grit chambers at the Easterly sewage treat- 
ment works of Cleveland, O., on the basis of Hazen's theory of sedimentation. 
Determine the performance of the individual chambers for flows of (a) 
12 m.g.d.; (b) 24 m.g.d. 

9. Determine the annual quantity of grit in cu. yd. to be disposed of by 
the Easterly sewage treatment works of Cleveland, O., on the basis of the 
verformance observed for 1923-1925. Ans. 2,370 cu. yd 
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10. An analysis of the grit collected at the Irondequoit plant of the 
Rochester sewerage system showed that 1 cu. ft. drained and packed weighed 
85 lb. (a) Estimate the specific gravity of the material assuming 35 per cent 
void space. (b) A sample of the grit showed 23.3 per cent loss on ignition. 
If the specific gravity of the organic matter were 1.2, what would be the 
specific gravity of the mineral constituents? Ans. (a) 2.1. 

(b) 2.4. 

11. A grit chamber installation is to be designed for a city with an aver- 
age dry-weather flow of 1 m.g.d. and a storm flow equal to 3 times the dry- 
weather flow. What values would you choose for the following: (a) mini- 
mum detention period; (b) maximum rate of flow; (c) length of units; (d) 
width of units; (e) depth of units; (f) number of units; (g) grit-storage 
capacity; (h) average number of days between cleanings? Give the reasons 
for your choice. Make a sketch of the plant. 

12. What are the velocities of flow at the maximum cross-section of the 
skimming tanks at (a) Washington, D. C., and (b) Toledo, O.? 

Ans. (a) 0.38 ft. per second. 
(b) 0.19 ft. per second. 

13. Make a sketch of the Kremer skimming tank described in Section 

340. What objections do you see to this type of tank? 


CHAPTER XVI 


SEDIMENTATION BASINS AND SLUDGE 
DIGESTION TANKS 


344. Classification of Sedimentation Units.—As stated in 
Chapter XIV, the object of sedimentation is the removal of the 
settling solids from the sewage by gravity and by aggregation of 
particles incidental to the subsidence of flocculent sewage matters. 
If coagulating chemicals are not added to the sewage, the struc- 
tures in which the process of settling takes place are known as 
plain sedimentation tanks. If coagulating chemicals are used 
for the purpose of bringing the finer suspended and colloidal 
solids together into masses of larger bulk, thus increasing 
gravitational deposition of both coarse and fine solids, the struc- 
tures are called chemical precipitation tanks. If the precipitated 
sludge is stored (1) in the bottom of the settling tank, (2) іп а 
compartment situated below the flowing-through chamber, or (3) 
in a separate tank, the structures providing for this supplementary 
process of septicization, or sludge digestion, are respectively 
designated (1) single-story septic tanks, (2) two-story septic 
tanks, or (3) separate sludge-digestion tanks. 

Without going into the matter of fill-and-draw tanks, which are 
now practically obsolete, the structures may be classified as follows: 
(A) According to the direction of flow. 

1. Horizontal-flow tanks. 
(a) With continuous longitudinal displacement of the flowing sew- 
age from the influent to the effluent end (Fig. 173 a, b, e, f, g 
and i). 
(b) With "mE radial displacement of the flowing sewage 
from a central inlet to a peripheral outlet (Fig. 173 c and Л). 
2. Vertical-flow tanks with continuous vertical, and to a slight extent 
radial, displacement of the flowing sewage trom a central down- 
ward directed inlet to a peripheral outlet, Dortmund tanks (Fig. 
173 d). 
(B) According to the method of sludge collection and removai. 
1. Flat-bottomed tanks which must be emptied when the sludge is to 
be removed (Fig. 173 a). 
(a) Without septic action. 
(b) With septic action. 
519 
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2. Hopper-bottomed tanks in which the sludge is withdrawn from the 
apex of the hopper, commonly during operation and under the 
influence of the hydrostatic head on the sludge (Fig. 173 b, c 
and d). 

(a) Without septic action. 
(b) With septic action. 

3. Flat-bottomed tanks provided with mechanical cleaning devices 
in the form of scrapers or plows which move the sludge to a 
colleeting point whence it is generally withdrawn as under B2 
(Fig. 173 e and f). 

4. Two-story tanks in which the sewage flows through upper sedimen- 
tation compartments, the settling solids sliding into lower sludge 
compartments, where they undergo septic decomposition. 

(a) With rigid separation of sewage and sludge, Imhoff ог Emscher 
tanks (Fig. 173 g and h). 

(b) With partial separation of sewage and sludge, T'ravis or hydrolytic 
tanks (Fig. 173 i). 

5. Combination of flat-bottomed, hopper-bottomed, mechanically- 
cleaned, or two-story tanks with separate sludge-storage tanks 
into which the deposited solids are delivered for septic decom- 
position, or digestion. (The digestion units are shown in Fig. 
173 j, k, Land m.) 

6. Shallow underdrained settling basins operated alternately as sedi- 
mentation units and as sludge-drying beds. 

(C) According to the function and position of the units in the treatment 
works. 

1. Preliminary, primary, or pre-sedimentation units, which precede 
oxidation processes or disposal without oxidation treatment. 

2. Final or secondary sedimentation units, which follow oxidation 
treatment. Succeeding trickling filters, these are known as 
humus tanks. 


Conventionalized sections of the various types of units are 
shown in Fig. 173. The principles of operation and design of 
sedimentation basins and sludge-digestion tanks will be treated 
in this chapter, with the exception of final or secondary sedimenta- 
tion units, discussion of which will be deferred to the chapters 
dealing with the processes in connection with which this class 
of units is used. 


PRINCIPLES OF OPERATION 


345. Plain Sedimentation Tanks.— Two types of plain sedi- 
mentation tanks are in common use, (1) horizontal-flow tanks 
with longitudinal displacement of the sewage and (2) vertical-flow 
tanks. The former are employed particularly for preliminary 
clarification preceding oxidation processes or preceding disposal 
without further treatment other than disinfection in certain 
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cases. "The latter find most frequent application as clarification 
units following trickling filters or activated-sludge treatment. 
Radial flow with plain sedimentation is not much employed. 
Formerly plain sedimentation tanks were at times arranged in 
series to provide a long route through which the sewage had to 
travel, a sufficient time for clarification being thus afforded. 
This arrangement is now seldom attempted, and tanks are 
commonly placed in parallel and in sufficient number to secure an 
adequate detention period. 

Horizontal-flow Tanks.—In the order of their development, 
horizontal-flow tanks may be classified as flat-bottomed tanks 
(Fig. 173a), hopper-bottomed tanks (Fig. 1735), and tanks 
with sludge-removing mechanisms (Fig. 173e and f). The 
distinguishing feature of these tanks is the method of sludge 
collection and removal. 

The older type of horizontal-flow tank is commonly a shallow 
rectangular structure. The bottom rises towards the outlet and 
slopes transversely towards one or more drains running longi- 
tudinally through the tank. The tank must be emptied for 
cleaning. A draw-off pipe or floating arm and valve are provided 
to remove the supernatant liquid (Fig. 173a). If this pipe or 
valve is situated at the outlet end, the greatest possible quantity 
of water will be withdrawn. Sludge sluices are provided at 
the deep end where the heavier and greater part of the settling 
solids subside if the velocities are not too high. Part of the 
sludge moves to the sludge sluices by gravity; the remainder must 
be pushed down the sloping bottom by means of wooden scrapers 
and squeegees. Gates in the side walls of the tank are sometimes 
used to introduce flushing water from adjoining tanks and thus 
to supplement the work of the scrapers. Hose connections on 
water-supply lines may also be employed for this purpose. 

To eliminate hand-cleaning, hopper-bottomed tanks were 
developed. In these tanks the bottom is shaped into a series of 
hoppers into which the sludge settles. The slopes of the hoppers 
are sufficiently great to permit the settling solids to slide to the 
bottom where the sludge outlets are situated. The sludge is 
withdrawn from time to time by gravity or by pumping. Two 
different arrangements are commonly used (Fig. 178): (1) vertical 
or inclined riser pipes ending near the bottom of the hoppers, and 
(2) horizontal sludge pipes connected to the apices of the hoppers. 
Sludge may be withdrawn during operation. 
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The latest development in plain sedimentation tanks is the 
provision of mechanical sludge-removing equipment. Two types 
of mechanism are in widest use: the Dorr mechanism (Fig. 173e) 
and the Link-Belt mechanism (Fig. 173f). The former has been 
developed for use with circular or square tanks, the latter for 
rectangular tanks. Plows or scrapers are employed to move the 
deposited sludge towards the outlet, whence it is withdrawn by 
gravity or pumping. Sludge may be removed continuously or 
intermittently, without placing the tank out of operation. A 
somewhat thicker sludge is said to result than in other plain 
sedimentation tanks. 

Sludge removal mechanisms are employed chiefly in connection 
with (1) preliminary sedimentation, the sludge being removed to 
separate digestion tanks, and (2) the clarification of the effluent 
from activated sludge aeration tanks. In both cases it is 
commonly desired to remove the sludge before septic decomposi- 
tion sets in. 

Vertical-flow Tanks—In vertical-flow or Dortmund! tanks 
(Fig. 173d) the influent pipe extends to a considerable depth 
below the surface, where the sewage is distributed at a relatively 
low velocity throughout the horizontal cross-section of the tank. 
The pipe usually ends several feet above the elevation of the 
sludge deposits, to avoid any agitation of the sludge by the incom- 
ing sewage—unless it is desired to have the sewage as it enters 
come in contact with the sludge, so as to take advantage of any 
influence the latter may have in promoting precipitation by 
attraction and coagulation. This is apparently of some value 
with certain industrial wastes. 

After leaving the inlet orifice, the sewage spreads out as it 
rises in the tank, and its velocity is gradually reduced to a rate 
at which the particles of suspended matter are just held in 
equilibrium, neither rising nor falling. As sewage passes this 
zone of equilibrium the coarser solids are mechanically filtered 
out by the suspended mass, which increases in density, and 
coagulation occurs by the aggregation of particles. When this 
mass becomes sufficiently dense, portions drop out of the stratum’ 
and settle to the sludge at the bottom. 

Sludge is drawn from the conical bottom, as in hopper-bottomed 
tanks, without requiring the emptying of the tank, and may be 
delivered by gravity at a considerable elevation above the bottom 

1 А town in Germany where this type of tank originated. 
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of the tank, because of the hydrostatic pressure of the sewage 
above it. 

Vertical-flow tanks are particularly adapted to the clarification 
of the effluent from trickling filters, because it is desirable to 
reduce as much as possible the time of contact of the liquid and 
sludge, which is best accomplished in this type of tank. If 
shallow tanks are used, the suspended matter in such effluents, 
accumulating on the sides and bottom, will reduce the quantity 
of dissolved oxygen in the liquid passing through them. Vertical- 
flow tanks are also much used for the settling of the effluent 
from activated-sludge units, because the deposited sludge is 
readily withdrawn and thus permits aerobic conditions to be 
maintained in sewage and sludge (see Section 396). 

346. Chemical Precipitation Tanks.—Chemical precipitation 
tanks do not differ materially in design and operation from 
plain sedimentation tanks, except that they must be so 
proportioned as to (1) permit the chemical reactions to take place 
as well as allowing the coagulated solids to settle and (2) provide 
increased storage capacity for the sludge, which is greater in bulk 
due to increased removal of solids and the presence of the pre- 
cipitating chemicals. As pointed out in Chapter XIV, the use of 
chemical precipitation is of waning significance in the treatment 
of municipal sewage, although still of importance in dealing with 
certain kinds of industrial wastes. Flat-bottomed, horizontal-flow 
tanks have commonly been employed in connection with chemical 
precipitation. They are preceded by mixing devices in which the 
chemicals added to the influent are dispersed through the sewage. 
Baffled channels with round-the-end or over-and-under baffles 
have been installed most widely for this purpose. For methods of 
storing, handling, adding and mixing the chemicals the student is 
referred to textbooks on water purification. 

347. Single-story Septic Tanks.—These tanks serve a two- 
fold purpose by providing (1) for the deposition of the settling 
solids by sedimentation and (2) for the partial or complete 
digestion of the sludge prior to its disposal. Horizontal-flow, 
flat-bottomed or hopper-bottomed tanks are employed almost 
exclusively. Relatively large sludge storage is provided so that 
the deposited sludge may remain in the tank for a sufficient 
length of time to undergo decomposition or digestion before 
being withdrawn. As a result of bacterial activity anaerobic 
conditions are established in the sludge. The organic matter is 
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decomposed and gasification, liquefaction and mineralization 
take place. By gasification some of the sludge is lifted to the 
surface and a floating scum layer is formed, in which other 
floating solids are enmeshed. Sludge particles which are freed 
from gases at the surface lose their buoyancy and settle back to 
the bottom. An upward and downward movement of sludge 
is thus maintained. To prevent the escape of sludge particles in 
the effluent much longer detention periods are therefore required 
than in plain sedimentation tanks, and baffles must be more 
carefully designed. 

The scum forming on septic tanks (single-story, two-story and 
separate sludge-digestion tanks) consists chiefly of the coarse 
suspended matter which tends to float. Its quantity depends 
mainly on the character of this suspended matter. If the sewage 
is fresh and the suspended matter is not much disintegrated, 
large quantities of seum are probable. The suspended matter 
brought to the surface of the sewage sometimes forms such a com- 
pact mass that the entrained gases can be liberated but slowly. 
Meanwhile the formation of more gas in the remaining sludge 
carries more suspended matter to the surface, increasing the 
thickness of the scum perhaps to 2 ft. or more in extreme cases, 
and it often projects 2 to 6 in. or more above the surface of the 
sewage. Under such conditions, especially in open tanks, the 
surface of the scum is likely to become dry and leathery, thus 
forming a fairly tight roof, sometimes cracked by the gas pressure 
below it. Molds and fungi often develop in this mass, binding it 
together, and eventually weeds may cover its surface. Much 
trouble has been experienced under some conditions, particularly 
in the South, from the breeding of flies in this mat, necessitating 
screening and treatment with oil or other insecticides. Digestion 
of solids is greatly retarded in the scum. 

Except for small, usually private installations, in which single- 
story septic tanks find wide application, this type of tank has 
been displaced largely by Imhoff tanks or by plain sedimenta- 
tion tanks combined with separate sludge-digestion units. The 
reasons for this loss of favor are: (1) the appearance of solids 
in the effluent, which may at times increase the suspended solids 
content of the effluent above that of the influent; (2) the septic 
character of the effluent, which often increases its oxygen avidity, 
is likely to render it offensive, and sometimes unfits it for further 
biological treatment; (3) the nature of the sludge removed, which 
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may contain a large proportion of insufficiently digested solids, 
unless tanks are operated in rotation and each tank, after the 
sludge-storage capacity has been reached, is allowed to remain 
idle for relatively long periods of time before the tank is cleaned; 
(4) the difficulty of cleaning the tanks, especially in the breaking 
up of the seum layer, which is sometimes several feet thick and 
very tough; (5) the greater prevalence of objectionable odors; 
(6) the better economy of other treatment methods, especially as 
regards the required tank capacity. 

Single-story septic tanks are cleaned in much the same way as 
plain sedimentation tanks. When the sludge is to be removed 
the tank usually must be unwatered. It is often necessary to 
break up the seum by means of hose streams, to induce it to settle 
to the bottom and flow to the sludge outlets. 

348. Two-story Septic Tanks.—The idea of separating the 
settling solids from the digesting sludge, in order to avoid the 
objectionable features of septie tanks while taking advantage of 
the desirable ones, originated at the Lawrence Experiment 
Station of the Massachusetts Department of Publie Health. 
Development of a two-storied structure which would operate 
on this basis was first accomplished by Travis! at Hampton, 
England (Fig. 173 7); next by Imhoff? in the Emscher Sanitary 
District, Germany (Fig. 173 g and A). The essential difference 
between these two types of structures lies in the more rigid 
separation of flowing sewage and digesting sludge accomplished 
in the Imhoff tank. In the Travis design from one-sixth to 
one-eighth of the sewage is sent through the lower, or sludge 
digestion, compartment, avowedly for the purpose of (1) washing 
out excessive quantities of undesirable enzymes or toxic products 
of bacterial activity and (2) reseeding the sludge with bacteria 
contained in the fresh sewage and required for the digestion of the 
solids. Imhoff could not agree that desirable effects were pro- 
duced by the flowing sewage introduced into the digestion com- 
partment, and considered that the solids washed out of the lower 
Story degraded the quality of the effluent. 

А further difference in principle and design of the two tanks 
lies in the use by Travis of vertical slats or splines, called col- 
loiders, which are hung in the sedimentation compartment for the 
purpose of collecting on their surfaces finely divided suspended 


! Hampton or hydrolytic tank. 
* Imhoff or Emscher tank. 
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matter or colloidal substances. In the light of experience with 
submerged contact aerators (Section 424), however, the area of 
the contact surface provided by Travis seems to have been too 
small to be of practical value. In the later designs of Travis 
tanks, colloiders were omitted. 

In the United States Travis tanks have not been installed. 
In Germany both Imhoff and modified Travis tanks continue to 
be employed. Radial-flow Imhoff tanks (Fig. 1734) were at one 
time frequently constructed. Expense and construction dif- 
fieulties, however, have been largely responsible for their 
decreased use. 

Imhoff Tanks.—ln Imhoff tanks sewage flows through the 
sedimentation chambers only, and the sole function of these cham- 
bers is the removal of the settling solids. "These solids drop to 
the inclined surfaces of the floor of the sedimentation chambers 
and slide through slots into the sludge chambers. The slot is 
trapped so that no gases from the sludge chamber can rise into 
the sedimentation ehamber. In the sludge chamber the solids 
undergo septic decomposition as in a septic tank. The gases 
given off by this decomposition rise through the portions of the 
sludge chamber which are extended above the top of the tank, 
called gas vents or scum spaces; and scum collects on the surface 
of the sewage in these vents just as it does on the surface of 
septic tanks, and often to a greater depth. On account of the 
depth of the sludge chamber and the long period of time the 
sludge is allowed to digest, the sludge from tanks of this type 
which are operating normally is more dense than that from plain 
sedimentation tanks or septic tanks. Theoretically, therefore, 
the tank carries on simultaneously and independently, by means 
of its two-story construction, the functions of both plain sedi- 
mentation tanks and septic tanks. 

To secure uniform distribution of settled solids throughout 
the length of the digestion compartment and thus to utilize the 
storage capacity in greatest measure, provision for reversing the 
direction of flow through the tanks is commonly made and 
transverse obstructions are avoided, as far as structurally 
possible. Inlets and outlets must be designed alike. 

One of the most important advantages of this form of tank 
is its production, when operating properly, of sludge which is 
easily disposed of (see Section 429). Sludge is removed in much 
the same way as from hopper-bottomed tanks. 
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In order to prevent particles of sludge or scum from penetrating 
into the sedimentation or flowing-through compartments, the 
sludge and seum must be maintained at a distance of at least 
18 in. below and above Шә slots, терен ру: 'The clear zone is 
called a ‘‘neutral zone.’ 

A peculiar feature of the operation of Imhoff tanks is the pro- 
duction, at times, of so much gas in the sludge chamber that the 
sewage in the gas vents seems to foam or boil. This is called 
*foaming." Occasionally the gases bring up with them so much 
sludge that the scum overflows the tops of the gas vents. Foam- 
ing seems to be associated with acid conditions in the digesting 
sludge, such as are observed when (1) the tank is overloaded, 
(2) rapid digestion of the sludge accumulated during the cold 
winter months sets in as the weather becomes warmer, (3) acid 
or acid-forming industrial wastes are present in the sewage. 
Excessive growths of certain protozoa are often associated with 
foaming. 

Heavy scum formation and foaming can be combatted by (1) 
drawing off sludge; (2) breaking up the scum with paddles or 
other mechanical means; (3) directing a jet of water, or better, 
of sewage pumped out of the tank, preferably from the digestion 
compartment, into the scum spaces. Acid foaming can be 
reduced, too, by liming. Circulation of sludge liquor to which 
lime may be added, if necessary, is promising of good results. 

The gases of decomposition which pass into the gas vents are 
either permitted to escape to the atmosphere or are captured by 
covering the vents and providing them with gas hoods which 
commonly collect the gas under water (Fig. 179). The gases, 
which consist chiefly of methane, may be utilized for heating or 
power purposes. Only the combustible gases, of course, are of 
value in this connection. 

'The sludge chamber of an Imhoff tank is intended to retain its 
contents in a stagnant condition, without any circulation of 
liquid through the slots opening into it from the sedimentation 
chambers above. It is therefore desirable to design and operate 
the tank so that no material fluctuations of sewage level will occur, 
for such fluctuations, particularly if sudden, will cause differences 
of hydrostatic pressure and, consequently, surges of septic sewage 
up through the slots. Furthermore, if currents down through 
the slots exist to such a degree that considerable fresh sewage 
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enters the sludge chamber, there is a possibility of the evolution 
of hydrogen sulphide. 

The danger of diffusion increases with the number of sedi- 
mentation chambers overlying a single sludge chamber. Care 
must be taken to have the inlets and outlets designed to give the 
appropriate proportion of flow to each sedimentation chamber. 
If the operating conditions are such as to require careful attention 
from the superintendent, it may be advisable to connect the sedi- 
mentation chambers at each end of the tank so as to maintain the 
same surface elevation in all of them. 

349. Separate Sludge-digestion Tanks.—Instead of placing 
the digestion unit below the sedimentation unit as is done in two- 
story tanks, the units may be constructed side by side or at some 
distance from one another. 'The expense and construction 
difficulties sometimes incident to the great depth of two-story 
tanks are thus reduced. Any one of the common forms of settling 
tanks may serve as the sedimentation unit, the deposited solids 
being conveyed thence continuously or at regular intervals to the 
digestion unit. 

The principles of operation of separate sludge-digestion tanks 
аге similar to those of two-story septic tanks. In order to 
secure satisfactory results, however, due attention must be paid 
to & number of factors that influence sludge digestion, par- 
ticularly: (1) seeding, (2) reaction and (3) temperature. In two- 
story tanks, seeding and reaction control are somewhat inherent 
in the design, and the digestion compartment in a measure is 
prevented from becoming cold in winter by the sewage flowing 
through the sedimentation compartment. Failure to appreciate 
the factors controlling digestion is largely responsible for the 
difficulties experienced with the early separate digestion tanks. 
Modern plants are planned so that (1) the incoming solids are 
thoroughly mixed with digesting sludge and pocketing of fresh 
solids is thus avoided; (2) the settled solids are introduced while 
still fresh, 7.e. before acid fermentation has set in; (3) the digestion 
tank is maintained as warm as practicable. Since the digested 
solids drawn from the tank contain less water than the incoming 
fresh solids, provision is made to remove the excess sludge 
liquor accumulating in the tank. This liquor may be discharged 
into the influent of the sedimentation basin or passed through & 
small sand filter before joining the efftuent from the plant. 
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А number of types of sludge-digestion tanks have come into 
use. The older installations consist of rectangular earth basins, 
sometimes called digestion pits, or flat- or hopper-bottomed tanks, 
similar to plain sedimentation tanks. The newer designs are 
exemplified by the Emscher, Springfield, Dorr and Kremer-Kusch 
separate digestion tanks, shown in Fig. 173. The Emscher 
digester (Fig. 1737) is circular in plan with hopper bottom. 
Fresh sludge is introduced at the top; excess sludge liquor can 
be drawn off at different elevations and digested sludge is removed 
from the bottom. ‘The tank illustrated has a fixed cover and is 
heated by its own gases (see Section 363). The Springfield tank 
(Fig. 173k) is circular in plan with hopper bottom and is equipped 
with a floating gas cover and a special means for distributing the 
fresh solids. 

The Dorr digester (Fig. 1731) is equipped with a sludge- 
removing mechanism which also acts as a scum-breaker and 
distributes the incoming solids. Provision for heating the tank 
may be made. The Kremer-Kusch tank (Fig. 173m), used 
chiefly in Germany, is trapezoidal in section and plan and is 
divided into two compartments. Following destruction of the 
more readily decomposed materials in the first compartment, the 
more resistant materials are finally digested in the second 
chamber. The first compartment is shallow with large surface 
area; the second deep with small surface area. This arrangement 
is believed by the designers to favor digestion. It should be 
noted, however, that the fresh solids are not seeded with digested 
material in this type of tank. The Kremer-Kusch digestion 
tank is generally used in connection with the Kremer sedimenta- 
tion tank, a vertical-flow tank with a deep sludge cylinder 
designed to facilitate the withdrawal of fresh solids. 

One of the advantages of separate sludge-digestion tanks is 
their applicability where digestion is to be provided at existing 
plain sedimentation plants or where existing facilities for sludge 
digestion have been outgrown while sedimentation is still ade- 
quate. They are thus used in connection also with two-story 
septic tanks. Another advantage is the greater ease and economy 

‘of heating the digesting sludge. In single- or two-story septic 
tanks most of the heat that could be supplied artificially to the 
Sludge, if heating were attempted, would be dissipated and lost 
!n the sewage. 
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350. Shallow Underdrained Settling Basins.— These basins are 
only of passing interest to American engineers. They were 
developed as emergency measures in post-war Germany for the 
economical and temporary treatment of sewage. They are 
constructed like sludge-drying beds (see Section 432) and sewage 
is flowed through them to a depth of 4 to 16 in. Two basins 
are commonly operated in series, one sludging up while the other 
still effects clarification. As each basin fills with sludge, it is 
by-passed and the sludge is allowed to dry before being removed. 
Rotation is thus employed. 

351. Efficiency of Sedimentation Units.—' The many factors 
affecting the efficiency of sedimentation tanks have been discussed 
in Chapter XIV, from a theoretical standpoint. Foremost 
among them is the detention period, the practical significance of 
which can be gaged by a comparison of the results obtained from 
settling basins in cities with sewage of different characteristics. 
Fig. 174 shows the removal of suspended solids for a number of 
different sewages and different basins during a given detention 
period. In estimating the sedimentation in large settling 
basins the authors prefer to employ as a general guide studies of 
this type rather than theoretical considerations. In doing so, the 
remaining characteristics of the tanks are naturally taken into 
account. A modified and often more convenient way of present- 
ing the information obtained in sedimentation studies is shown 
in Fig. 175. 

A study of Figs. 174 and 175 shows, among other things, the 
following: (1) the greatest proportion of sedimentation takes 
place during the first hour, and very little added clarification is 
obtained beyond the second and third hours; (2) the stronger the 
sewage the greater the proportionate relative removal of sus- 
pended matter; to reduce the suspended matter in the effluent to 
the same value, however, longer detention periods are required 
for strong sewage than for weak sewage; (3) by plain sedimenta- 
tion it is possible to remove from 40 to 75 per cent of the sus- 
pended matter from sewage of average strength (300 p.p.m. 
suspended matter) in from 1 to 4 hours. 

Other observations show that, in general, the fresher the 
sewage, the more rapid is its clarification because the suspended 
solids are as yet uncomminuted. In well-designed tanks from 
80 to over 95 per cent of the settling solids may be deposited. 
Bacterial removal often approximates that of suspended matter, 
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but during warm weather multiplication of bacteria in the 


liquid and non-settling portions of the sewage may offset the 


This is especially true of single-story 


removal by depcsition. 
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septic tanks. Pathogenic organisms, of course, do not multiply. 
The removal of total organic matter is about half that of the 


Some studies of the reduction in the 5-day, 


20°C., biochemical oxygen demand, by sedimentation in Imhoff 


Suspended matter. 
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tanks, show values of 26 to 63! per cent with an average of about 
40 per cent, but in general it is unsafe to assume so high a figure. 
Naturally, these results are not to be expected from single-story 
septic tanks. 
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Fic. 175.— Percentage removal of suspended matter by sedimentation. 


The progress of sedimentation in vertical tanks was studied 
experimentally by the authors at Gloversville, N. Y., where the 


TABLE 83.—PERCENTAGE OF SUSPENDED MATTER REMOVED AT DIFFERENT 
DEPTHS IN VERTICAL TANK AT GLOVERSVILLE, 1909 


(Averages of four experiments except as otherwise stated) 


Upward Depths of sedimentation 
velocity, ft. 
per hour 1 | 10 ft. | 13 ft. | 16 ft. 


* One experiment only. + Average of two experiments. 1 Average of three experiments. 
! Public Health Bull. 132, p. 129. 
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sewage contains large quantities of tannery wastes which often 
cause a fairly good chemical precipitation and thus aid materially 
in the efficiency of the sedimentation process. Sewage entered 
the test tank 16 ft. below the elevation at which it flowed out, and 
samples of the sewage were drawn from the tank through faucets 
at different elevations. "Table 83 gives the results of these tests, 
which indieate that the deeper the tank the more efficient the 
sedimentation at a given rate of flow. It will be seen that 
greater efficiency can be obtained by increasing the vertical 
height through which the sewage must flow than by increasing 
the area of the tank and decreasing the velocity and the height 
through which the sewage must rise. 

352. Character and Quantity of Sludge Produced.—Besides 
the question of the removal of settling solids and other changes 
in the quality of the effluent of sedimentation tanks, the character 
of the sludge produced must be given consideration in a study of 
the relative efficiency of sedimentation processes. Among the 
factors to be weighed are (1) the volume of sludge to be stored and 
handled, (2) the ease of sludge drying and disposal, (3) the free- 
dom from nuisances and (4) the possible recovery from the sludge 
of valuable constituents, either for the production of energy by 
utilizing gases of decomposition, or for fertilizing crops, or both. 
These questions must always be given consideration in the 
choice of sedimentation tanks and frequently control the selection. 
They are taken up in part in Sections 359 and 362 of this 
chapter and in part in Chapter XIX. ; 


PRINCIPLES OF DESIGN 


353. Detention Periods.— The detention periods generally 
employed in the design of sedimentation tanks are indicated in 
the following schedule: 


1. Horizontal-flow, plain sedimentation tanks, including two-story septic 
tanks: 14 to 8 hours, average 214 hours. 

2. Vertical-flow, plain sedimentation tanks: 16 to 4 hours. 

3. Horizontal-flow, chemical precipitation tanks: 2 to 8 hours. 

4. Horizontal-flow, single-story septic tanks: 24 hours. 


When the sedimentation period (a) has been fixed, the tank 
eapacity (c) can be computed if the rate of sewage flow (e) is 
known, due allowance being made for the space occupied by 
sludge deposits or intended for this purpose: c — ea. 
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In hopper-bottomed tanks, the capacity of the hoppers is not 
included in the sedimentation capacity. In Imhoff tanks some 
designers do not consider that there is appreciable horizontal 
displacement in the V-shaped portion of the sedimentation 
compartments. In Travis tanks, a portion of the flow, commonly 
one-sixth to one-eighth, is diverted through the sludge compart- 
ments, and allowances must be made accordingly. The quantity 
of sludge to be expected in each type of tank will be considered in 
Section 359. 

Detention periods commonly are based upon average dry- 
weather flows. In combined systems from 1.5 to 3 times the dry- 
weather flow is commonly handled; quantities of storm flow 
in excess either are by-passed or treated in separate storm-water 
tanks. Since the fluctuations of sewage flow are more pronounced 
in small plants than in large ones, detention periods commonly 
are inereased by 50 to 100 per cent for populations under 5,000. 

354. Limiting Velocities.—It is apparent from a consideration 
of the theory of sedimentation that the velocities ordinarily 
encountered in sedimentation tanks are of small moment as long 
as they are not sufficiently great to lift particles from the bottom 
or to move them along the bottom towards the outlet. Where 
sludge is in contact with the flowing sewage, lower limiting 
velocities are required than where the solids settle out of the 
sedimentation compartment into a lower sludge compartment. 
Velocities of 0.15 to 0.50 in. per second are common. Imhoff 
places the limiting velocity at 2 in. per second for Imhoff tanks. 
In vertical-flow tanks the upward directed velocity of the sewage 
must not be greater than the hydraulic subsiding value of the 
suspended solids that are to be removed. A limiting value of 
0.03 in. per second generally is employed. In radial-flow tanks 
the upward velocity from beneath the annular baffle should 
usually not exceed 0.02 in. per second. 

355. Tank Dimensions.—The tank dimensions to be considered 
are width, length and depth, which are frequently dictated by 
local subsoil conditions, especially by ground-water conditions. 
These affect the depth directly and the other tank dimensions 
indirectly. Construction of deep tanks may not be economical 
unless the ground-water table is low and ledge is not encountered 
near the surface. 

Horizontal-flow Tanks.—For longitudinal displacement of the 
sewage it is customary to build tanks from 6 to 10 ft. in depth and 
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with a ratio of width to length ranging from 1:2 to 1:6. It is 
desirable even though more expensive to keep the width small 
in comparison with the length, in order to promote uniformity 
of distribution of the sewage on entrance and uniformity in its 
flow through the basin. The desired width can be secured by 
constructing a number of parallel basins, or by providing longi- 
tudinal Ба е walls. In large basins uniformity of flow is 
affected by winds, by oscillations of the sewage due to gases 
escaping from the sludge, and by differences in the temperature 
of the sewage in different parts of the basin. 

The length is governed by the detention period, the quantity 
of sewage to be handled, and the land area available for the 
basins. The tank area, as pointed out in Chapter XIV, is an 
important consideration. For granular solids, for which area is 
the controlling factor, Imhoff! has suggested a value of 1 sq. ft. 
for each 300 gal. daily. For sewage solids and depths greater 
than 5 ft. he considers that 1 sq. ft. for each 600 gal. daily will 
suffice, because sedimentation is due in part to the aggregation 
of the flocculent solids into masses of larger bulk, while they 
settle through the sewage. 

The number of basins should be sufficient to afford the desired 
width and flexibility of operation by cutting in or out one or more 
basins. Even small works should be provided with at least two 
units, to permit cleaning and repairs without interrupting 
service. With the introduction of continuous sludge-removal 
devices square tanks have come into use. Radial flow in 
circular or square tanks is employed in but few cases. 

Vertical-flow Tanks.—As previously pointed out, vertical-flow 
tanks are more or less restricted to employment following 
trickling filters and activated-sludge aeration tanks. Their use 
for preliminary clarification is so limited that standards of 
design have not been evolved. The tanks at Gloversville, N. Y., 
are about 49 ft. deep and 36 ft. in diameter; those at Toronto, 
Ontario, are 16 ft. deep, 25 ft. wide and 100 ft. long, with four 
hoppers in the bottom, each provided with a central, downward- 
directed inlet. 

356. Inlets and Outlets.—The most obvious way to effect 
uniform distribution of the sewage entering and leaving hori- 
zontal-flow tanks is by means of inlet and outlet weirs extending 
entirely across the ends of the basin. But, while such weirs 

! "Taschenbuch der Stadtentwüsserung," p. 46. 
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are satisfactory for the effluent, they are not satisfactory for 
introducing the sewage into the tank. This is chiefly because 
of the tendency of suspended matter to settle in the influent 
channel and to collect on the edge of the weir. Attempts have 
been made to solve this difficulty by cutting orifices or providing 
gated openings in the side of the influent channel, but these 
arrangements are generally unsatisfactory. The best method 
appears to be to provide a few relatively large openings through 
which the sewage will flow with moderately high velocity, which 
is checked almost immediately by small baffles placed in front 


Fic. 176.—Baffle plate in front of inlet pipe of settling basin. 


of and close to the influent openings. Fig. 176 illustrates such 
& baffle used by the authors in a covered sedimentation tank. 
In the sedimentation compartments of Imhoff tanks, the depth 
and position of the inlet and other baffles should be so chosen 
that currents are not created in the lower V-shaped portion of 
the compartments. It should be kept in mind that in Imhoff 
tanks it is desirable to have the horizontal velocity gradually 
decrease towards the lower part of the sedimentation chamber, 
in order that there may be no currents to prevent the settling 
solids from passing through the slots into the sludge chamber. 
Care is required in the design of inlet and outlet channels to 
ensure equal distribution of sewage and suspended matter among 
the different tanks. At Baltimore thin longitudinal walls were 
provided in the inlet channel and the individual channels thus 
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created were led to small groups of tanks. In the case of Imhoff 
tanks flow control is important, also, to limit the diffusion which 
takes place between the sludge and settling compartments when 
the surface of the sewage is not kept at a constant elevation 
(see Section 348). 

The downward-directed inlet of vertical-flow tanks should be 
80 dimensioned that the velocity of delivery is small. In order 
that the pipe might not occupy too much space, a small velocity 
was obtained at Gloversville by flaring the inlet at the bottom, 
the angle of flare being so chosen that particles settling on the 
outside would slide off into the sludge hopper. 

In single-story tanks it is advisable to introduce and with- 
draw the sewage near mid-depth, in order to avoid disturbance 
of and interference by the accumulated sludge and seum. 

357. Scumboards and Baffles.—To prevent the accumulation 
of floating matter on plain sedimentation tanks and its passage 
over the effluent weirs, in both plain sedimentation and septic 
tanks, scumboards are provided. These may take the form of 
(1) relatively shallow baffles which are fixed in position and rise 
above the sewage surface, or (2) floating boards which rise and 
fall with changes in the sewage level. Scumboards are commonly 
placed near the outlets and sometimes also near the inlets. 
Where the flow is reversible they must be provided at both inlets 
and outlets. 

Where inlet weirs are used they are often guarded by scum- 
boards from 2 to 4 in., or more in some cases, in front of them, 
extending to a depth of at least 2 ft. The narrow openings 
between the boards and weirs are easily kept free from scum, and 
the sewage is compelled by the depth of the boards to take the 
Same course as it would follow with submerged openings. 

Long plain sedimentation and single-story septic tanks are 
Sometimes equipped with transverse baffles placed at equidistant 
points throughout the tanks, for the purpose of encouraging 
continued good distribution of the sewage as it flows through the 
tanks and to minimize the disturbances due to wind action, 
vortex motion, and other factors. Over-and-under baffles 
have been employed. Increasing the rate of flow by too much 
baffling will result in mixing and stirring-up of the sludge. 

358. Bottom Slopes.—Bottom slopes should be chosen with a 
view to the satisfactory removal of the sludge. In flat-bottomed 
tanks, sludge free from grit can be moved with scrapers and 
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squeegees on slopes of 1.5 to 3 per cent without difficulty, but 
thick secum, which settles on top of the sludge when single-story 
septie tanks are drained, must be broken up before it can be 
handled easily on such slopes. In Great Britain a slope of about 
6 per cent is considered desirable for the discharge of septic 
sludge by gravity. Bugbee states that with a grade of about 10 
per cent the sludge from chemical precipitation tanks will readily 
flow to the sludge drains. It is often impracticable to provide 
such slopes in large tanks, however, for laborers are unable to 
move about readily on a sludge-covered slope steeper than 1 in 
20. Insuch tanks a series of sumps with steep sides is necessary 
for the complete removal of sludge by gravity, and as such con- 
struction is expensive, it is customary to give the bottom a slope 
as great as the conditions of construetion and operation permit 
and rely upon hand cleaning for the complete removal of the 
sludge. In order to facilitate the work, pipes with hose connec- 
tions may be run between the tanks, so that the sludge may be 
flushed along with the aid of water, or sewage from one tank may 
be used in cleaning adjoining tanks. Tanks with mechanical 
sludge-removal are generally given bottom slopes of 8 to 15 per 
cent. 

Experience at many plants has shown that where gravity 
is the only force relied upon to make the sludge slip down slopes, 
the latter should be at least 1.75 vertical on 1 horizontal, or better 
2 on 1, in order to insure the feeding of sludge into the sludge 
pipes while sludge is being drawn. Sludge which contains 
gelatinous floe, often called colloidal matter by plant operators, 
has & tendency at times to adhere to very smooth surfaces as 
well as those of à rougher character, and wherever two surfaces 
form an angle the sludge tends to remain. It must be remem- 
bered that the slope of the valley at the intersection of two 
inclined surfaces is less than that of the surfaces themselves. 
Slopes sufficient to cause sludge to flow freely after the super- 
natant sewage has been drawn off are not necessarily sufficient 
to cause it to flow when the sludge is submerged, for the effective 
weight of submerged sludge in causing motion is less than that 
of exposed sludge by the weight of the displaced sewage. Asa 
result, in drawing off sludge from tanks operated continuously, 
there is danger of forming a cone-shaped opening through the 
mass of sludge in the bottom of a tank and removing sewage as 
well as sludge, unless the bottom of the hopper is so formed by 


SEDIMENTATION BASINS 541 


steep sides that the sludge is inevitably concentrated in it. 
Trough-shaped bottoms rather than hopper bottoms have been 
used for the sludge chambers of some Imhoff tank installations. 

'To avoid excessive depths in large-sized hoppers, the slope is 
reduced commonly to 1 vertical on 1 horizontal, or even to 1 
vertical on 2 horizontal. In a number of installations provision 
has been made for agitating and flushing the sludge with water. 
For Imhoff tanks the water may be admitted through a hori- 
zontal 114- to 2-in. pipe at or near the top of the slopes, and 
occasionally through another ring or single jet in the sump at the 
bottom of the hopper. The pipe perforations are commonly 
about 949 in. in diameter and about 20 in. apart. 

As it is essential for the settling solids to move steadily to and 
through the slots of two-story sedimentation tanks, the inclined 
sides of the bottom of the sedimentation chamber must have a 
steep slope and a hard, smooth surface. Slopes of 1.25 vertical 
on 1 horizontal commonly are used. Even with care in con- 
struction, it is necessary to clean the slopes from time to time 
with rubber squeegees, for soft, sticky material accumulates 
on them which will cause undesirable conditions in the chamber 
unless it is removed. For the same reason, it is desirable to 
have the top details of the tank such that this cleaning can be 
done readily, expeditiously, and thoroughly, either from per- 
manently fixed platforms or temporary plank walks. 

'The slot at the bottom of the sedimentation chamber should 
be from 6 to 8 in. wide, depending upon the size of the chamber 
and the character of the sewage. The horizontal overlap to 
prevent gases passing through the slot should be at least 4 in. 
and preferably more. 

359. Sludge Storage.— The volume of sludge for which pro- 
vision must be made in sedimentation tanks or connected sludge 
digestion units depends upon: (1) the character of the sewage 
received by the tanks—its strength, freshness, preliminary treat- 
ment in grit chambers or by screening, and the addition of pre- 
cipitating chemicals; (2) the degree of sedimentation effected 
in the tanks; (3) the condition of the deposited solids,—their 
specific gravity, water content, and changes in volume under the 
influence of digestion, tank depth or mechanical sludge-removal 
devices; (4) the period of sedimentation and sludge storage 
between sludge-drawing operations. Average values of sludge 
Storage and the character and quantity of sludge drawn from 


TABLE 84.—Averace SLUDGE STORAGE то Ве PROVIDED IN DIFFERENT TYPES OF SEDIMENTATION UNITS AND 
CHARACTER AND QUANTITY OF SLUDGE DRAWN 


Sludge storage Character and quantity of sludge drawn 
| Cu. ft. Lb. dry 
Sedimentation process Type ot " per Cu. ft. > Gal: Per | solids per Remarks 
sewage Maximum million ер Percent| Specific | million million 
time dations capita water gravity gallons "AE 
sewage 
sewage sewage 


1,080 

3,300 | Depending upon type 
and quantity of 
chemicals used. 
Seventy pound of 
copperas and 600 Ib. 
of lime assumed per 
million gallons. 


FIG: cox aA YES Feb C4 т ар. Crees Separate 1-15 days 
Chemical precipitation............ Separate 15 days 


Septic in single-story tanks........ Combined | 9 months 
Septic in two-story tanks.......... Separate 
Combined | | б months 


550 | Depending upon tem- 
690 perature of digestion 
compartment and 
frequency of sludge 
drawing. Northern 
lat.tudes assumed. 
For southern lati- 
tudes capacity may 
be reduced by about 
50 per cent. 
690 | Depending upon tem- 
perature of digestion 
compartment and 
frequency of sludge 
drawing. 


130 


Plain with separate sludge-digestion.| Combined | 6 months 130 


SPS 
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different types of sedimentation units are shown in Table 84. 
They are presented with a view to serving as a general guide. 
Departures from the stated amounts are common and often 
appreciable. 

In order to show the factors involved in determining upon the 
capacities to be provided, a discussion of some of the questions 
of sludge storage is given below, together with sample 
computations. 

Plain Sedimentation Tanks.—In the hypothetical analysis of 
a typical sewage of medium strength, Fig. 128, it was assumed that 
the suspended solids amount to 300 p.p.m., of which 150 p.p.m. 
are capable of settling in tanks affording а 2-hour detention period. 
Still larger portions are capable of settling in longer periods. In 
general, the quantity of solids removed by passing such sewage 
through grit chambers and fine screens may be considered as 
equivalent to about 30 p.p.m. It is probable that as much as 
10 p.p.m. of grit and coarse suspended matter in the original 
sewage would not be reported in an analysis, and would not be 
included in the 300 p.p.m. assumed in the hypothetical analysis. 
Therefore, of the 150 p.p.m. of settleable solids reported in an 
analysis 20 p.p.m. only will be removed by the grit chambers and 
screens, leaving 130 p.p.m. capable of settling in suitable tanks. 

Plain sedimentation tanks yield so-called fresh sludge. On 
the basis of 90 per cent moisture the specific gravity of the 
deposited solids varies with the type of the sewerage system and 
the strength of the sewage about as follows: 


А Strength of Specific 

Type of sewerage system sewage | tivity 
PESACH domes о oem eines Weak! 1.02 
Strictly separate... .. 1... Average 1.03 
Combined os 2 9 КЛ tele АИЛЕ Average 1.05 
Combined s enoe Оа: Strong 1.07 


! Due to infiltration or high water consumption. 


Assuming 130 p.p.m. of suspended matter capable of settling 
in 2 hours, as an average, in accordance with the preceding state- 
ment, the weight of the dry solids deposited per million gallons is 
130 X 8.33 = 1,080 lb. Ifthe sludge contains 95 per cent water 
and its specific gravity with 90 per cent moisture is 1.03, we have 
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1,080 10 
833 KOLO X 103 5. 7 2,500 gal. 
of sludge per million gallons of sewage. On the basis of a daily 
per eapita sewage flow of 100 gal. the sludge storage capacity 
must be 33 си. ft. per 1,000 population for each day elapsing 
between sludge removals. These calculations give also the 
volume of sludge that must be digested dewatered or disposed 
of, as the case may be. 

Chemical Precipitation Tanks.—The amount of sludge deposited 
in chemical precipitation tanks is greater than that obtained by 
plain sedimentation (1) because of increased sedimentation due 
to longer detention periods and the coagulating effect on the 
suspended matter of the chemieals added and (2) because of the 
presence in the sludge of the insoluble products of reaction of 
the chemicals used. 


by Section 322 a volume of 


For purpose of illustration let us assume the following: 
1. Solids removed in 8 hours, 210 p.p.m. = 210 X 8.33 = 1,750 lb. per 
million gallons. 


106.9 _ 


2. Copperas added, 70 Ib. per million gallons forming 70 X 2378 = 27 


lb. ferric hydroxide (see Section 316). 

3. Lime added, 600! Ib. per million gallons, enough to satisfy the require- 
ments of the copperas and combine with the free СО» and bicarbonates 
present to form caleium carbonate (see Section 316). 

2 

(а) From reaction with copperas, 70 X aya DG 100 = 50 Ib. CaCO; per 
million gallons. 

(b) From reaction with CO; and bicarbonates, 112* (воо — 50 X 100) = 


1,530 Ib. CaCO; per million gallons, 

(c) Solubility of CaCO, 11 p.p.m. = 11 X 8.33 = 92 Ib. CaCO; per 
million gallons. 

(d) Total CaCO; in sludge, 50 + 1,530 — 92 = 1,488 lb. per million 
gallons. 

4. Total solids in sludge on a dry basis = 1,750 + 27 + 1,488 = 3,265 
Ib. per million gallons. 


Assuming a specific gravity of the sewage solids of 1.3 (because 
much of the light material is precipitated) and specific gravities 
of ferric hydroxide and calcium carbonate of 3.4 and 2.7 respec- 
tively, the specific gravity of the solids becomes 2.0, and since 
sludge of this type commonly contains 92.5 per cent water, the 
specific gravity of the sludge may be taken as 1.07, as indicated 


lThese are quantities used for many years at Providence, К. I. 
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3,265 


in Table 84. The volume will be 833 X 0.075 X 1.07 


— 4,900 


gal. per million gallons of sewage. 

Single-story Septic Tanks.—The organie matter in the sludge 
in septie tanks undergoes such changes that a reduction in its 
volume is inevitable, but this reduction is by no means so large 
as was claimed by early advocates of septic treatment. Itis 10 to 
40 per cent, the average being about 30 per cent. А considerable 
part of the reduction in volume is due to an increase in its density, 
following its disintegration and the compacting, resulting from 
prolonged stay in the tank. Тһе sludge removed from a septic 
tank may be much less than 50 per cent of the volume removed 
from sedimentation tanks operated so as to prevent septic action. 
There is a great variation in the character of the sludge, due to 
variations in the quality of the sewage, temperature, construction 
of the tanks and methods of operation. Some sludge from septic 
tanks is reported to have very little odor but often it is decidedly 
offensive. 

In computing the operating capacity of septic tanks, the space 
occupied by the sludge must be estimated by the methods 
followed in the case of a plain sedimentation basin and the 
result modified by the reduction of volume. 

Provision should be made for storing about 60 to 70 per cent 
of the suspended matter not removed by coarse screens and grit 
chambers, plus its accompanying water. The total storage space 
to be provided will be fixed by the assumed lapse of time between 
tank cleanings, which depends in turn upon the condition of the 
sewage reaching the works, temperature and degree of digestion 
required. 

There is always the probability that septic tanks built for small 
American towns will not receive proper attention, and usually 
such tanks are given large sludge storage capacity in consequence. 
With the fresh, weak sewage likely to be received at such plants 
and with small tanks there is more danger of large quantities 
of suspended matter in the effluent, due to high velocities of flow, 
than of producing a septic effluent, called over-septicization. 
Consequently it is well to provide storage for at least 9 months’ 
accumulation of sludge consisting of 60 per cent of the total 
suspended matter and enough water to constitute about 90 per 
cent of the total weight, assuming that 30 per cent of the volatile 
solids (by weight) are digested. With plants for larger cities, 
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where fairly competent supervision is likely to be given, the 
provision for sludge may be reduced by designing the tanks so that 
a small amount of the oldest part of the sludge is drawn off at 
frequent intervals. This procedure is much favored in England, 
and the bottom slopes, sludge channels and sludge gates are 
designed to facilitate it. With frequent removal of the sludge, 
the percentage of water in it may be higher than when a long 
period of digestion is permitted. 

With suitable allowances for differences in conditions, com- 
putations following those outlined under Imhoff tanks can be 
applied. 

Imhoff Tanks.—The organic matter in the sludge of Imhoff 
tanks undergoes changes similar to those operative in single- 
story septic tanks. A theoretical method for arriving at the 
required storage capacity of the sludge digestion chambers is 
shown in Table 85. Here it is assumed, for purposes of illustra- 
tion, that an hypothetical Imhoff tank situated in the northerly 
United States receives from combined sewage 100 Ib. of deposited 
solids per month, of which 60 Ib. are assumed to be organic and 
40 lb. mineral matter. It is assumed also that 30 Ib., or 50 per 
cent of the organie matter, must be digested in order to produce 
an inoffensive sludge. This is equivalent to 30 per cent of the 
total solids. For convenience this portion of the organic matter 
is designated digestible solids, although digestion is not confined 
to it. With separate sewage, the proportion of digestible solids 
would approximate 40 per cent of the total solids. 

'The temperatures of the digestion compartment are assumed 
to be those observed for the sewage at Schenectady, №. Y., in 1927. 
The rate of digestion is taken from Fig. 156, assuming that 
digestion is completed in 2 months at 60^F. and that the 
rate is constant. The latter is not strictly true, but errs on the 
safe side, as shown by Fig. 154. Since the solids freshly 
deposited in any month are not subjected to digestion for 
the whole month, one-half of the prevailing rate of digestion is 
assumed for these solids. 

The sludge remaining in the tank at any time comprises the 
undigested solids contributed, plus the residue of digestible 
solids at the end of the month, deduction being made for sludge 
drawn during six months, May to October, inclusive, at a uniform 
rate per month, sufficient to remove all the digestible material at 
the end of October, except a small quantity remaining undigested 


TABLE 85.—TnukonRETICAL COMPUTATION OF SLUDGE ACCUMULATION IN ЇМНОЕЕ TANKS AT TEMPERATURES RANGING 
FROM 45° то 64°F. 


Apr. | May | June | July | Aug. 


Ташкан se Eon es Rea re X «Tes n Pee ena У о nen 
Digestion, per cent (Fig. 156)............................ 
Digestible Solids 
Solids deposited during month, 1Ь......................... 

Rate of digestion, Ib. per month 
Solids of Stated mother. eee es эз. terr aro el 
Solids from previous шоп. „ааа 
Solids remaining at end of month, Ib. 
From stated RONEN, bere Tae He's Nei err tea rr nne 


From 3 months before 
From 4 months before 


Non-digestible Solids 

Solids deposited during month, 1Ь......................... 
Solids drawn during month, 1Ь............................ 
Solids remaining at end of month, 1Ь...................... 
Total Solids 

Solids remaining at end of month, 1Ь...................... 
Solids remaining at end of month, cu. ft. (average solids, 1244 
DE ONTU ^. cea E414 Via л шна «0 9e v Vio ea CN аео 
Solids remaining at end of month, cu. ft. per capita......... 


SNISVH NOLLV.ALNAHMIGUS 
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and another portion required for seeding. The solids drawn 
amount to 140 Ib. per month, or 840 Ib. per year, 360 Ib. having 
disappeared as the result of digestion. 

The volume of sludge remaining in the tank has been computed 
on the assumption that the sludge will contain 15 per cent of 
solids at the bottom and 10 per cent at the surface, and will 
average 12.5 per cent. 

The hypothetical data are reduced to terms in common use by 
assuming that the solids deposited in the tank correspond to 3 1Ь.! 
per capita per month (120 p.p.m. on the basis of 100 gal. per capita 
sewage flow). The tributary population, therefore, is 100/3. 
'This computation indicates a required capacity for sludge storage 


of 63 X 16 — 1.89 cu. ft. per capita, the maximum being stored 


at the end of April. To this must be added an allowance for the 
neutral zone, i.e. the section of the tank between the surface of the 
sludge and the horizontal plane through the slots, which is not 
to be filled with sludge. The neutral zone is commonly assumed 
to occupy 18 in. of tank depth below the slots, say 20 per cent of 
the digestion-compartment volume below the slots, making a 
total of 2.36 cu. ft. per capita. The total sludge drawn per year 
(840 Ib.), assuming 15 per cent solids, is equivalent to 2.7 cu. ft. 
per eapita or 550 gal. per million gallons of sewage. 

It is evident that an adequate knowledge of temperature 
conditions is essential to determining the sludge storage capacity 
of Imhoff tanks, as well as single-story septic tanks and separate 
sludge-digestion tanks. For rough computations the following 
approach is sometimes taken. 

From analyses of the sewage, or by a study of the sources of the 
sewage when analytical records are lacking, the amount of 
suspended matter is first determined. For example, take this as 
175 p.p.m., which is probable for domestic sewage collected by 
small separate sewerage systems. This quantity is equivalent to 
1,460 lb. of suspended matter per 1,000,000 gallons of sewage. 
It will be assumed that a detention period of 2 hours is selected 
and that in this time 50 per cent of the suspended matter passes 
from the sedimentation chamber to the sludge chamber (see Fig. 
173g). On this basis 730 lb. of solids will be collected in the 
sludge chamber from each million gallons of sewage. Some of 
this solid matter will be digested by the anaerobic processes 


! For domestic sewage this would approximate 2.2 Ib. per capita per month (88 p.p.m.). 
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going on in the sludge chamber, and this reduction of the solids 
will be assumed as 25! per cent, leaving 548 Ib. of solids to go into 
the sludge. The water content of the sludge will be taken as 87.5 
per cent. Sludge of this water content and with a specific 
gravity of its solids of 1.4, because of the digestion of the lighter 
organic solids, measures 0.452 cu. yd. per 100 pounds of suspended 
matter. Hence 5.48 X 0.452 = 2.48 cu. yd. of sludge storage 
capacity must be provided for every million gallons of sewage 
passing through the tank during the sludge digestion and storage 
period. "This period may be taken in this case as 7 months, with 
the result that about 527 cu. yd. of space is required for a daily flow 
of 1,000,000 gal., or 1.42 cu. ft. per capita on a basis of sewage 
flow of 100 gal. per capita daily. No attempt should be made to 
compare this value with that of the preceding example, which was 
found for combined sewage; on the basis of separate sewage the 
preceding analysis would have yielded a value of 1.40 cu. ft: per 
capita. 

In providing this amount of storage for the sludge, care must 
be taken that the shape of the tank will permit all the room 
allotted to the sludge to be actually available for it and that the 
sludge does not approach within 18 in. of the slots, measured 
vertically. Increasing the per capita value of 1.42 cu. ft. by 
25 per cent we have 1.78 cu. ft. With some sewages the ebullition 
in the sludge chamber and the formation of scum are very active 
at times, particularly in protracted hot weather. 

Another method of estimating the volume of sludge space has 
been developed by Kenneth Allen,? who has proposed the follow- 
ing formulas: 


Storage (combined sewage) in cubic feet = 10.5 PD 
Storage (separate sewage) in cubic feet = 5.25 PD 


where P is the population in thousands and D is the sludge 
detention period in days. The formulas are based on fresh 
sludge with 90 per cent moisture and digested sludge with 80 per 
cent moisture, and the values must be correspondingly increased 
for lighter sludges. 

Gas vents or scum spaces form an integral part of the sludge- 
digestion compartments of two-story tanks. The vents should 
be so designed that workmen can enter the sludge chamber 

! Forty per cent of the sludge may actually be assumed to be digestible, but allowance must 
be made for the fact that the sludge deposited in the months preceding sludge-drawing is 


only partially digested. 
? "Sewage Sludge," р. 228. 
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through them when the tank has been emptied. A neutral zone 
of about 18 in. should be maintained above the sludge slots, 
analogous to that below. "The volume of the digestion compart- 
ment above the slots commonly becomes equivalent to 14 to 
1% cu. ft. per capita. When the digestion compartments are 
vented to the air the vents or chimneys are usually given an area 
equal to about 12 to 25 per cent of the tank area. Where the 
vents are small, the scum rapidly becomes thick, and if it is not 
broken up as soon as it collects in large quantities, it may rise 
over the edge of the vents. Imhoff recorded an instance of seum 
rising 6 ft. above the level of the sewage, because the gases in it 
could not escape. When the gas is collected only small chimneys 
are needed, leading to gas bells (see Section 362). It is to be 
noted that with certain industrial wastes, such as those from 
packing houses, the total amount of suspended solids may be so 
much greater than in the sewages ordinarily dealt with as to 
require abnormally large sludge compartments, seum spaces and 
gas vents and to necessitate radical changes in their design and 
departure from the usual proportions of Imhoff tanks. 

Separate Sludge-digestion Tanks.—Computations for determin- 
ing the capacity of separate sludge-digestion tanks are in all ways 
similar to those for Imhoff tanks. It must be kept in mind, 
however, that the temperature of the sludge in separate digestion 
tanks does not follow that of the sewage. If built above the 
ground, the temperature of the sludge more nearly approaches 
that of the atmosphere, and if built below the ground, that of the 
ground air or the ground water, depending upon the elevation 
of the water table. Since these controlling temperatures are 
frequently considerably lower in winter than those of the sewage, 
the space required is commonly larger than for Imhoff tanks. 
'To reduce it, artificial heating must be resorted to (see Section 
363). In deciding upon the tank capacity allowance must be 
made for the sludge liquor which enters the tanks when sludge is 
introduced. 

360. Sludge Removal.—Methods of sludge removal vary with 
the different types of tanks and the means of sludge disposal. 
As drawn from settling tanks, sewage sludge will flow readily 
through pipes and open channels (see Chapter XIX) and can be 
pumped or caused to flow by gravity. 

Flat-bottomed Tanks—When a flat-bottomed tank is to be 
cleaned, the supernatant sewage may be drawn off by means 
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of a pipe extending from the bottom to the top of the basin and 
provided at the bottom with a swivel joint, Fig. 177a, which 
permits it to revolve through an angle of 90 deg. To the top of 
this pipe is attached a float of sufficient size to prevent the pipe 
from falling to the bottom, in which case it would draw sludge. 
The float is so adjusted as to hold the pipe a few inches below the 
surface of the sewage as it is drawn down, and a stop is provided 
so that when the pipe has fallen to a predetermined point it can 
go no farther. А gate should be placed in the pipe line with 
which the swivel pipe is connected so that the upright pipe can 
be kept partly filled, because its buoyancy will throw it up out of 
the waterifempty. The upper end of the pipe should be enlarged 
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Fic. 177.—Equipment for unwatering flat-bottomed tanks. 


and cut back at an oblique angle so that as it falls the opening will 
gradually approach a horizontal position and the sewage will be 
drawn from the surface. 

In drawing off the contents of a septic tank by means of a 
swiveling arm of the type shown in Fig. 177a, the lip must be 
fitted with a scum board, and if the scum is tough or thick this 
form of draw-off pipe may not be as serviceable as that shown in 
Fig. 177b. This device has a vertical standpipe consisting of 
sections about 1 ft. long. Inside each section isa cross-arm with a 
hole in the center, through which passes a spindle raised and lowered 
by a gate standard of the rising-stem type. Lifting nuts are 
fixed on the spindle at such points that the top joint must be 
opened before the one next it, and the second joint must be opened 
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before the third. By using this detail there is a minimum 
disturbance of the scum and sludge. In case it is desired to 
operate with very thick scum, the first and second lifting nuts can 
be adjusted so that the top joint will not open. 

The sludge is drawn off through sludge sluices situated at the 
deep end of the tank. 

Hopper-bottomed Tanks.—Sludge is commonly withdrawn from 
hopper-bottomed tanks, whether single- or two-storied, during 
operation. Single-story septic tanks with hopper bottoms and 
operated on the principle of rotation, however, are usually 
emptied in order to remove sludge and scum. The sludge is 
drawn through pipes reaching from above through the tank to the 
bottom of the hoppers (Fig. 1785) or attached to them from below 
(Fig. 178a). On account of the hydrostatic head operative on the 


(a) (5) 
Fic. 178.— Details of piping for drawing sludge from hopper-bottomed tanks. 


sludge inlets the sludge can be discharged at elevations lower than 
the flow line of the tank, allowances being made for the losses of 
head at entrance and the friction losses in the pipes. The min- 
imum diameter of sludge pipes should be 8 in. to avoid clogging. 
If the sludge is discharged through a branch at the top of the 
sludge pipe the outlet of the branch should be from 4 to 6 ft. 
below the level of the sewage in the tank. If it flows through 
greater lengths of pipe a slope in the hydraulic grade line of 2 
to 3 per cent should be provided. 

In drawing off sludge, the rate of withdrawal should be slow in 
order that the whole mass of sludge may settle and no conical 
depression exist in the center. In the latter case a considerable 
quantity of relatively fresh sludge will be withdrawn from septic 
or sludge-digestion tanks and some of the older well-rotted 
material left, whereas all the sludge which is still undergoing 
active decomposition should remain in the chamber to keep up, 
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without interruption, the changes taking place there. "Where 
gravity flow cannot be secured, the sludge must be pumped. 

Mechanical Sludge-removal.—Sludge-removal mechanisms move 
the deposited solids to the sludge outlet during operation of the 
tank. They may be operated continuously or intermittently. 
The two types in common use are shown in Fig. 173e and f. 

The Dorr mechanism consists of a group of revolving arms 
attached to a central motor-driven shaft, the motor either being 
stationary or running on a monorail on the walls of the tank. 
Plows attached to the arms move the sludge to the center of circu- 
lar or square tanks. 

The Link-Belt mechanism consists of a series of scrapers 
attached to endless belts running along the bottom of the tank, 
rising at the sludge-outlet end, passing over the tank and resub- 
merging at the opposite end. A square or rectangular tank may 
be employed, and the sludge is moved to a sump at one end of the 
tank, whence it is drawn. 

361. Roofs.—In many small and medium-sized plants the 
sedimentation basins have been roofed, sometimes on account of 
severe winter weather and sometimes to conceal the tanks and 
their contents from public view. There is a small but indeter- 
minate increase in the efficiency of the tanks caused by roofing 
them, but not enough to justify the expense of the covering. 
Open tanks should have their walls extend at least 6 in. above the 
surface of the liquid in order to prevent the sewage from being 
blown over the coping by winds. "They should also be surrounded 
by fences if there is any danger of children falling into the tanks. 

It was claimed by some of the early advocates of single-story 
septic tanks that they should be roofed in order to ensure proper 
anaerobie decomposition in the sewage and sludge, but this 
opinion is no longer general. The main reasons for roofing septic 
tanks or separate sludge-digestion tanks at present, particularly 
small tanks, are to keep them warm, collect the gases of decom- 
position, and reduce the odors often arising from them. If the 
wind is prevented by a roof from agitating the surface of the 
sewage, the odor is rarely so strong as to cause annoyance beyond 
the immediate vicinity of the basin. 

Fixed roofs are sometimes made of wood but more often of 
concrete. For floating roofs wood, steel or concrete are generally 
used (see Section 362). When concrete is used the surfaces 
exposed to damp air should be finished as dense and smooth as 
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possible, in order to reduce danger of deterioration by the action 
of the hydrogen sulphide given off in the gases from the decompos- 
ing sewage and sludge. Vent pipes must be provided so that the 
sudden filling or emptying of a tank will not cause any large 
pressure above or below the roof. As the gases are sometimes 
explosive, a notice to this effect should be posted near the entrance 
to any roofed tank. 

362. Gas Collection.—More and more sludge digestion units, 
whether of the two-story or separate type, are being equipped for 
the collection of the gases produced. These gases constitute 
one of the most readily utilized by-products of sewage treatment. 
They may be caught for the purpose of (1) heating the digestion 


г Collecting Pipe 


Fie. 179.—Gas-collecting equipment for Imhoff tanks. 


units, (2) generating power, (3) being delivered into the municipal 
gas distribution system, and (4) being burned, to destroy odors 
given off by the digesting solids. 

Two-story tanks lend themselves readily to the incorporation 
of gas-collecting devices. In modern installations gas-collection 
is frequently made part of the structural design either for 
immediate or anticipated use. Older plants, too, can easily 
be converted to include this feature. The partitions separating 
the sedimentation and digestion compartments form part of the 
gas-collection system and very little additional equipment is 
needed. The necessary arrangements are shown in Fig. 179. 
To prevent the clogging of the gas bells a scum barrier consisting 
of tongued and grooved boards set loosely, or of porous plates, 
is sometimes provided. 
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Separate sludge-digestion tanks may be equipped with station- 
ary or with floating roofs. Stationary roofs are shown in Fig. 
173j and l. А water seal prevents the escape of gas. Floating 
roofs (Fig. 173k) are designed on the same principle as gas 
holders. They are used both in connection with digestion tanks 
and digestion pits. "The gas collectors at Birmingham, England, 
are constructed of reinforced concrete in the form of inverted 
pontoons that float on the digestion pits. 

The amount and character of the gases depends very largely 
upon the character of the sewage. Between 500 and 700 liters of 
gas are commonly produced during complete digestion by a kilo- 
gram of volatile (organic) fresh sewage solids settling from domes- 
tic sewage (8.0 to 11.2 cu. ft. per pound). Between 70 and 80 per 
cent of this gas is combustible, being largely methane. The re- 
mainder is chiefly carbon dioxide and nitrogen. Under ordinary 
conditions of operation digestion is not carried to completion and 
only about 75 per cent of the total gas evolution takes place. The 
per capita gas production is, therefore, about 0.4 cu. ft. daily.' 
In the presence of large amounts of organic industrial wastes, the 
average value may, however, be exceeded two-fold or more. 

А test? of gas production at Chicago is summarized in Table 86. 


TABLE 86.—DaTA on Gas COLLECTION 


(Imhoff Tank, Calumet Treatment Works, Average Results for 1 Year, 
1926-1927) 


Volatile solids removed, р.р..................... 37 
Volatile solids removed, lb. per day.............. 430 
Gas produced, cu. ft. per day... 2:025 1924 
Gas produced, cu. ft. per pound volatile matter 

added. die жоу элеш зн» iced Ims eue 
Gas produced, cu. ft. per capita per day.......... 
Composition of gas in per cent methane.......... 
Composition of gas in per cent carbon dioxide..... 
Composition of gas in per cent піётореп.......... 
Composition of gas in per cent oxygen........... 
Heating value of gas in B.t.u. per cubic foot....... 7 
Weight of 1 cu. ft. of gas, lb.. 
Gas produced by weight from volatile matter added, 

DOL ect CR OS Y ERO ROC cometa toot 24.3 


= u 


2 ёоо ро 
TONO „еы 


! On the basis of a daily sewage flow of 100 gal. per capita and removal of 70 p.p.m. of 
organic settling solids, the daily per capita gas production (75 per cent complete) equals 


75 X 000 X 70 X 100 x 3. 
ISS бобо ЗЕРРЕ ВСЕ 


2 Zack and Epwarps, Sewage Works Journal, 1929; 1, 173. 
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The average flow of sewage through the tank was 1.4 m g.d. 
and the contributing population was 4,400. The storage 
capacity for sludge was 2.3 cu. ft. per capita. The Calumet 
sewage contains 116 p.p.m. of suspended matter, of which 55 per 
cent is volatile. The tank was operated without heat or pH 
control. The gas produced during the maximum month (Septem- 
ber) and maximum day was respectively 2.52 and 3.3 times the 
average daily production. During the minimum month (March) 
and minimum day gas production fell respectively to 0.37 and 
0.08 times the average daily quantity. 

Data from a number of plants show variations in gas production 
of 0.21 to 0.71 cu. ft. per capita and 4.5 to 11.5 cu. ft. per pound of 
volatile solids. 

363. Heating Sludge-digestion Tanks.—In order to reduce the 
sludge-storage capacity of digestion tanks which, as shown in 
Sections 321 and 359, is so largely dependent upon the prevailing 
temperatures of digestion, the tanks may be heated. The gases 
of decomposition may be used for this purpose. "These gases may 
be burned under a boiler, either as collected or after scrubbing 
for the removal of carbon dioxide. The latter is readily 
absorbed in lime water or fresh water through which the gas is 
bubbled. 

The calorific value of the gases of decomposition as produced 
varies from 6,000 to 9,000 calories per cubie meter of gas at 
0°C. and 760 mm. pressure (700 to 1,000 B.t.u. per cubic foot).! 
This compares favorably with the heating value of commercial 
and natural gases in the United States. 

The simplest method of heating digestion tanks is the addition 
of hot water to the tank or the circulation of hot water through 
coils placed in the tank. The dissipation of heat from the sludge 
compartments of two-story tanks is commonly so great as to 
render their heating impracticable. Heating is, therefore, gener- 
ally confined to separate digestion tanks. The temperatures are 
seldom maintained above 70°F. because of economic considera- 
tions. When hot water is added it is usually brought to about 
180°F.; when a circulating system is maintained temperatures of 
140°F. are generally not exceeded, to prevent caking of sludge on 
the hot water piping. 


1 The calorific value of methane is commonly taken as 913 B.t.u. per cubic foot, measured 
at atmospheric pressure and 62°F. For values at other temperatures and pressures, see 
Marks: “ Mechanical Engineers’ Handbook," p. 375. 
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A separate sludge-digestion tank at Antigo, Wis ,! gave the 
following results during 1926 and 1927: 


Average raw sewage temperature: day, 56.6°; night, 53.4*. 

Average maximum air temperature: 56.5? (highest 96°). 

Average minimum air temperature: 32.5° (lowest 23°). 

Average sludge temperature: 70.3° (highest 84°). 

Average heating water temperature, day: 96.5° in, 79.2° out. 

Average heating water temperature, night: 90.6° in, 77.9° out. 

Average heat exchange (24 hours): 14.3°. 

Average heating water circulation: 1,700 cu. ft. per day. 

Average heat added: 1,466,000 B.t.u. per day. 

Average heat used: 444,000 B.t.u. per day. 

Average heat lost: 1,022,000 B.t.u. per day. 

Since the tank became full the average heat added has been 1,478,000 
B.t.u. per day, and the heat lost 1,077,000 B.t.u. per day. 

Average heat loss per pound of sewage per day (since tank was full): 
0.6 B.t.u. 

Average heat loss per square foot tank surface per day: 162.5 B.t.u. 

Efficiency of gas boiler (taking 1 cu. ft. gas = 700 B.t.u.) was 65.7 per 
cent for 20-week period. 

Efficiency of coal heater using gas as fuel = 31.8 per cent for 10 weeks. 


364. Examples of Tank Design.— The features of design of a 
number of existing sewage-clarifieation tanks will serve to 
illustrate the principles set forth in the preceding sections of this 
chapter. 

Plain Sedimentation Tanks.—This type of tank can be exem- 
plified by (1) the flat-bottomed tanks at Marlborough, Mass.; 
(2) the hopper-bottomed tanks of the Passaic Valley Sewerage 
Commission; (3) the Dorr tanks at North Toronto, Canada; 
(4) the Link-Belt tanksat Lakewood, №. J.; (5) the vertical flow 
tanks at Gloversville, N. Y. 


1 FISCHER and Quimpy, Public Works, March and April, 1928. 
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TABLE 87.—COMPARISON OF PLAIN SEDIMENTATION TANKS 


Marl- Passaic North Тос Glovers- 
borough Valley Toronto ville 
Volume of sewage, m.g.d...... 100 6 1 a 
Number of tanks............ 12 2 3 2 
Tank dimensions, ft. 
а АДО ОТТА 225 50 60 1 
ЙЛ. К quee 25 50 12 де шашу 
Depth (maximum)......... 33 14 16 49 
Number of hoppers per tank..| ........ 9 1 1 1 
Depth of hoppers, ft.........| ........ 13 3.3 5.7 18.5, 29 
Slope of floor.............. 1.3 оп1 15 0 1.0-1.7 on 
per cent 1 
Detention period, hr......... 2.7 1.6 4 3.4 
Frequency of sludge removal.. 3 times |Continuous|Continuous Small 
per week amount 
drawn 
twice a 
week 
Volume of sludge removed, cu. 
TES DORMS. EE N T пази. З ЕИ 1,085 
Moisture of sludge, per cent...| ........ SO [ЕСА ат (АЕ ceres 96 


1 Assuming all four tanks used for sedimentation. 


Single-story Septic Tanks.— The gradual restriction of the use 
of single-story septic tanks to what may be termed home sewage 
disposal suggests а small installation as an example. А tank 
design used by the authors for residential sewage disposal plants 
serving 5 to 10 persons is shown in Fig. 148. The sedimentation 
compartment of this tank has a capacity of 500 gal., and the 
dosing tank of 115 gal. 

Two-story Septic Tanks.—The following comparison of Imhoff 
tanks will illustrate the variations in design of some existing 
installations. Four installations are given: Schenectady, N. Y., 
Plainfield, N. J., Fitchburg, Mass., and Rochester, N. Y. 
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TABLE 88.—Comparison OF IMHOFF TANKS! 


Item Schenectady | Plainfield | Fitchburg Rochester 
Date of construction............ 1914 1916 1914 1916 
Tributary population (1922)..... 65,000 40,000 38,000 260,000 


Character of sewage 


Flow, in million gal. per day... 6 3.4 3.4 32 
Separate or combined sewers...| Separate Separate Combined Combined 
Strength (suspended solids), in 

D. Domno ЖЕКЕГЕ» rrr. 163 166 219 163 
Freshness ООА ИУ Fresh un- Stale Fresh Stale 

comminuted } 
Industrial wastes............. Practically | Practically Small Small 
none none amount amount 

Hardness of water supply, in 
z D ОЯ ЕЕ ds 130 88 10 65 

emperature, in degrees, Fah- 

Jenhel неси Average 46-70 No data Average 54 

(1922) 56.1, 
maximum 
64.7 
Preliminary treatment Е 
РТО ТОА АБА: Coarse rack | Fine screens, Coarse racks | Fine screens, 
íe-in. slots 1§-in. slots 
Grit-chambers............... None None Yes es 
Imhoff tanks 

Sedimentation period, in hours. 3.3 3.4 6.4 1:1 


Depth of tanks 5 : > 
otal maximum water depth...| 13 ft. 9 in. 19 ft. 9 in. 24 ft. 8 in. | 33 ft. 10 in. 
Sludge compartment A * ч 
Depth below plane of slots....| 6 ft. lin. 8 ft. 9 in. 11 ft. 0 in. 22 ft. 6 in. 
Depth below 18-in. neutral zone| 4 ft. 7 in. 7 ft. 3 in. 9 ft. 6 in. 21 ft. O in. 
Distance of lowest point of 
overflow below 18-in. neutral 


2 ft. 6 in. 2 ft. 0 in. 2 ft. 0 in. 13 ft. 0 in. 
2 ft. 1 in. 5 ft. 3 in. 7 ft. 6 in. 8 ft. O in. 
1.40 1.49 1.88 2.40 


cent compartment 
Cu. ft. per capita.. 
Number of hoppers vt 8 3 
Ease of intercommunication...| Poor (2-ft. Poor Good Good 
square (opening 
opening) 20 by 24 in.) 


Scum compartment 
Cu. ft. per capita...........-. 0.76 0.72 1.59 0.55 
Area, 555 vents; percentage of 
tan 


shat ee 14.8 14.3 15 26.8 
Area, gas vents; sq. ft. per cubic 
foot sludge capacity........ 0.034 0.023 0.031 0.0133 
Loading, deposited soli 
Lb. per year per cubic foot 
sludge and scum space...... 14.2 10.4 13.1 9.2 
b. per year per cubic foot 
sludge врасе............... 21.9 15.5 24.1 11.3 
b. per year per cubic foot 
sludge space after deducting 
18-in. neutral zone.......... 30.0 18.9 30.9 12.3 
Lb. per year per cubic foot 
scum зрасе................ 40.4 32.1 28.5 49.7 
Lb. per year per square foot 
gas-vent area............-- 644 674 777 849 


1 Trans., А. S. С. E., 1925; 88, 465. 


Separate Sludge-digestion Tanks.—The following installations 
are chosen for illustration: Antigo, Wis, Merchantville- 
Pensauken, N. J., and Boonton, N. J. 
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TABLE 89.—CoMPARISON OF SEPARATE SLUDGE-DIGESTION TANKS 


Merchantville- 


Pensauken Boonton 
Nomi OF O08. 36 rre ee I or 1 1 5 
Tank dimensions, ft. 
wm c ee ae etna 4o 12 
Depth (тштахипит!)).................. 17.5 10 19 
PO Ot ODE E sioe тае ЕДА КК e 0 дау 2 per cent 0 1.4 on 1 
Storage capacity, cu. ft. per capita...... 5 2 4 
Method оЁһеайїшє..........5+.5. seos Water heated None Provision for 
by collecting heating tanks 
and burning by collecting 
gas and burning 
gas 


Literature 


Eppy, Н. P. Imhoff Tanks—Reasons for Differences in Behavior. Trans., 
A. 8. C. E., 1925; 88, 465. 

Сотір, К. Н. Comments on the Design of Sludge Digestion Tanks, Proc., 
A. S. C. E., 1928; 54, 2655. 


Problems 


1. The sewage of Fitchburg, Mass., contains on an average 200 p.p.m. 
of suspended matter, 100 p.p.m. being volatile solids. The average flow 
of sewage is 3.2 m.g.d. or 83 gal. per capita per day. Sedimentation units 
with a detention period of 2 hours are to be designed to meet present needs. 
Give your choice of number and dimensions of the units (including all floor 
slopes) and estimate the characteristics and amount of sludge to be handled, 
if the units are: (a) longitudinal-flow, hopper-bottomed, plain sedimentation 
tanks; (b) Dorrco square traction clarifiers; (c) Imhoff tanks; (d) combinations 
of tanks (a) or (b) with heated separate sludge-digestion tanks with floating 
gas covers, ^ 

2. Determine the per capita sludge storage to be provided in an Imhoff 
tank under the following average conditions: average sewage flow, 100 gal. 
per capita per day; total suspended solids in sewage, 200 p.p.m.; volatile 
suspended solids, 100 p.p.m.; detention period, 2 hours; temperature of 
sewage, as for Cleveland, Ohio (Table 68); winter storage of sludge, 6 
months. Solve by theoretical method of Section 359 and check by rough 
estimate. 

3. A separate sludge-digestion tank receives the solids settling in 2 hours 
from 1 m.g.d. of sewage containing 300 p.p.m. of suspended solids, two- 
thirds being organic. The tank temperature is to be maintained at 70°F. 
Estimate the required capacity of the tank (a) in eu. ft., assuming that 
sludge is to be stored during 6 months; and (b) in cu. ft. per capita, assuming 
a sewage flow of 100 gal. per capita daily. 
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4. (a) After а condition of equilibrium has been reached in a sludge 
digestion tank, what is the daily gas production of the tank in cu. ft. if its 
temperature is held at 70?F. and it receives a daily load of 2,500 gal. of 
fresh sludge with 95 per cent moisture, a specific gravity of 1.020 and a 
content of organic matter of 67 per cent (dry basis), assuming a gas pro- 
duction of 10 cu. ft. per pound of volatile solids? Ans. 7,130 cu. ft. 

(b) If 80 per cent of the gas is methane, what is the heating value of the 
gas in B.t.u. per hour? Ans. 214,000 B.t.u. per hour. 

(c) If during the coldest weather there is a daily heat loss from the tank 
of 5°Е. and the incoming sludge has a temperature of 40°F., is the gas 
produced by digestion sufficient to maintain the tank temperature at 70°F., 
assuming that the tank holds 10,000 cu. ft. of sludge? Ans. Yes. 

b. If the tank in Problem 4 is to be heated (a) by the addition of hot water, 
(b) by a hot-water circulating system, estimate (a) the amount of hot 
water that must daily be added to the tank, (b) the general characteristics 
of the recirculating system. 

6. The gas production of an Imhoff tank at the Calumet treatment 
works of Chicago during 1926 and 1927 was as shown below. Make a 
study of the relation between temperature and gas production. 


Gas Propuction, CALUMET TREATMENT WORKS 


Rate of gas production Temperature, °F. 
Month, 1926-1927 i Maxi- Mini- 
PD 9 9 Average, | Ratio to varo gd 


eu. ft. yearly day, cu. | day, cu. 
per day | average ft. ft. 


Air | Sewage | Sludge 


September 
October 


Population tributary to tank, 4,400. 
Average gas per capita per day, 0.44 cu. ft. 
4.50 cu. ft. of gas per pound of volatile matter added. 


T. The data given under Problem 6 are to be applied in the design of a 
heated sludge-digestion tank. Make a study of the necessary heating 
arrangements. 


CHAPTER XVII 
SEWAGE FILTERS 


365. Development of Sewage Filters.— The treatment of 
sewage by intermittent sand filtration is а natural outgrowth 
of the disposal of sewage by irrigation (see Chapter XIII). 
As such it was an attempt to intensify the activity of the forces 
of purifieation operative in natural soils by (1) more careful 
selection and preparation of the disposal areas and (2) better 
supervision of their operation. The thought of agricultural 
utilization of the filtration areas was not immediately relin- 
quished. Cultivation or cropping, however, was made secondary 
to the securing of adequate treatment. Ultimately it was 
abandoned entirely. Development of the process of intermittent 
sand filtration is associated with the work of Frankland for the 
Rivers Pollution Commission of Great Britain (1870) and with 
the early investigations of the Massachusetts State Board of 
Health at Lawrence (1887). 

Experiments by Dibdin in connection with the treatment of the 
sewage of London, England, are responsible for the next step 
forward in sewage filtration, the development of the contact bed 
(1892). Looking towards higher rates of treatment for the 
tremendous volume of sewage to be handled, and lacking suitable 
areas of natural sand deposits so essential to the economy of 
intermittent sand filtration, the behavior of filtering materials 
coarser than sand was studied. Trouble being encountered in 
operating the filters by dosing with sewage from above, a fill-and- 
draw or contact method of operation was devised and proved 
successful. These studies as well as some earlier investigations 
at Lawrence with gravel filters (1889) paved the way for the 
employment of still higher rates of treatment by causing sewage 
to trickle downward through a bed of coarse filtering material. 
Trickling filters! resembling present-day installations in con- 
struction and operation did not take form, however, until 1894. 
The names of Lowcock, Corbett and Stoddart in England are 
especially noteworthy in this connection. 

1 Also called “percolating,” “aerating,” “sprinkling” or “sprinkler” filters. 
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366. General Features of Sewage Filters.— The three types of 
sewage filters most commonly employed in America are (1) the 
intermittent sand filter where natural sand deposits exist, (2) the 
contact bed of coarse stone and (3) the trickling filter of coarse 
stone with sewage distribution by stationary nozzles. 

Intermittent Sand Filters—A typical group of intermittent 
sand filters is illustrated in Fig. 180. The filtration area, as here 
shown, is commonly broken up into a series of rectangular beds, 


Section A-A 


Distributors ——— 
Underdrains-- - ---- 


From Settling 5 


Tanks 


Fig. 180.—Arrangement of sand filter beds, North Attleboro, Mass. 


successive rows of filters being separated by embankments, some 
of which carry roadways which give access to the beds for cleaning 
purposes. Sewage is discharged intermittently upon the sand 
surface, filters downward through the sand and is collected in 
underdrains. The receding sewage draws air into the sand and 
thus maintains aerobic conditions in the bed. Where deep 
deposits of sand and gravel occur underdrains may not be needed, 
in which case there will not be any plant effluent as such, the 
percolating sewage joining the ground water. 
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If there is much coarse material in the sewage this is strained 
out at the sand surface and forms a thin mat of sewage solids 
which intercepts finer suspended matter and becomes more 
and more compact. The filtering capacity of the bed is thus 
reduced, and it becomes necessary to remove the mat. This is 
commonly done by manual labor. In the absence of coarse solids 
and mat formation, when settled sewage is applied to the filter, 
for example, the finer particles penetrate farther into the sand and 
clog the top inch or more of sand which must then be scraped 
off from time to time. Where there are natural sand deposits, 
filter beds are constructed by removing the loam and top soil and 
bringing the surface to a level. In the absence of natural areas, 
the sand must be hauled into place. In some cases, crushed 
cinders are used instead of sand. The use of wholly artificial 
beds is, however, quite restricted. 

Contact Beds.—Contact beds are made up of broken stone, 
cinders or similar inert material, packed into watertight tanks 
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Fic. 181.—Arrangement of double contact beds. 


or basins. The contact material is often called “ballast.” 
Sewage is applied to the bed, commonly from above, the outlet 
from the bed being kept closed. The sewage fills the voids in the 
ballast and is permitted to remain in contact with it for a short 
time. The bed is then drained and allowed to rest, the voids now 
being filled with air drawn in by the receding sewage. The cycle 
is then repeated. As shown in Fig. 181 contact beds may be 
built in series, the effluent from the first or “© primary" bed passing 
to а “secondary” bed. This is called “double contact." Triple 
contact has also been used. In double contact, the secondary 
beds usually can treat а somewhat greater quantity of sewage 
per acre than the primary beds, with satisfactory results. Triple 
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contact generally requires so much head for operation that it 
becomes uneconomical. 

New contact beds have from 40 to 50 per cent voids. In the 
course of a few years, however, the voids generally become filled 
with sewage solids which are humus-like in character, and the 
contact material must then be removed, cleaned and replaced, 
or renewed. If relatively coarse ballast is employed the beds 
may * unload" much like trickling filters, and final settling is then 
required (Section 368). 

Trickling Filters.—The filtering material employed in trickling 
filters is of the same general nature as that of contact beds. The 


Grade 0.00284 A 30 ‘By-Pass Drain 
Plan 
Fig. 182.—Arrangement of trickling filters, Fitchburg, Mass. 


ballast is sometimes placed in water-tight tanks, sometimes not. 
Figure 182 shows a plan and section of the trickling filters at 
Fitchburg, Mass., built from the plans of D. A. Hartwell and the 
authors. Operating at a much higher rate than contact beds, 
trickling filters require a more elaborate system of sewage 
distribution and underdrainage. Sewage is applied to the surface 
by sprinkling devices of varying design, which will approach 
uniform dosing of the area. The sewage then trickles downward 
and is collected by underdrains. The pores of the bed are not 
filled with sewage, and ventilation is commonly such that oxygen 


566 SEWERAGE AND SEWAGE DISPOSAL 


may be absorbed continuously by the jelly-like covering on the 
ballast and by the sewage, rather than intermittently as is the 
case with the older types of sewage filters. Dosage, however, is 
generally intermittent, but far more frequent than with inter- 
mittent sand filters and contact beds. 

In further contrast to intermittent sand filters and most 
contact beds, which must be cleaned from time to time, well- 
designed and carefully-operated trickling filters are self-cleaning. 
They unload the accumulating, more or less stabilized solids, and 
hence the effluent requires secondary or final treatment in 
sedimentation tanks (Section 368). 

367. Preliminary Treatment.—Some form of preliminary 
treatment is commonly employed in modern sewage filtration 
works. The purpose of this treatment is to reduce clogging in 
the case of intermittent sand filters and contact beds, and to 
prevent it in the case of trickling filters. The matter of nozzle 
clogging is also of importance in the latter type of unit. How far 
treatment should be carried will depend upon the economy of 
plant construction and operation. Grit chambers and coarse 
screens alone will ordinarily be insufficient for all but intermittent 
sand filters. Fine screens have been advocated in preference 
to sedimentation tanks in certain instances, although it is 
doubtful if the solids passing the screens but removed by sedimen- 
tation tanks сап be economically handled by filters. If tanks 
are provided, they should be designed and operated to take out 
all the settling solids it is practicable to remove. 

А disadvantage of the septic tank for preliminary treatment 
is that foul odors are often given off by the tank effluent. Spray- 
ing the effluent on trickling filters is particularly favorable to the 
dissemination of odors. There is also a general belief that sewage 
can be purified by bacterial agencies more advantageously when 
fresh than when septic. 

Preliminary treatment is not so essential to proper operation 
of intermittent sand filters as it is to that of contact beds and 
trickling filters. Removal of the coarser suspended matter in 
fact results in deeper penetration of the remaining solids, necessi- 
tating the removal of greater depths of sand when the beds are 
cleaned. The advantages of using settled sewage, however, 
generally outweigh the disadvantages. In the operation of 
contact beds both raw and settled sewages have been applied. 
To avoid rapid clogging, however, pretreatment is essential. 
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Washing clogged filtering material should be avoided if possible. 
This is even more important in connection with trickling filters, 
which сап be so designed and operated as to avoid clogging 
entirely.: 

Partial oxidation of clarified sewage prior to filtration will be 
discussed in Section 405. 

368. Final Treatment.—The effluent from intermittent sand 
filters is clear and well nitrified and requires no further treatment. 
Fine-grained contact beds also produce a clear and stable effluent. 
The effluent from coarse-grained contact beds and trickling 
filters, on the other hand, usually contains considerable quantities 
of suspended matter. 

Notwithstanding losses due to digestion, as much suspended 
matter may be expected in the effluent as in the influent in some 
cases; indeed, colloidal matter is often precipitated within the 
filter so that the effluent averages higher in suspended matter 
than the influent in such cases. This difference may be further 
augmented by bits of organic growths, worms, and the like 
washed from the filter. 

In appearance, the suspended matter of trickling filter effluents 
is quite different from that in sewage. It is of a granular and 
gelatinous nature instead of the slimy, mucilaginous character of 
sewage sediment. 


The increase in stability of the suspended matter in trickling filter effluent 
over that in the applied sewage was shown by an experiment at the Lawrence 
Experiment Station in which 0.2 g. of each sediment was mixed with 4,000 
cc. of river water saturated with oxygen (1908 Report, Mass. State Board 
Health, p. 376). The results are given as follows: 


Dissolved Oxygen 
at End of 5 Days; 
Percentage of 


Saturation 
БӨ ЖАЛТ СОЛЫ 29 S dieere ete do ghe cs Sea jo rg etre ore 90.0 
Trickling filter 135 sediment and river water......... 100.0 
Trickling filter 136 sediment and river water......... 76.0 
Sewage sediment and river water................... 1.5 


It seems to be clearly established that the deposit from trickling 
filters is much more stable than that from sewage; yet it appears 
that the effluent may carry, at times of unloading, such large 
quantities of this matter that the water is rendered putrescible 
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thereby. Sludge resulting from the sedimentation of trickling 
filter effluents has usually been found to be putrescible. In some 
cases it has been rendered offensive by the presence of many 
decaying worms or by particles of organie growths. > 

In the great majority of trickling filter installations it will be 
necessary to remove suspended matter from the effluent by 
tanks, strainers or filters. Much of the suspended matter lends 
itself readily to sedimentation, but there is considerable fine 
matter which does not settle readily. For complete removal, 
strainers or filters must be used. In the latter case it will prob- 
ably be economical to pass the trickling filter effluent through 
sedimentation tanks first. Intermittent sand filters will not 
only remove this suspended matter but will afford further bac- 
terial purification and may be operated at comparatively high 
rates, as was done for a number of years at Gloversville, N. Y. 

Where a highly treated effluent is required, sand filters have 
come into use also in connection with contact beds, asat Chatham, 
Morristown and Boonton, N. J. High rates of filtration are 
generally employed in such cases. The design and operation 
of final sedimentation tanks, often called humus tanks when 
used in connection with trickling filters, will be taken up in 
Section 388. 


PRINCIPLES OF OPERATION 


369. Filter Loading.— There is no really satisfactory way of 
expressing the permissible loading of sewage filters. "The rate 
at which sewage may be treated to yield an acceptable effluent 
depends, among other things, upon (1) the quantity and nature 
of the organie matter in the applied sewage, (2) the character of 
the filtering material, and (3) the depth of the filter. It is not 
possible to combine into a single unit these factors which them- 
selves are constituted of a number of variables. The most 
common methods of expressing filter loadings are, therefore, 
limited to a statement of (1) the volume of sewage that can be 
treated per unit of filter area or filter volume or (2) the population 
served per unit area or volume. Correct interpretation of filter 
loadings expressed in this way naturally requires familiarity 
with the factors listed above. 

Under average conditions the rates of treatment shown in the 
following schedule are employed: 
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Gal. per acre рег | Gal. per acre- | Persons per | Persons per 
day foot per day! acre acre-foot 
| 
Intermittent sand fil- 
ters 
Little or no prelimi- 
nary treatment... 20,000- 75,000............... 400— 1,000 
Settled sewage..... 50,000- 125,000)............... 500- 1,500 
Effluent from con- 
tact beds or trick- 
ling filters....... 100,000- 800,000............... 1,000-10, 000 
Contact beds........|.... ere 75,000-200,000/............. 750-2,000 
4-ft. bed, single con- 
TAGG. eo er 400,000- 800,000|............... 4,000- 8,000 
4-ft. bed, double 
contact......... 300,000- 500,000|......... eee 3,000- 5,000 
TTriekling беге... |. вне 100,000-500,000|............. 1,250-5,000 
CIC bdo rures 1,000,000-3 ,000,000|............... 7, 500-30 , 000. 
10-ft. bed. .......- 1,000,000—3,500,000!............... 15,000-40, 000 


1 Gal. per cubic yard or per cubic foot is sometimes used instead of gal. per acre-foot. 
1 gal. per cubic yard = 1,013 gal. per acre-foot. 1 gal. per cubic foot = 43,560 gal. per 
acre-foot. 

It should be noted that the loading of intermittent sand filters 
is expressed, in this schedule, in terms of surface area only, 
whereas depth is taken into account in the case of contact beds 
and trickling filters. The reason for this will be explained in 
the next section. 

Attempts have been made, with limited success, to express 
permissible filter loadings in terms of the organic constituents 
of the sewage. The nitrogen load, or quantity of nitrogen in 
the form of organic nitrogen and free ammonia which is applied 
per unit area or volume, is such a measure. If, for example, an 
average sewage contains 15 grams per capita daily (Section 249), 
the permissible nitrogen load on an intermittent sand filter 
treating raw sewage is about 700 X 15 X 0.0022 X 365 = 8,400 
Ib. per acre per year. In the absence of determinations of organic 
nitrogen twice the albuminoid nitrogen is sometimes used to 
approximate the former value. 

370. Effect of Depth upon Loading.— There is shown in Fig. 
183 the ammonia removal at different depths recorded by various 
observers for trickling filters receiving the same quantity of 
sewage per square foot of surface area. It appears from this 
plotting that the percentage ammonia reduction per foot of depth 
is practically constant;the quantity of ammonia removed per foot 
of depth naturally decreases, however, as the quantity remaining 
diminishes. The lower depths of the filter are therefore required 
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to do less work than the upper ones. Studies of nitrification 
effected yield similar information. Strictly speaking, therefore, 
the loading of trickling filters should not be based on the volume 
of ballast. This method of statement is subject to the further 
error that, with equal loading per cubic yard, deep beds receive 
more sewage per unit of surface area and are, therefore, more 
subject to surface clogging. Finally, filtration is an oxidation 
process, and the effectiveness of the lower filter strata depends 
to some degree upon proper ventilation. 

Offsetting to some extent these disadvantages of greater 
depth is the fact that the time of contact seems to increase 
geometrically with depth. Thus analysis of Clark’s! observations 


Per Cent of Ammonia Nitrogen Remaining 


^ VSS x4. R5 AVG Tate 394110; dd 
Filter Depth , Feet 


Fic. 183.—Effect of filter on ammonia reduction. 


at Lawrence shows that for a given dosage of sewage per acre 
the time of contact is practically doubled for every increase in 
depth of 2 ft., and that a filter 10 ft. deep will have the same period 
of contact (about 1 hour) when receiving 2.5 million gal. per 
acre as а 4-ft. bed dosed at one-fifth this rate. 

Clark's researches led him to conclude that the quantity of 
sewage which can be treated per unit area of bed increases 
at & greater rate than the increase in depth. This conclusion 
is based upon parallel tests in which a relatively uniform degree 
of purifieation was secured from filters of different depths. 
Unfortunately most, if not all, of the other tests which have been 
used as a basis of judgment upon this subject were not operated 


1 "Experiments upon the Purification of Water and Sewage," 1915, p. 22. 
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to secure such a uniform degree of purification, and the value 
of the tests to indicate volumetric efficiency is subject to doubt. 

What has been said about trickling filters applies in а general 
way also to intermittent sand filters, excepting that in the latter 
the fineness of the filtering medium and the formation of a surface 
film of sludge concentrate the purifying processes in large 
measure at the surface. "This concentration is sufficiently great 
to warrant basing the loading of sand filters, as indicated in the 
preceding section, upon the surface area of the bed. 

The method of operating contact beds, however, is such that 
they can be loaded in direct proportion to their depth. Their 
activity does not change with depth as long as they are in good 
working condition. This stands in contrast to the other filtration 
methods. 

371. Maturing of Beds.—All types of sewage filters are less 
effective in producing a good effluent when they are first placed 
in operation than after they have matured. The reason for this 
is that purification depends upon the changes which take place 
at the jelly-sewage interface and upon the activities of bacteria 
and other organisms living in the zoégloeal films which cover the 
filtering medium (Section 324). Time must elapse before the 
proper conditions are established and the bed has become 
“broken in," “mature,” or “ripe.” The period required varies 
with the season of the year from a few weeks in warm weather to 
several months during the cooler seasons. 

During warm dry weather filter loadings might be appreciably 
increased, but generally the volume of sewage at such times is 
below the average for the year. The increased efficiency 
of the filter, therefore, is more likely to be utilized by the produc- 
tion of a better effluent, which is a favorable condition because 
at higher temperatures the oxygen demand of streams increases 
and their flow at such times is usually relatively low. 

372. Clogging of Beds.—Sewage filters are more or less subject 
to clogging. This reduces their capacity and impairs the quality 
of the effluent. Clogging is expected in the operation of inter- 
mittent sand filters. Being restricted to the top layers of the 
sand, cleaning operations are relatively simple. Contact beds, 
on the other hand, may not clog for years, especially if the ballast 
is coarse and a certain amount of unloading takes place. Clog- 
ging, however, may occur at any depth and may require complete 
removal of the ballast for cleaning. Under normal conditions of 
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installation and operation, trickling filters should remain self- 
cleaning, and clogging should be an exceptional occurrence. 

When sand beds are put in operation the areas adjacent to the 
distributor outlets clog first because (1) more sewage passes 
through the beds at these points and (2) the coarsest suspended 
matter is deposited nearest the outlets. At the beginning these 
areas, therefore, do more work than those near the periphery 
of the beds. As time goes on the opposite is true. Road dust 
carried by storm water is particularly objectionable from the 
standpoint of clogging. Rain compacts the sand surface, but 
moderate frost tends to open the pores of the bed. 

The Royal Commission on Sewage Disposal recognized 
eight causes for the clogging of contact beds: 

1. Disintegration of the ballast when beds are constructed of friable 
material. 
. Consolidation of the ballast, particularly when finer materials are used. 
Deposition of colloidal material. 
Excessive growth of organisms when beds are worked at high speed. 
. Excessive loading. 
. Insufficient rest. 
. Inefficient drainage. 


. Accumulation of solids, clogging varying directly as the quantity of 
muspended matter in the sewage. 


9 гї @ m ep t 


Clogging of contact beds may proceed until the voids are 
completely filled, or it may stop after the bed has matured.. The 
depth at which clogging takes place may shift up or down. 

The periodic storage and unloading of solids by trickling 
filters is one of their most important attributes. Since the beds 
harbor huge numbers of living organisms, it is not surprising that 
they respond quickly to changes in temperature and other 
conditions. In summer, in the northeastern states, the quantity 
of solids in the effluent is about the same as in the applied sewage. 
Oxidation is then more active and nitrification will take place 
with doses not too great to permit efficient oxidation. А 
trickling filter designed and operated for that purpose will 
convert a large portion of the organic nitrogen into nitrates. 
In the fall, the efficiency of oxidation drops progressively with 
the lowering of the temperature, and the proportion of solids 
in the effluent to those in the sewage also is reduced. During the 
winter oxidation is low and much organic matter applied to the 
filter is stored in it. But with the first warm weather of spring, 
the filters emit great quantities of solids, far in excess of those in 


SEWAGE FILTERS 573 


the sewage applied at the time. Thus the stored matter, 
including the bacterial jelly which has served its purpose, is 
ejected from the filters, which thus recover capacity. Likewise, 
the renewed activity of the organisms produces more complete 
oxidation, and the quality of the effluent gradually improves 
until it equals that of previous summers. 

Great numbers of worms develop in trickling filters, and are 
discharged with the accumulated organic matter when the 
filters unload" these solids into the effluent. Тһе abundance 
of these worms indicates that they must perform some function 
in the general transformation of organie matter into more 
stable matter which goes on inside the filters. 

Normally the clogging of trickling filters is restricted to the 
surface, and ‘‘pooling’’ of the sewage may then occur. Surface 
clogging may be due to (1) too fine ballast or disintegration of the 
surface layer, (2) inadequate preliminary clarification of the 
sewage, or (3) growths of filamentous algae and fungi and 
the formation of a tough and impermeable mat. 

373. Cleaning of Beds.— The cleaning of sand beds constitutes 
a part of the routine of their operation; contact beds and trickling 
filters, if properly operated, require much less frequent attention 
for this purpose. 

Where raw sewage is applied to sand beds the heavy mats 
of sewage solids crack and curl upon drying, and may be peeled 
off in this condition or scraped off while moist. The mats 
contain much organie matter and have some small value as 
fertilizer. When the solids penetrate more deeply into the sand, 
as happens when settled sewage is applied to the beds, the clogged 
surface sand must be removed from time to time. This material 
seems to have little practical use and generally is disposed of by 
filling low-lying lands near the plant. Washing dirty sand for 
replacing is open to the objection that the finer sand particles are 
likely to be lost together with the foreign material; therefore the 
replaced sand is coarser than the original sand and permits 
greater penetration of fine solids, and their accumulation as а 
sealing layer at the surface of the undisturbed sand. 

Clogged beds are sometimes harrowed or plowed. They 
should be carefully cleaned before this is done so that the solids 
which have been deposited upon the surface by the sewage will not 
become mixed with the sand and thus decrease the capacity of the 
bed. Addition of new sand to make up for the sand removed 
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during cleaning does not seem to have been employed much at 
municipal plants; some industrial installations, however, have 
resorted to this practice. Overtaxed beds in which fouling sets in 
because of insufficient aeration must be rested. This may take 
several weeks. 

Contact beds which have become clogged after several years 
of operation (4 to 5 years is a common length of service) are 
cleaned by removing the ballast, washing it by hand or in 
machines often similar to concrete mixers, regrading it and 
replacing the clean material in the beds. Temporarily over- 
loaded beds will recuperate during a resting period of shorter or 
greater length depending upon the circumstances. 

There are several methods for combatting surface clogging 
of trickling filters and the resulting ponding of sewage: 

1. Resting and drying the bed without permitting destruction of the 
contact film to take place. 

2. Picking over, loosening, forking or harrowing the surface layer. 

3. Chlorination of the applied sewage for the destruction of surface 
growths, or use of copper sulphate, caustic soda or chlorine compounds for 
this purpose. 

4. Cultivation of the water springtail (Achorutes viaticus, a member of 
the family Poduridae), a wingless insect which feeds on the organic slime 
accumulating on the surface. 

Clogged underdrains sometimes may be freed by flushing the 
drainage system by means of hose streams. Chlorination.of the 
applied sewage may be effective in causing an unloading of 
the humus-like materials collecting on the ballast of the filter. 

374. Odors from Sewage Filters.—Generally speaking, there 
is less opportunity for the dissemination of odors froin contact 
beds than from intermittent sand filters, and less from the latter 
than from trickling filters. The intensity of the odors produced 
varies with the concentration, composition and condition of the 
sewage and with the weather (temperature, humidity and wind 
movement). In general, if the sewage reaches the plant in a 
relatively fresh condition, and if the filters are well operated, the 
odors should not be intense or especially offensive. Sewage 
odors are particularly noticeable on relatively calm damp days. 

It is generally desirable to keep sand beds and trickling filters 
from 14 to 14 mile distant from any substantial settlement. 
Small installations are sometimes covered to reduce the travelling 
of odors. Screening of the plant by stands of evergreen trees 
has been employed with questionable success, while chlorination 
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of the sewage prior to filtration has met with marked success, 
but destruction of the filter life by chlorine, must be guarded 
against. The hygienic significance of sewage odors does not 
appear to be measurable. 

375. Filter Flies.—A small, gray moth-fly (Psychoda alternata) 
is sometimes very troublesome about trickling filters, but does not 
occur on sand filters or contact beds. These flies do not bite, 
but may get into the eyes, nostrils and ears. Being so small 
that they pass through ordinary window screening, they can be 
excluded only with difficulty from dwellings or other buildings in 
the vicinity of the plant. Their radius of flight is limited toa 
few hundred feet, but they may be carried by the wind for much 
longer distances (14 to 34 mile). Psychoda lays its eggs in the 
filter, and the larvae feed upon the filter slime. The minimum 
life cycle is 12 days in summer. 

Development of filter flies can be checked (1) by flooding the 
beds for about a day once a week during the periods of greatest 
prevalence, or (2) by chlorination, either applying chlorine to 
the sewage in а heavy dose or spraying orthodichlor benzene 
over the filter. The results of chlorination are still inconclusive. 
Cultivation of the water springtail (Achorutes viaticus) is also 
said to be effective in reducing fly nuisance. This is probably 
due to their destruction of the organie slime upon which the 
larvae of the filter-fly feed. At Fitchburg, Mass., an equilibrium 
seems to have been established between other insects and flies, 
and no group gains the ascendancy to such an extent as to 
become seriously troublesome. 

376. Winter Maintenance.—Filters generally are not as 
efficient in winter asin summer. Asin the case of all biologically- 
activated processes, warm weather is more favorable than cold. 
In addition there are certain physical obstacles which must be 
overcome during cold weather. These are especially important 
in the operation of intermittent sand filters. More care is 
required in dosing sand beds during the winter than at other 
seasons. Large doses of sewage must be applied to thaw the 
frost in the sand or to melt the snow on the surface of the filter. 
On the other hand, it is essential that the dose be not large 
enough to freeze to the sand before it can find its way into the 
filter. 

Various methods have been devised for preventing the ice 
from freezing to the sand. One of the most successful of these is 
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to furrow the filters for use in winter. The furrows may consist 
of ridges and depressions about 3 ft. apart on centers and about 
10 in. deep. When ice has formed on the sewage, the ridges hold 
it up as the sewage recedes, leaving a space between the bottom of 
the furrow and the ice, through which future applications of 
sewage can flow. This covering of ice also protects the surface 
of the bed from the extreme cold, preventing serious freezing, 
and serves to keep succeeding snowfalls out of the sewage. 

When sewage is applied to furrowed filters the suspended 
matter tends to settle to the bottom of the furrows, which afford 
a much smaller area for the distribution of such matter than 
the level surface of the bed at other seasons. Where beds are 
operated at nearly their maximum capacity, especially with 
sewage containing large quantities of suspended matter, the 
winter clogging may be serious. It is important, therefore, to 
take advantage of any opportunity afforded for winter cleaning. 
It has been found that the mat can be readily raised from the 
sand if it is barely frozen. If, however, it is frozen hard, the 
crust will be so thick and the quantity of sand clinging to 
the mat so great, that cleaning will be impracticable. 

377. Efficiency of Sewage Filters.—The degree of purification 
effected by sewage filters must be studied in connection with the 
many factors that influence their operation. The following very 
general figures are therefore presented only with a view to 
giving the student a basis for comparison. 


| Intermittent Tricklin, 
: ; g 
Percentage reduction of | Ves eR Contact beds filters 
Suspended matter.......... 95-98 | 85-90! 85-90! 
Organic matter............. 90-98 60—80 60—80 
Вассепат инт om 98-99 50-75 80-90 


!The effluent from coarse contact beds and from trickling filters must undergo final 
sedimentation for the removal of suspended matter if a high degree of purification is to be 
secured. 


Intermittent Sand Filters—When sand filters are doing their 
best work the effluent from the underdrains will be clear, sub- 
stantially free from suspended matter and practically odorless. 
It will remain stable indefinitely, even when allowed to stand 
in a tightly stoppered bottle in a warm room. 

The efficiency of various sand filters in Massachusetts is 
shown in Table 90. These results are for the most part yearly 


TABLE 90.—Errictency or SAND FILTERS IN MassACHUSETTS* 
(Results of analyses in p.p.m.) 


Total albuminoid ammonia Oxygen consumed N коба ЦЕ efilu- 


Per cent | Applied 
reduced | sewage 


Applied | кецеш, |Per cent | Applied | mene Per cent | Nitrates | Nitrites 


sewage | reduced | sewage Effluent 


25.6 7.3 71 8.8 0.55 53.3 6.2 88 6.10 0.11 | 234.1 86.0 
35.0 19.9 64 8.4 1.11 87 61.8 10.4 83 1.20 0.07 61.8 68.5 
Brockton.......... soe) 167171 31.8 53 13.3 1.12 92 128.9 15.3 88 4.07 0.12 | 122.3 | 120.3 
Сиба. 38.4 6.6 83 6.9 0.66 90 69.5 8.0 89 8.91 0.07 59.1 52.7 
Gonoórd;, sees ss seis 21.4 2.5 88 5.6 0.12 98 43.2 1.9 96 5.86 0.02 38.8 34.8 
Framingham 17.4 72 15.0 0.70 9.1 92 2.48 0.12 94.9 84.0 
Gardner! 14.6 73 17.6 1.01 8.0 94 19.04 0.19 61.6 63.2 
Gardner? 21.6 51 7.4 1.82 13.2 71 9.19 0.23 74.8 07.6 
Hopedale 13.1 73 7.1 1.16 9.2 79 21.30 0.06 58.3 50.0 
Hudson.. 12.1 73 9.1 1.02 9.9 89 8.32 0.20 | 460.8 | 450.0 
Leicester.. spee seeto 35.5 6.7 81 7.1 0.98. 9.5 83 6.07 0.13 54.5 40.6 
Магор. 12.2 2.0 84 3.3 0.37 3.9 82 4.58 0.02 37.6 36.5 
Marlborough...... e| 51.8 5.0 90 5.7 0.36 3.8 91 18.47 0.04 98.6 78.6 
Milford. ...... ....| 89.2 6.9 82 6.1 0.39 5.1 90 15.04 0.09 98.7 97.9 
30.7 11.6 68 8.5 0.57 5.9 90 4.76 0.21 89.0 65.7 
37.7 6.5 83 6.5 1.07 7.5 83 9.23 0.08 54.2 43.8 
40.7 12.3 70 8.4 0.75 11.8 90 1.91 1.56 34.7 | 298.0 
11.5 0.6 95 1.8 0.12 2.0 84 4.94 0.02 34.1 29.9 
20.4 3.9 81 5.1 0.44 5.2 86 10.31 0.10 52.1 46.9 
52.2 19.1 63 7.4 0.87 9.6 83 1.96 0.12 68.2 59.5 
56.8 5.4 91 12.6 0.38 5.1 9з 4.17 0.06 88.3 55.0 
13.3 1.7 87 2.9 0.34 3.6 81 3.02 0.03 20.3 27.9 
31.4 4.1 87 8.4 0.72 7.0 86 11.52 0.28 82.9 48.8 
Worcester..... TS 36.4 21.7 40 12.9 1.50 18.2 86 2.20 0.15 | 132.4 138.3 


* Data taken from Massachusetts State Board of Health Report for 1912, pages 371-379. ! Gardner area, ? Templeton area, 
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averages of monthly samples. It will be seen that there is 
considerable difference in the quality of the sewage applied as 
well as in the effluents. It is probable that a majority of the 
analyses of applied sewages represent more accurately the 
stronger day sewage. Filtration does not affect the quantity of 
chlorine, so that the chlorine results may be used to determine 
whether the effluent probably corresponds to the sewage analyzed. 
It will be seen that there are wide diserepancies, and these should 
be taken into account when studying the results. In some cases 
the effluent has doubtless been diluted with ground water. These 
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Fic. 184.— Effect of temperature on results of intermittent filtration. 


results are not given with a view to showing the relative amount 
of work done at different plants, as other conditions must be 
taken into consideration, particularly the character and quantity 
of sewage applied. "These results do show, however, in a general 
way, the purification accomplished in practice. 

. The efficiency of sewage filters in a northern climate will not 
be so great during the winter months as during the remainder 
of the year (Fig. 184). Bacterial activity is reduced by fall in 
temperature. The large and irregular doses applied to the filters 
in order to keep them thawed out and to obtain the best result 
during the cold weather are not favorable to a high degree of 
purification. 


TABLE 91.—AvERAGE ANALYSES OF INFLUENTS AND ErrLuENTS OF Contact BEDS AND TRICKLING FILTERS* 


(Results are stated in p.p.m., except as noted) 
uL I Asi Са ЛЕНЕ XE SR PES SEE RE BS uS 4 uve Pe RR АМИ 2903 


Settleable 0. ed 
* solids, 2 hr. | , Ec Consuniec’s | Alkalinity as СаСО, | 5-day biochemical 
uspended matter 30 min. in boiling 
- (се. per by methyl orange oxygen demand : 
liter) ута Nitrate 
City Pie 
Per Per Per Per | cmuent 
Influ- | Efflu- | cent | Influ- | Efu- | Influ- | Eflu-| cent | Influ- | Efflu-| cent | Influ- | Efflu- | cent 
ent ent re- ent ent ent ent re- ent ent re- ent ent re- 
moval moval moval moval 


Contact Beds 
———H——— —— Él I Шынын DR cs miii з „сз ee es ee 
ANET PA E соте ее 69 17 75 DELETE 38 26 32 192 |167 13 68 20 71 2.8 
DR EAE TOEA N T, 93 41 56 0.3 | Tr. 38 18 53 343 |354 -3 90 22 76 0.3 


Atlanta (Intrenchment)........... 0.6 | Tr. 21 10.0| 52 82 | 48.0] 41 23 4.2| 82 3.0 
EEROR) ioe оола 0.2 | Tr. 18 7.0| 61 69 | 35.0 | 49 20 3.9 | 81 2.0 
ЖАШДЫ: Оо T ONNO 0.6 | Tr. 36 |14.0| 61 144 | 63.0 | 56 125 | 14.0| 89 3.3 
CORDUDUR: ЛУККА ҮЕ? Тү, Tr. 46 | 28.0 | 39 | 219 [192.0 | #12 134 | 49.0) 70 0.6 
ТОДО eu ome cM er ute ae Tr. Tr. 37 19.0 | 57 99 7.9 | 92 95 | 20.0] 79 6.1 
КОКО PETI ее oa Ces sists Аат Tr. Tr. 22 11.0 | 50 | 194 |152.0 | 22 87 16.07} 70 
Reading........ зз зз зээ жо» Tr. Tr. 31 18.0 | 48 | 177 |105.0| 41 96 |20.0| 79 4.4 
Rochester (Brighton)............. Tr. Tr. 15 9.7 | 35 |189 |131.0 | 31 36 7.1 80 2.8 


~ 
= 
© 
~ 
ч 
© 


* Public Health Bull. 132. 
1 Tr. indicates "trace" (less than 0.1 co.). 
2 Effluent of secondary sedimentation tanks, 
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TABLE 92.—OPERATING RESULTS OF TRICKLING FILTERS 
(Results are stated in p.p.m., except as noted) 


Schenectady, N. Y. | Worcester, Mass. 
1928 1928 


Brockton, Mass. 


1928 Fitchburg, Mass., 1928 


Dec. to May June to Nov. 


Influent | Effluent — | influent | Effluent | Influent | Effluent 
Influent | Effluent | Influent | Effluent 


ee E MEM E M1 o 


Nitrogen 
Ammonia ...... ТР оаа е 27.4 15.6 11.12 3.34 11.97 2.00 12.7 5.1 14.6 9.6 
Albuminoid 
"TOU ca эу a е у V5 69 995 6.07 5.44 2.63 1.50 2.54 1.40 3.43 2.49 
Dissolved НТ T€ 902 V3 €5.9 4 ее 5.60 3.96 1.72 0.98 1.70 0.83 2.03 0.96 
Визрепаей. .....:........... 6.666. 1.07 1.48 0.91 0.52 0.84 0.57 1.40 1.53 
Nitrile.;.. cue ey ete ee voee deos oo re 0.25 0.45 0.084 0.219 0.028 0.111 an 0.484 | ....... 0.173 
PIC ILU IECIT PETERE ERIT UE DOLI IDE 0.15 10.15 0.962 6.236 0.437 9:287. |ә АТАН Флуд, 5.71 
Oxygen consumed 
Оена ad acre COM 95.4 40.7 88.7 58.8 80.2 50.5 
Dissolved........ eese pease gio dos 70.5 26.3 53.9 31.3 45.4 25.4 
Buspended, /. «1e eerte 24.9 14.4 34.8 27.4 34.8 25.1 
Solids 
TOR) БРАТОТ 494 418 287 259 320 300 418 414 569 548 
Volatile....... eee eterno tnt 237 161 123 113 147 ААК т al ASSAI IEEE 173 145 
Dissolv8d.. o deeeuceecexstvievqeees 404 358 239 227 276 266 369 352 465 448 
Р ООСО Оо АДЕ ETE, 169 116 102 97 122 оа |e heats 112 107 
Suspended... .c.cccscevsreecevecens 90 60 48 32 44 34 49 62 104 100 
Volatile. оо к coro каз ое 68 45 21 16 25 Я Msc суор) uot 61 38 
Settling, 1 hour, со. per Шбет...........] nn | ns Vev evil Ae eo ЗЭК" emer accra [vei vues) | es езе» 0.77 2.82 
Chlorin$, ss. Sieve eorr ne Vy eer 77.8 80.2 42.2 41.8 46.0 46.0 38.6 37.2 87.0 87.6 
Biochemical oxygen детапӣ.............| ....... | nnn n Ser! URIBE TS Ч TIEKIN Р ГАЗ ИДОЛ looo gn 107 35 98.8 20.4 
Dissolved oxygen, per cent saturation. ... 6.8 ВеО ИЕ | tists os 13.8 47.3 
Hydrogen-ion concentration, рН.........| ....... | nmm [mmm On ect 7.3 7.4 


О 
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Contact Beds.—The effluent from fine-grained contact beds is 
fairly clear and stable. Coarse-grained contact beds, however, 
unload solids from time to time, but not to the same extent as 
triekling filters. Final sedimentation is therefore generally 
required when the average size of ballast exceeds about 1 in. 
Results of analyses of samples collected during a 10- to 15-day 
оегіоа by the United States Public Health Service in a study of 
American sewage treatment plants are shown in Table 91. 

Trickling Filters —The trickling filter is capable of converting 
putrescible settled sewage into highly stable effluent with low 
B.O.D. During the course of a normal year's operation the 
suspended solids in the effluent should be about equal in amount 
to those in the influent. This shows that unloading is complete 
and that there is no clogging. However, the suspended solids 
in the influent are very fine and do not settle readily, while those 
in the effluent are coarse and flocculent, and can be removed 
by sedimentation in large measure. The volume of suspended 
matter in the effluent is particularly great during the spring 
unloading period. At this time masses of sludge worms differing 
greatly in variety are mixed with the solids. 

The studies of filter efficiency conducted by the U. S. Public 
Health Service are shown in Table 91. Operating data of 
typical American plants are given in Table 92. 


PRINCIPLES OF DESIGN 


378. Selection of Filtering Materials.—The filtering material 
selected for sewage beds affects in one way or another the rate of 
filtration, the quality of the effluent, the amount of clogging and 
the cost of construction and operation. For these reasons it 
must be given careful consideration in the design of the plant. 
Among the factors to be weighed are (1) size, (2) permanency, 
(3) roughness, and (4) cost of the material. Since the sand of 
intermittent filters differs so greatly from the ballast of contact 
beds and trickling filters the two types of material will be con- 
sidered separately. 

Filter Sand.—Two related measures, first suggested by Allen 
Налеп,! are commonly employed to describe the particle size of 
filter sand, namely the “effective size" and the “uniformity 
coefficient." They are determined by passing a known weight of 


1 For a discussion of this subject see Am. W. W. Ass'n: “Water Works Practice," 1925; 
pp. 634 to 649. 
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sand through a nest of sieves of wire cloth, with progressively 
smaller mesh openings,! and weighing the amount of sand passing 
each sieve. The ''effective size" is that size, commonly expressed 
in mm., than which 10 per cent of the sample by weight is smaller; 
the “uniformity coefficient" is the ratio of the 60-per cent size 
to the 10-per cent size. Hazen fixed upon the effective size as 
best representing the relative position of different sands with 
respect to capillarity and frictional resistance to the passage of 
water. The uniformity coefficient defines the size range within 
which 50 per cent of the particles lie, and reflects to a certain 
extent the porosity of the sand: generally speaking, the more 
uniform a material the greater is its pore space. On the basis of 
effective size the capillary rise of water (1) and the frictional 
resistance offered by the sand (2) were represented by Hazen in 
the following expressions 


1.5 
Н = di (1) 


‚- (тл) * 


where Н = height in mm. to which water will be lifted by сарїї- 
larity in sufficient quantity to prevent circulation 
of air. 

effective size in mm. 

v — velocity in meters per day of a solid column of 
water of the same cross-section as that of the 
sand (approximately also rate of filtration in million 
gal. per acre daily).? 

h — head of water causing motion. 


1 = thickness of sand б = loss of head in feet per foot of 
sand). 

T — temperature in degrees Fahrenheit (= i = 
viscosity factor, see Section 311). 

c = a coefficient varying with the compactness of the 


sand and, in the case of intermittent sand filters, 
with the displacement of the air in the filter. 
In water filtration, values of 500 to 1,200 are 
generally observed. 

1 Ratios of sieve openings of 1: 4/2 or 1: 4/2 are common. 


? Assuming a porosity of 40 per cent, the actual average velocity of flow through the pore 
spaces will be 214 times that given by eaurtion (2). 


SEWAGE FILTERS 583 


These formulas are here presented with a view to calling the 
student's attention to the hydraulic characteristics of sand, 
rather than to their use in design of sand beds. The effective 
size of sand most commonly associated with intermittent filtration 
of sewage varies from 0.1 mm. to 0.5 mm. and the uniformity 
coefficient is usually less than 15. 

Clean quartz sand is best suited for use in intermittent sand 
filters. It should not be too coarse, which would permit too 
rapid filtration, insufficient contact and deep penetration of 
fine solids, or too fine, so as to limit the water load too greatly 
and decrease aeration by too long retention of the sewage and 
capillary saturation of the sand. 

Where suitable sand or gravel is available in place, a filter 
bed can be constructed by grading its surface to receive sewage. 
Loam and silt have а tendency to hold water by capillarity and 
to reduce aeration, unless the filter is operated at a very low rate. 
Clay, cementitious sand and other relatively impervious materials 
are useless for intermittent filters. 

Loam and subsoil must be removed if filters are to be operated 
at a reasonable rate. The extent of removal is usually deter- 
mined by the cost of the work. Large stones and roots of trees, 
together with the fine earth about them, must be cleared away. 
'The aim should be to obtain a bed of uniform permeability, so 
that differences in hydraulic resistance will not cause overloading 
at places where the sewage passes through the sand most freely. 

Ballast.—Many different materials have been used as ballast 
in contact beds and trickling filters: crushed stone, pebbles, 
blast furnace slag, cinders, coke, coal, broken brick, waste 
from potteries, wooden laths, brush (bundles of faggots), and 
corncobs. In the United States crushed stone seems to be 
preferred to other materials, except in very small installations 
where laths laid in a crisscross pattern have been employed. 
Crushed stone does not disintegrate so rapidly as do other 
materials under the influence of sun and air, freezing and thawing, 
and wetting and drying. It is not broken down by the weight 
of overlying material, and is not subject to organic decay. 
Being heavier than water it does not alternately rise and settle, as 
may coke in contact beds. Trap rock, granitic rock and lime- 
stone are employed commonly. Of these, trap rock appears to be 
a particularly satisfactory material. While preferences are well 
established, it may be more economical to use cheap materials 
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like cinders, even though they must be renewed occasionally, 
than to build of more permanent but considerably more costly 
material. 

Standard methods of testing and selecting filter materials 
are being evolved.! In general the tests follow those employed 
in connection with highway materials, and include specific 
gravity, absorption of water, wear or resistance to abrasion, 
toughness or resistance to fracture, soundness or ability to with- 
stand conditions of service without disintegration, and chemical 
analysis. 

The greater the surface area of the filtering material the greater 
is the opportunity for contact between the sewage and bacterial 
jelly covering the filtering medium. The extent of surface 
varies directly with roughness and inversely with the size of the 
ballast. Surface contour, however, is rapidly suppressed by the 
growths which cover the ballast. Roughness is helpful in holding 
the gelatinous film, but tends to retard the unloading of trickling 
filters, and may induce clogging. Very smooth materials such 
as water-worn pebbles, on the other hand, afford insufficient hold 
for the zoógleal growths. Size affects the opportunity for 
oxidation also by controlling, together with depth, the time of 
contact in the case of trickling filters. 

The time of contact or passage through filters of different 
depths and sizes of ballast which was observed at the Lawrence 
Experiment Station is given in Table 93, but this time, it should 
TABLE 93.—TimMe or PASSAGE ОЕ SEWAGE THROUGH EXPERIMENTAL 

TRICKLING FILTERS, LAWRENCE, Mass. 
(Report of the Massachusetts State Board of Health, p. 1908; p. 386) 


Касоне ласа 
Ауе, daily rate! 


Time qe E 
А passage o itrates, 
"dics Gal. рег | Gal. per C p.p.m. 
acre cu. yd. 
Broken вёопе..... |4-1 10 0 |1,150,000| 71.3 3 29.5 
Broken stone.....|!j-1 10 0]11,938,000| 120.1 2 20.5 
Broken stone.....|!j-1 8 0| 903,400] 74.6 2 21.2 
Broken stone..... м-1 5 0 | 925,500) 114.7 2 5.2 
Coarse clinker.. . . 124-14 | 5 9 | 885,000] 95.4 6 12.4 
Coarse clinker.. . . |34-134 3 10| 949,000) 153.5 1 7.3 
Fine clinker...... á- 94 5 9| 896,500 96.6 14 22.0 
Fine clinker...... M- 34 З 10 | 908,900) 147.1 6 5.0 


* Six days a week. 
1 Proc., A. S. C. E., 1928; 54, 243 (Society Affairs). 
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be understood, relates only to the conditions of those particular 
experiments. Dunbar found! that if а quantity of sewage equal 
to the water-retaining capacity of a filter 3 ft. deep is applied to 
such a bed, 20 to 30 min. will elapse before that sewage is dis- 
charged from the bottom. 

Numerous experiments with trickling filters of different sizes 
of coal, gravel and clinker from refuse destructors were carried 
out by William Clifford, who concluded from the results he 
obtained that the time of percolation through clean filtering 
material varies inversely as the rate of sprinkling and directly 
as the amount of water taking part in the general water move- 
ment through the bed, the amount of water in motion being 
generally represented by the interstitial water. 

The Royal Commission on Sewage Disposal? has indicated 
British experience with the size of ballast and corresponding 
permissible loadings for contact beds to be as follows: 


Suspended : 
Type of sewage | solids, p:p.m. Size of ballast 
Стаде: лды ИИЙ» н 400 3 in., upward 
Septic tank effluent............---- 80-100 36—56 in. 
Chemical precipitation effluent....... 10-30 44 in. 


Another point to be considered in connection with the size of 
the contact material is the effect of the size on the clogging of the 
bed. Beds constructed of materials of the sizes recommended by 
the Royal Commission have often become so clogged that these 
materials had to be removed, washed and replaced after 3 to 5 
years’ use. This is an expensive operation. There is some 
evidence that if contact material not smaller than 1 in. in size 
is used and the management of the beds is good, serious 
clogging of the beds can be avoided, but it is questionable if the 
average results obtained with such coarse beds will be as good 
as those obtained with the finer beds, unless a much greater 
quantity of contact material is used so as to obtain adequate 
area of gelatinous surface to effect the desired changes in the 


1 “Sewage Treatment,” p. 140. The water-retaining capacity of a soil is defined as the 
volume of water which remains in the soil after drying the soil, filling it with water and 
allowing the excess water to drain away. 

* Fifth Report, p. 68. 
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applied liquid. Furthermore, with such coarse beds, the under- 
drainage must receive greater attention than is necessary with 
beds of finer material and may require more expensive construc- 
tion, and the effluent may contain such a large quantity of sus- 
pended organie matter at times that settling basins should be 
provided for its removal, as is the case with the effluents from 
trickling filters. Some contact beds are covered to a depth of 
6 in. with white pebbles or other clean material which is not 
dosed with sewage and presents a pleasing appearance. Where 
double contact is employed the primary bed is often constructed 
of coarse material (3 or 4 in.), and the secondary bed of fine 
material. 

In the case of trickling filters, American practice shows a 
tendency to use stone from 1 to 214 in. in size. As small material 
should be used as is consistent with abundant air supply and 
freedom to unload from time to time the solids which have 
accumulated in the filter. Unloading is apparently facilitated 
by having the filtering material fairly uniform in size, for if the 
voids between the large stones are filled with finer stones the 
sewage solids may be retained indefinitely in the bed and cause 
clogging. In practice difficulty is often experienced in securing 
stone within the specified sizes, and unless fine material is 
definitely excluded at the crusher, the stone should be rescreened 
before it is placed in the filter. 

The character of the applied sewage must be considered in 
selecting the size of filtering medium. The more thoroughly the 
suspended matter is removed by preliminary treatment, the 
finer the filtering medium it is safe to choose. Generally sewage 
is fairly well settled before it is applied to trickling filters in order 
to reduce the danger of clogging to a minimum and to avoid 
placing upon the filter a burden of work which can be performed 
by less expensive structures like tanks. 

In trickling filters in which the surface layers are particularly 
exposed to weathering, as is the case in the northern United 
States, less resistant but locally cheaper ballast such as limestone 
may be employed for the lower layers, while materials such as 
trap rock may be used for the upper ones. 

379. Choice of Bed Depth.—The relation between depth of bed 
and permissible loading, as shown in Section 370, is important 
except, perhaps, in the case of sand filters. Proceeding to the 
design of filters another factor must be taken into consideration, 


SEWAGE FILTERS 587 


namely the head available. This may fix the limits of design. 
Topography, too, is of considerable influence. 

Intermittent Sand Filters.—Although very little added improve- 
ment is obtained by making sand filters deep, it has been found 
advantageous practically to have 3 or 4 ft. of sand above the 
underdrains in order to prevent the sewage from breaking through 
and reaching the collectors in an inadequately oxidized state. 
'The greater depth has a steadying effect upon the bed efficiency, 
requires a less elaborate system of underdrains (Section 382), 
and during the life of the bed permits removing more sand in the 
course of the cleaning operations. To ensure unsaturated sand 
near the surface, filters must be deep enough also to offset the 


capillary rise of water. Fine sand with effective size 0.1 m.m., for 
example, will raise water by capillarity aoa =6 in. 
(Section 378) more or less. On the other hand, beds should not 
be made so deep that ventilation is impaired. If anaerobic 
conditions are established in the bottom layers the effluent is 
deteriorated in quality and, in the absence of dissolved oxygen, 
iron is taken into solution and growths of iron bacteria (Creno- 
thrix polyspora) may clog the drains. 

Clark states in the 1908 report of the Massachusetts State 
Board of Health, p. 302, that, other things being equal, filters 
of greater depth give effluents of a higher degree of purification 
than those of less depth. With coarse sands, 0.25 mm. effective 
size or larger, 4 or 5 ft. in depth of bed was found desirable. 
A filter 10 ft. deep gave a somewhat better effluent, but not 
markedly so. Shallow filters (2 ft.) of coarse sand gave fair 
results when operated at low rates. Where intermittent filters 
are provided to follow contact beds or other oxidation processes 
(Section 368) they are sometimes given depths of only 2 to 3 ft. 
Underdrains must be more closely spaced in shallow beds. 

Contact Beds.—Method of drainage, maintenance of beds in 
good condition, and restriction of area occupied are the chief 
factors to be considered, besides head available, in choosing the 
depth of contact filters. Beds are commonly made 4 to 6 ft. 
deep. 

Ordinarily these beds have pipe underdrains laid in large 
stones, making an underdrainage system at least 6 in. deep. The 
sewage which remains in this underdrainage system is not so well 
treated as that in the main body of the bed, where the smaller 
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size of the stones affords a much greater area of gelatinous film 
per cubic yard of material. There is little to be said in favor of 
such underdrainage, and better drainage undoubtedly can be 
afforded by a floor system similar to those now used with trickling 
filters. Experience with British contact beds, particularly 
those at Manchester, has shown that loss of capacity often was 
due more to imperfect drainage than to an accumulation of solids. 
In any case, it seems undesirable to have this least efficient part 
of the bed more than one-fifth of the whole depth, and for this 
reason the Royal Commission suggested 214 ft. as the minimum 
allowable depth of bed. 

Deep beds place a considerable weight on the material in the 
lower part, which may lead to its disintegration. Furthermore, 
when washing becomes necessary, it is much more difficult to 
remove and handle the material from deep than from shallow 
beds and the danger of breaking it up is increased. For this 
reason the Royal Commission suggested that 6 ft. was probably 
the maximum limit of depth. 

Trickling Filters —Trickling filters are commonly from 5 to 
10 ft. deep, with 6 to 8 ft. considered a satisfactory mean. 
The depth of a trickling filter should be limited by the require- 
ments of proper ventilation, for if the oxygen of the air passing 
through the filter is used up before the bottom is reached the 
lower part of the filter will be ineffective. For treating unusually 
strong sewages or industrial wastes having a marked avidity for 
oxygen, such filters should not be so deep as when ordinary 
domestic sewage is to be treated. With abnormally dilute 
sewage a deep filter requires the application of a large volume of 
sewage per unit area if the capacity of the filter is to be based 
upon a normal per capita loading. This consideration may lead 
to the adoption of a moderate depth as most economical. There 
will be a greater tendency toward surface clogging and consequent 
obstruction of the circulation of air in deep beds on account 
of the greater quantity of sewage applied per unit of superficial 
area. This condition is governed largely by the character and 
size of the filtering medium and the efficiency of preliminary 
clarification. Organic growths have appeared at times on some 
filters, more or less clogging the surface layer. Uneven distribu- 
tion will more quickly result in clogging over-dosed areas in the 
case of deep beds because of the higher rate of application per 
unit of area. If portions of the filter area must be rested 
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from time to time on account of surface clogging, a larger 
proportion of the filter will necessarily be out of use in the case of 
deep beds. 

In most cases where sufficient head is available, the cost of 
trickling filters per unit of volume decreases with the increase in 
depth, owing principally to the reduced cost of floor, under- 
drainage and distribution with deeper beds. If the quantity of 
sewage which can be purified satisfactorily by trickling filters is 
proportional to the depth, the deeper filters will be the more 
economical. Estimates made by one of the authors, based on the 
contract prices for the trickling filters at Fitchburg, Mass., 
showed that the cost per effective cubic yard of filtering medium 
was $4.54 in the case of 6-ft. depth, $4.20 with 7-ft. depth, $3.96 
with 8-ft. and $3.60 with 10-ft. depth. 

380. Size, Shape and Grouping of Beds.—The size, shape and 
grouping of sewage filters is commonly dictated by considerations 
of (1) topography, (2) arrangements for distributing the sewage 
over the beds and collecting the effluent in underdrains, (3) clean- 
ing, resting or repair of beds, (4) economy of large units versus 
small units, and (5) storage of sewage where intermittency of 
operation requires. 

Intermittent Sand Filtration.—In the larger intermittent sand 
filtration plants, beds having areas from 34 to 1 acre generally 
have proved most desirable. In smaller plants the size may be 
much less to avoid throwing a large proportion of the area out 
of use when cleaning beds, and to facilitate dosing without 
storing the sewage too long. 

Except in very small plants, intermittent filter beds are 
rectangular in shape when the topography permits. The cost 
of embankments, which are usually made of the loam stripped 
from the beds, is so small that it is not often a factor to be 
considered in the determination of the shape. 

The underdrainage system and the means for distribution of 
sewage over the bed are usually of most importance in determin- 
ing the shape. With square beds it is practicable to flood them 
satisfactorily from the corners, even when they are of large 
size, but the underdrainage is likely to cost more than when 
long beds are used of such width that two can be drained by 
laterals running to а main drain laid in the embankment between 
the beds. The distribution of sewage over long beds is not so 


590 SEWERAGE AND SEWAGE DISPOSAL 


uniform as it is over square beds unless troughs are used, which 
operators dislike. 

As a general thing, several arrangements of beds, distributing 
conduits, drains and roads are practicable, and some preliminary 
studies will be needed to determine which is best. The cost of the 
whole installation rather than that of one or two beds should 
be the deciding factor, since main drains or main carriers may 
prove unexpectedly expensive if judged by an examination of the 
needs of one or two beds. 

Contact Beds.—' The size of the units is more important with 
contact beds than with most other methods of treatment. Each 
unit should be small enough so that under normal conditions of 
sewage flow the time required for filling shall not be unduly 
long. Large units are inadvisable also on account of the long 
time required for drainage. At Manchester, England, with 
a sewage flow of about 36,000,000 gal. daily, the individual beds 
were made 1$ acre in area. At Plainfield, N. J., and Mansfield, 
Ohio, the units were made 0.22 and 0.25 acre respectively. 

The beds at Mansfield, Ohio, designed by Barbour, are laid 
out in the form of a circle, each of the 14-acre beds forming 
a sector separated from the next by earth embankments. 

Trickling Fillers.—The shape of the filters will be controlled 
in part by the topography of their site and to a large extent by the 
distribution scheme used (see Section 381). The size of circular 
filters with mechanical distributors is limited by the economical 
size of the distributing device, and is influenced by the fact that 
it is less expensive to build a few large beds than many small ones. 
For filters using mechanical distributors more than one unit 
should be provided, so that in case repairs become necessary the 
entire plant need not be shut down. The Royal Commission 
on Sewage Disposal recommended not less than three units for 
each plant. There is a decided advantage in having small units, 
for they permit resting portions of the filter at intervals. A filter 
fed by fixed nozzles may be divided into as small units as desired. 
At Columbus, the 10 acres of trickling filters are divided into six 
units, each an equilateral triangle and all arranged about a 
centralpoint. This arrangement is advantageous for distribution 
but not for some forms of underdrainage. It has proved unsatis- 
factory to have the administration building in the center of the 
plant, owing to obnoxious odors and flies. 
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381. Distribution of Sewage.—' The means provided for 
distributing sewage over the beds should be such as to produce 
as nearly uniform loading of the filter as is obtainable and 
warranted by considerations of economy. The higher the rate 
of dosing the more important does uniformity of distribution 
become. It follows that the distribution systems developed for 
trickling filters are more elaborate than those employed in the 
older treatment methods. 

Intermittent Sand Filters—The distributors which carry 
sewage to the individual beds of intermittent sand-filtration 
plants are commonly pipe sewers laid in embankments between 
the beds. Banks which serve as driveways are generally 8 ft. 
wide with side slopes of 1:1 or, preferably, 1 vertical on 114 
horizontal. Partition banks are seldom over 2 ft. wide at the top. 
Gravity sewers of sewer pipe or pressure sewers of cast iron 
pipe are laid with a cover of about 2 ft. This depth is sufficient 
to protect sewer pipe against breakage. It is also adequate 
to prevent freezing, as the sewage is comparatively warm. The 
height of the embankments above the beds is determined by 
topography and quantity of soil to be disposed of and by the 
hydraulic gradient required. The size of the main distributors 
must be such as to permit dosing beds at the proper rate. A rate 
of 1 cu. ft. per second for each 5,000 sq. ft. of area dosed is common. 
A single bed or a group of beds may be dosed at a time, depending 
upon the method of control adopted. 

The sewage may be distributed over the beds by the following 
methods: 

1. Single graduated troughs running nearly the full length of the beds, 
as shown in Figs. 180 and 185. 

2. Radiating or arterial troughs, used particularly for irregular-shaped 
beds, or where more even distribution is to be secured, as with filters dosed 
at a high rate, as are those following contact beds, 

3. Quarter-point distribution, which requires the discharge of sewage 
at the two quarter points on the long sides of the bed. 

4. Corner distribution, in which the sewage is discharged upon the bed 
at or near one or more of its four corners. 

5. An outlet, located at the mid-point of one or both of the long sides of 
the bed, and designed to distribute sewage radially through a number of 
small holes in a semicircular concrete curb. This method, which was used 
for a time at Clinton, Mass., has been abandoned there as unsatisfactory. 


Where troughs are not used, it is desirable to provide headwalls 


and a paved area at the point of discharge of the sewage, to pre- 
vent erosion of the surface of the bed. 
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Filter beds are generally graded substantially level. There 
is no advantage in sloping the surface under ordinary conditions, 
for if the discharge of sewage upon the bed be rapid, satisfactory 
distribution will be obtained with a level bed. 

'The best method of controlling the distribution of the sewage 
will depend upon the size of the works and the topographical 
conditions. Where hand control is employed in large works 
sewage may be applied simultaneously to a group of beds by 


Fic. 185.—Intermittent sand filter with sewage distributor, Marlborough, Mass, 


master valves at central points, each outlet for the sewage on & 
bed being controlled by a gate on thelateraldistribution pipe. In 
small filter plants, the distribution is usually controlled by 
gates at the individual beds. 

The discharge of sewage at these distribution points should 
be controlled by means of shear or sluice gates in a manhole, 
from which the distributors branch. The simple shear gate is 
the cheaper and has been found on the whole to give reasonably 
satisfactory service. 
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Automatic distribution control will be dealt with in Section 384. 
Sub-surface distribution of sewage has been referred to in 
Section 305. It is employed only for small installations where 
it is desired to keep the sewage out of sight and odors must be 
avoided. 

Contact Beds.—The chief aim in the design of the distribution 
system for contact beds must be to fill the bed without disturbing 
the deposits in the filter and the bacterial films on the contact 
surfaces. Small beds are sometimes filled from one or more 
openings in the sides or corners of the bed; this is known as 
lateral filling. Larger beds are more commonly provided with 
troughs running over the surface, or with pipes laid about a foot 
beneath the surface. The distributing system may radiate from 
one corner or may consist of a main carrier from which laterals 
are branched off like the arteries of a leaf. Troughs are generally 
provided with side outlets, and pipes are usually laid with open 
joints. Sub-surface distribution avoids unsightliness of the bed 
surface (see Section 378) and sewage odors. Filling from the 
bottom through the underdrains has been employed, but is open 
to the objection that the sewage filling the underdrains is not 
subjected to contact treatment. Filling rates in excess of 0.1 to 
0.2 ft. per minute of vertical rise should generally be avoided. 
At Manchester, England, open-bottomed troughs partly filled 
with fine material, through which the sewage is screened, have 
been employed (Fig. 191). In some American plants clogging 
has been reduced by replacing 6 to 12 in. of ballast at one corner 
of the bed with fine cinders and constructing a low bank of 
cinders around this area. Sewage is applied at this corner and 
is filtered through the cinders before filling the bed. The clogged 
cinders are raked off from time to time. For automatic control 
of contact beds see Section 384. 

Trickling Fillers.—A number of different means have been 
devised for securing uniform distribution of sewage over trickling 
filters. Some of these are outlined in the following schedule: 

1. Moving distributors. 

(a) Revolving (Fig. 186). 
(b) Traveling the length of the bed (Fig. 187). 
(c) Tipping trays (Fig. 188). 
2. Stationary distributors. 
(a) Splash plates. 
(b) Spraying nozzles (Fig. 189). 
(c) Filtering layer of fine material (Dunbar). 
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Revolving and traveling distributors have been used exten- 
sively in Great Britain and its dominions, and in some places in 
the United States. 

Revolving distributors commonly consist of two or four 
horizontal arms revolving about a central post and dosing 
cireular filters. "Traveling distributors usually take the form of 
a low truss spanning а rectangular bed and moving back and 
forth on its side walls while distributing liquid over the bed in 
various ways, according to the type of the machine. 

The revolving distributor used for dosing two filters 30 ft. 
in diameter, shown in Fig. 186, is typical of small British appara- 
tus. There is a revolving distributor 130 ft. in diameter at 
Malvern, and others from 70 to 120 ft. in diameter have been 


Fic. 186.— Revolving distributor. 


constructed for different places, but most installations probably 
have been under 70 ft. In the apparatus shown in Fig. 186 the 
weight is carried by а ball bearing at the top of the vertical 
standard. In some other makes the weights of the moving parts 
are carried by floats. 'The head lost in these revolving dis- 
tributors is small. 

Ат entirely different principle is employed in the water-wheel 
type of distributor, which seems to be favored in Great Britain 
for dosing filters of fine material where particularly uniform 
distribution is desired. These distributors can be constructed 
to revolve or to travel back and forth as shown in Fig. 187. 
Either type is driven by the fall of liquid through a height of 
about 18 in. With the rotating type, the liquid is supplied 
through а hollow standard in the center of the bed, while in the 
traveling type it is siphoned out of a channel running along one 


SEWAGE FILTERS 595 


side of the bed or between each pair of beds. The liquid passes 
through a feed tube running the whole length of the distributor. 
This tube has apertures through which the liquid drops into the 
buckets of a long waterwheel. The feeding arrangements on the 
distributor are reversed at each end of the bed by а buffer 
attached to the masonry, and as soon as reversal occurs the 
apparatus begins its return trip. The beds shown in the illustra- 
tion are 92 ft. long, 14 ft. wide and 3 ft. deep. 

Tipping trays (Fig. 188) are used only for small installations, 
notably in connection with lath filters, where they require 
triangular boards to assist in obtaining uniformity of distribution. 


Fic. 187.— Traveling distributor of water-wheel type (Fiddian). 


Objections raised to the use of moving distributors for larger 
installations are (1) troubles with interruptions due to wear of the 
moving parts, (2) deposition of solids in troughs feeding traveling 
distributors, (3) freezing troubles in cold climates and (4) clogging 
of small holes or openings discharging sewage over the bed. 

Splash plates commonly receive a stream of sewage from open- 
ings in the bottoms of troughs or pipes. The plate consists of a 
concave metal disk placed above the bed surface, upon which the 
sewage falls and from which it rebounds upward and outward in 
the form of spray. The use of splash plates is open to the objec- 
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tion of elogging of the supply openings and freezing of the exposed 


distribution system. 
Spray nozzles for trickling filters originated at Salford, England, 
and are employed almost exclusively for dosing trickling filters 
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Section through Distributor А-В 
Fie, 188.— Tipping tray distributor. 


in the United States. Such nozzles are now made in several 
patterns, some throwing a spray which covers an approximately 
square area, and others dosing a circular area. А typical 
circular-spray nozzle is shown in Fig. 189a, illustrating the 
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nozzle developed at Worcester, Mass. It has at the base of the 
spraying cone a rim or lip, the function of which is to break up 
the sewage into a fine spray and spread it over a wide area. The 
spindle has a locking device permitting its ready removal when 
cleaning the orifice. А typical square spray nozzle, designed by 
Taylor, is shown in Fig. 189b. It has an orifice 1 in. in diameter, 
through which a spindle passes, carrying a four-lobed spreading 
cone, which is intended to throw the desired square-covering 
spray. The distributing cones of such nozzles must be kept in a 
definite position in order to spray contiguous square areas. These 
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(a) (b) 
Fie. 189.—(a), Worcester type of nozzle; (b), Taylor square-spray nozzle. 


nozzles are designed to concentrate the spray in a narrow zone 
and their success in use depends upon rapidly varying the head of 
the applied liquid. Taylor nozzles also are made to spray 
hexagonal and circular areas. 

The design of a nozzle should be such as to minimize clogging 
and permit rapid cleaning. Nozzles having small orifices 
generally produce a relatively fine spray, somewhat greater 
absorption by the sewage of atmospheric oxygen, and a more 
uniform distribution, but the cost of keeping them clear may be a 
substantial item. If the orifice is so large that the sewage is 
delivered to the bed in a sheet, the streaming effect may prevent 
efficient oxidation. With a fine spray more odor and a greater 
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reduetion in the temperature of the sewage during cold weather 
are to be expected than with a coarse spray. 

Other conditions being equal, the nozzle which sprays the 
greatest area under a given head is the most economical. If this 
result is secured by a concentration of spray in a narrow ring, 
satisfactory distribution will depend upon a rapid variation in 
head during the discharge. The efficiency of practically all 
fixed nozzles may be greatly improved by a variation in head, 
because a comparatively large proportion of the discharge is 
concentrated upon a relatively narrow ring of the filter area if 
the head is constant. Methods of causing such variations are 
explained later in this chapter. The hydraulics of spray nozzles 
will receive further attention in Section 385, and methods of 
automatic dosage control are outlined in Section 384. 

Mains for distributing sewage to fixed nozzles may be of 
concrete or vitrified pipe encased in concrete, but the smaller 
sizes are preferably of cast-iron pipe with lead or composition 
joints. The pipes should be large enough to avoid undue friction 
and consequent loss of head at the nozzles. Economy of con- 
struetion requires the lateral distributors to be relatively short 
to avoid the use of large pipe. 

The distributing laterals may be laid just above the filter 
floor, as at Columbus; nearer the surface, as at Baltimore; or 
at the surface, as at Fitchburg. They may rest on the filtering 
material with no other foundation, but if it should become nec- 
essary to remove the filtering material, the pipes would then have 
to be supported or temporarily removed. Where the splash plate 
or gravity nozzle is used, the distributing troughs or pipes are 
necessarily supported at an elevation above the surface of the 
bed. It is advisable in all cases to provide ample facilities for 
flushing and draining the distribution system. 

In certain cases fractures have occurred in lateral distributing 
pipes owing to excessive pressures. If these pipes are laid at 
the bottom of the filter, repairs upon them will entail excavation 
of filtering material, which will add greatly to the cost of the 
repairs. Placing the laterals at or near the surface makes them 
more accessible, but large pipes placed at the surface are likely 
to affect the uniformity of distribution somewhat and clogging 
is more likely to take place about the pipes than on the remainder 
of the area. In this case also, the sewage in the distributing 
pipes is exposed to low temperatures of a cold climate to a 
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greater extent than when these pipes are below the surface of 
the bed. 

If the lateral distributors are at the surface of the filter, as at 
Fitchburg, the nozzles may be attached directly to the distribut- 
ing pipes. Nozzles are generally provided with 2-in. pipe-thread 
connections, which cannot be tapped into cast-iron pipes smaller 
than 6 in. Screwed pipe and fittings are therefore generally 
employed below 6 in. size. If the lateral distributors are placed 
beneath the surface, riser pipes will be necessary. The most 
common form of riser is cast-iron pipe jointed with bitumen or 
some other flexible-joint material. Screw pipe has also been 
employed. The riser should be large enough to minimize friction, 
due allowance being made for a considerable deposit or growth 
on the inside of the pipe. Risers are commonly 3 in. in diameter. 
Long risers are more likely to become bent or broken during con- 
struction than are shorter ones. The elevation of the top of the 
riser above the filter should ordinarily not exceed 6 in., although 
certain types of nozzles afford better distribution when the nozzle 
is placed 12 in. or more above the filter surface. In cold climates 
the exposed portion of the riser is likely to cause trouble from 
freezing during the resting periods of the dosing cycle. Sloping 
the bed to equalize the heads on the nozzles, while feasible, 
results in a slow discharge or “dribble” of sewage from the 
nozzles at the lower elevations. This is not desirable. 

Dunbar, at Hamburg, secured an even distribution of sewage by 
using small-sized ballast at the surface of the filter. The beds 
are dosed by means of a central trough and sewage percolates into 
the filtering material. Dosing is continued until the surface of 
the bed clogs; the bed is then thrown out of service for rest and 
surface cleaning. This type of filter has found only limited 
application. 

382. Underdrainage.—Underdrains, as is true of distribution 
systems, are necessarily made more elaborate as the volume of 
sewage treated per unit area becomes greater. In the case of 
intermittent sand filters constructed in localities where deep 
deposits of sand and gravel occur, underdrains may not be 
necessary. In the case of trickling filters, on the other hand, 
suitable design of underdrainage facilities becomes of relatively 
great moment. 

Intermittent Sand Filters.—Vitrified sewer pipe makes tbe most 
satisfactory underdrains for intermittent sand filters, because 
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it is durable and easily cleaned. It should be laid true to line 
and grade. The bottom of the bed, when constructed artificially, 
should be level or slope toward the underdrains. With artificial 
beds, it is desirable to lay the underdrains in trenches below the 
bottom of the sand, so as to make the entire depth of sand 
effective for filtration and keep the drains well below the surface. 
If possible the drains should have a free outlet, but submerged 
outlets will operate satisfactorily and sometimes trapped outlets 
are advantageous. In laying the pipe, the spigot end should 
be about 3¢ in. from the shoulder of the socket to allow the water 
to flow readily into the pipe. The authors break off the socket 
on the upper part of the pipe (Fig. 190), leaving the lower part of 
the socket to keep the pipe in alignment. The drain is then 
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Fro. 190.— Method of constructing underdrains of sand filters. 


surrounded with screened gravel, with the coarsest grade next to the 
pipe. Two or three grades of gravel are used, obtained by passing 
it through at least two screens, the first having about 1-in. mesh 
and the second about l4-in. mesh. It is desirable to discard 
stones larger than about 214 in. The coarse and medium grades 
of gravel are placed in 3-in. layers and unless the sand of the bed 
is very coarse, à third layer of the finest size is required. "The 
layers of gravel should surround the pipe and not merely cover it. 
The box shown in Fig. 190 is helpful in placing the gravel rapidly 
and accurately. 

Underdrains are usually laid from 3 to 4 ft. deep at the upper 
end, on flat slopes with about 6 in. in 100 ft. as а minimum. The 
usual spacing of the underdrains is about 40 ft., but if the sand has 
an effective size of 0.08 to 0.12 mm., the spacing should be about 
30 ft. The minimum size for an underdrain is 4 in. Beds used 
for the final treatment of sewage subjected to other oxidation 
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processes are sometimes provided with drains at shorter intervals, 
say 10 to 15 ft. 

The underdrainage pipe should be connected with a main 
arterial system of underdrains, which may be laid either with 
tight or with open joints, the size of the pipe depending upon the 
quantity of effluent to be handled, the minimum diameter usually 
being 8 in. The outfall into the stream or open channel may 
be provided advantageously with a headwall of masonry. If the 
lines of the underdrains themselves are long, manholes may be 
desirable at convenient intervals. Provision should be made for 
sampling the effluent from each bed in small plants and each 
group of beds in larger ones. Porous concrete pipe has been 
employed instead of tile pipe for the laterals of some plants. 
Results of their operating efficiency are not obtainable as yet. 

Underdrainage by blind drains formed of large stones is 
undesirable, because the drains cannot be cleaned without digging 
down to them and because they do not afford a means for the 
effluent to flow off rapidly. 

Contact Beds.—Some of the first British contact beds were 
constructed merely in excavations in practically impervious 
earth, the bottoms and sides being unlined. Experience with 
them showed a general tendency of earth to work into the contact 
material and for the underdrains to become distorted by unequal 
settlement. Whereearth embankments were used to separate beds 
the leakage through them was occasionally so great that adjoining 
beds had to be filled simultaneously. On the other hand, contact 
. beds at Mansfield, Ohio, constructed with an earth bottom into 
Which hard cinders were rolled to secure as great density as 
possible and with earth embankments, which went into service in 
1902, were found in 1914 to have a total leakage of 5 per cent, 
mostly through a revolving valve controlling the discharge of the 
underdrains. In the United States, however, concrete has been 
employed generally for the walls and bottoms of contact beds. 

Fig. 191 shows the general arrangement of the underdrainage 
and distribution systems of a typical bed used at Manchester, 
England. The bottoms of the beds are concrete, in which the 
underdrain channels are formed. These channels are covered 
with perforated stoneware slabs laid flush with the surface of the 
bottom. The bottom was graded in ridges with flat slopes to the 
underdrains. At Mansfield, Ohio, the beds designed by Barbour 
are underdrained by open-joint tile laid in depressions about 6 in. 
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deep and covered to a depth of 4 to 9 in. with cinders from 14$ to 
114 in. in size. Underdrainage systems similar to those used for 
trickling filters also have been employed. 

Trickling Filters.—Trickling filters built in excavation without 
masonry floors are objectionable because the soil may become 
displaced by water flowing over it, thus causing settlement. 
Furthermore, the soil may become intermingled with the filtering 
material and impair the drainage of the filter. Such filters should 
be built upon floors of concrete or other masonry. 

One of the earliest drainage systems consists of а concrete 
floor upon which is a layer of material composed of pieces pref- 
erably not less than 6 in. in diameter, the floor being sloped 
toward the main collectors. This coarse material affords better 
drainage than would the finer material of the bed, but clogging 
may result from the solids unloaded by the filter. The coarse 
material accomplishes little in the purification of the sewage 
because of the relatively small bacterial surface per unit of 
filter volume. In order that the solids may be carried away more 
readily with the effluent or flushed through the drains, and the 
gases of decomposition may have a ready means of escape, false 
floor systems are generally adopted. 

The floor system used at Columbus and some other places 
(Fig. 192) is the least expensive type undersome conditions. The 
concrete slopes toward the main drains, and the lateral drains of 
inverted half-round, slotted tile practically cover the entire 
floor. Floor slopes of at least 1 per cent should be secured. The 
tiles are bedded in cement to afford an even bearing, thus enabling 
them to carry the load of stone placed upon them. A layer of 
coarse filtering material about 4 to 6 in. in diameter is usually 
spread over the pipes to prevent the finer material from passing 
through the openings into the drains. Instead of slotted pipes 
of this kind half-round bell-and-spigot pipes laid with open 
joints have been employed. The opening should be made as 
large as possible without sacrificing the overlap of the bell. 
A 1-in. opening is desirable. 

This floor system offers a fairly good opportunity for the 
passage of solids from the bed into the drains. If the bed is 
composed of coke, cinders, or other material likely to disintegrate, 
the valleys between the pipes may gradually become filled with 
fine material which may clog the drains. A disadvantage of 
this floor is that the flow of effluent is distributed over the floor 
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beneath the tile so that а relatively low velocity is afforded for 
carrying away the solids. Furthermore, it is not readily flushed 
because the water spreads over the bottom, rendering the stream 
ineffective. 

Fig. 192 also shows the floor system designed for Waterbury, 
Conn. The concrete is flat, sloping toward the main drains. 
A special block of vitrified clay or reinforced concrete is set on 
the floor, furnishing a false bottom over the entire area. The 
drainage area is much greater than in the case of the Columbus 
type and the effluent flow is confined to the drains. "The effluent 
is allowed to spread out over a large part of the floor, however, so 
that the self-cleansing qualities and facilities for flushing are not 
ideal. 

The Baltimore floor system (Fig. 192) consists of a series of 
grooves and ridges in the concrete bottom. The grooves are 
covered with slotted vitrified clay or concrete slabs bedded in 
cement, concentrating the flow of effluent in narrow channels. 
The floor of the filter slopes toward the main drains and the 
inverts of the lateral drains are parallel with the floor, which 
necessitates a varying depth of stone in accordance with the slope 
of the floor. While the practical objections to such a variation 
in depth of filter may be questionable, it is theoretically an 
advantage to build the bed of uniform depth. With this type of 
floor system it is feasible, although possibly somewhat more 
expensive, to lay the floor level and give the necessary grade to 
the drains. In this case the filtering medium will be of uniform 
depth. 

A type of floor designed by the authors for use at Fitchburg, 
Mass., and subsquently installed at other plants, is shown in 
Fig. 192. The lateral drains in the concrete are covered with 
harrow cement beams, affording a large percentage of drainage 
area as well as a concentrated flow of effluent. Cobble stones, 
which were abundant at the site, were placed by hand over the 
openings before placing the crushed stone on the bed. 

It is evident that the thickness of the floor has an important 
bearing on the cost of the filter. The percentage of open 
area in the false floor for drainage and the proportion of free 
space for carrying away the effluent and gases of decomposi- 
tion should be as large as can be provided at reasonable cost. 
The strength of the false floor should be ample for the load com- 
ing upon it. 
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The possibility that the drains may become clogged with solids 
unloaded by the filter or by organic growths in them necessitates 
ample provision for flushing. In some cases the upper ends of 
the laterals are carried through the filter wall, affording an oppor- 
tunity for flushing, and in other cases flushing galleries have 
been provided. The size of the lateral drains should be sufficient 
to carry away the effluent promptly, to make flushing possible and 
to afford space for the circulation of air. Where tiles or channels 
are carried through the outer walls it is impossible to flood or 
submerge the filter for the purpose of destroying the larvae of the 
filter fly. This isalso true where walls are not watertight or where 
they are omitted, the ballast taking its own angle of inclination. 

The main drains may be rectangular or semicircular channels 
covered with slabs, or they may be circular. An open channel 
around the outside of the filter serving as a main drain, Fig. 186, 
affords an excellent means of ventilation. The grades of all 
parts of the drainage system should ensure freedom from backing- 
up of effluent in the ducts and channels. 

383. Dosing Cycles.—Generally speaking, all processes of 
sewage filtration are intermittent in their operation, periods of 
applying the sewage to the filter alternating with periods 
of rest. The cycle of operation thus established is called the 
dosing cycle. In the case of intermittent sand filters the cycle 
may be measured almost in days, in that of contact beds in hours, 
and in that of trickling filters in minutes. The periods of rest 
incorporated in the dosing cycle must not be confused with 
those other periods of recuperation that may become necessary 
as a result of overloading of the beds or other untoward occur- 
rences. The correct proportioning of dosing cycles is largely a 
matter of experience in the operation of filter units. The 
standards evolved are quite elastic and should be so considered. 

Intermittent Sand Filters—The rate of applying sewage to 
intermittent sand filters is commonly 1 cu. ft. per second for 
each 5,000 sq. ft. of area. Sewage is usually run on to a depth of 
about 3 in. over the surface. The quantity applied would be 
equivalent to a depth of somewhat over 3 in., the exact quantity 
depending upon the rapidity with which the bed would allow 
percolation to proceed. After dosing the sewage makes its way 
downward to the underdrains. Assuming a bed 1 acre in area, 
receiving on an average 75,000 gal. of sewage per day applied in 
doses equivalent to a depth of 3 in., there results: 
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Amount of sewage per filling....... 43,560 X 35 X 7.48 = 81,500 gal. 
Time elapsing between fillings, 81,500 X 24 = 26 hours. 
, 


000 
Rate of filling, 29,000 5 8.7 cu. ft. per second. 


5,000 
5 5 81,500 
: айша. ӨТҮ 
Тїше required for filling, 748 x 8.7 X 60 21 min 


In this way the size and number of beds can be determined, 
taking into consideration the storage provisions as well as 
questions of bed maintenance and variations in sewage flow. 
The length of the actual resting period during which the bed 
stands empty will vary with the size of sand and extent oí 
clogging. From 12 to 18 hours is a probable value. In some 
cases the rate of treatment and condition of the sand are such 
that the beds stand empty for 24 hours or more. 

Contact Beds.—Contact beds are filled with sewage, allowed to 
stand full, emptied and allowed to rest. Then the cycle is 
repeated. Schedules vary according to the design and rate of 
sewage flow, the time of resting depending upon the number of 
fillings per day. The following schedule will illustrate such а 
cycle with two fillings per day: 


Hours 

Таб ОБО ОЕ КЕШКИ MESA ee 2.0 
АЕНА Н ЛИ sist > ete ewe stele fats fo 2.0 
TSG: өер Еа еи ли ipis ews ЛЕ 2.0 
"Ime ОЁ TORNE Ул сл ал are Ее ЖЕ ОЛЕ 6.0 
Tenia D сусе ао ое 12.0 


The cycle actually employed, however, will be determined by 
experience in operating under the conditions encountered at the 
particular plant. Basing computations upon the water capacity 
of the bed after it has been in operation for a considerable 
period of time, when the void space may have been reduced to 
about 20 per cent, the volume of sewage which can be treated by 
a bed 4 ft. deep and 14 acre in area will be 4 X 14 X 43, 560 X 
7.48 X 0.20 = 130,000 gal. per cycle, or 520,000 gal. per acre per 
day. Allowing for a rest of 1 or 2 days in 5 or 6 weeks, the capac- 
ity is further reduced to about 500,000 gal. per acre per day. 

It is difficult to determine the proper number of fillings per 
day in advance of actual experience with a plant, for this depends 
upon the quality and strength of the sewage, the quantity and 
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character of its suspended matter, the size and character of the 
ballast, the extent to which the ballast is clogged, and the 
character of the effluent desired. The stronger the sewage and 
the greater the quantity of suspended matter in it, the smaller 
will be the quantity which the contact bed can convert into an 
effluent of good quality. A fine contact material cannot treat 
as great a quantity as can material of medium or coarse size, 
although for a time at least the quality of the effluent produced 
may be decidedly better. Clogging the interstices of the ballast 
results in a loss of capacity, for it becomes necessary to operate 
the bed with small quantities of sewage and allow long periods 
of rest. Generally it is considered that the most important 
biological purification of the organic matter takes place while 
the bed is standing empty, and that this period should be made 
as long as possible, taking into account the necessary time for 
filling, standing full, and draining. British experience has 
indicated that 4 hours of rest are enough for average conditions, 
but this statement applies only to matured beds and does not 
take into account any periods of complete rest for a day or more 
when the ballast has become unusually clogged. 

As filling and draining have no biological significance, it is 
generally held that the more quickly they take place the better, 
so long as the movement of the liquid is not sufficiently rapid to 
disturb the materials in the bed or the film adhering to them. 

The period of standing full should not be so long that appreci- 
able anaerobie decomposition takes place. In some cases Clark 
and Gage found' no marked difference when the period of contact 
varied from 0 to 5 hours, but, on the whole, periods exceeding 2 
hours gave inferior effluents. Johnson found at Columbus that 
even 1 hour was too long a period to give the best results. The 
Royal Commission on Sewage Disposal stated in its Fifth Report 
that 2 hours contact generally gave the best results in the 
practical operation of contact beds, but added that no rule of 
general applicability could be laid down. 

Trickling Filters ——Intermittency of operation, though fre- 
quently not essential, is secured in trickling filters (1) by the 
movement of the rotating or traveling dosing mechanism over 
the bed, (2) by intermittent discharge of sewage on to splash plates 
or through nozzles, varying the head on the nozzles during the 
dosing period, or (3) in the case of small units by the movement 

! Report, Mass. State Board of Health, 1908, p. 445. 


SEWAGE FILTERS 609 


of the tipping-tray mechanism. In general the cycle is com- 
pleted in 5 to 15 min., with approximately equal periods of rest 
and sewage application. Resting periods of too great length 
should be avoided to prevent drying or freezing of the filter and 
excessive loading at times of dosing, entailing less satisfactory 
dispersion of the sewage through the bed. There seems to be a 
general tendency to reduce the period of rest to a minimum when 
nozzles are employed which operate under varying heads, because 
the method of operation ensures sufficient intermittency for 
different parts of the bed. 

There appears to be some difference of opinion as to the value 
of periods of recuperation of longer duration than the rest periods 
occasioned by the dosing cycle. The experience of the authors 
has been that a recuperation period of 24 hours or more isof great 
assistance at times in aiding trickling filters to unload accumu- 
lated solids. Similar resting in rotation of portions of filters 
affected by organie growths has sometimes proved of marked 
benefit. The length of the recuperation period will be governed 
by the extent of the clogging and the results obtained by actual 
operating tests. 

'The hydraulies of nozzles and dosing tanks in relation to dosing 
cyeles will be considered in Sections 385 and 386. 

384. Automatic Dosing Apparatus.—The dosing cycles of 
sand filters and contact beds are controlled readily by hand. 
The dosing of trickling filters, however, usually is made auto- 
matie. In considering the advisability of automatie control 
for sand filters and contact beds, it must be remembered that 
both the quantity and quality of sewage vary greatly from hour 
to hour and from day to day, and that the capacity and efficiency 
of the beds change from time to time. In a small plant, with 
from three to five beds, it is possible that the same bed may 
receive day after day the strong sewage of the day time, while 
the other beds, receiving the weaker sewage, are called upon to 
do less work. In most cases, however, the fluctuations in flow 
from day to day will cause more or less change in the hourly 
cycle, and under such conditions the use of automatic apparatus 
for dosing will probably insure better work on the part of the 
beds and less expense for caretakers than the operation of the 
controlling gates by manual labor. In large plants the complica- 
tion of the apparatus is so great and the beds vary so much in 
their capabilities that it is probable that better results can be 
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obtained by the intelligent operation of gates by manual labor 
than by automatic dosing apparatus. 

Generally speaking there are three classes of apparatus for 
automatic dosing of sewage filters: (1) air-controlled siphonic 
apparatus, (2) mechanically controlled siphonie apparatus and 
(3) mechanical devices. For use with intermittent sand filters 
and trickling filters these devices are installed only for the purpose 
of applying sewage to the beds. In contact beds they are further 
used for emptying the beds after a definite period of contact has 
elapsed. 

Air-controlled Siphonic Apparatus.—The main feature is the 
siphon. Its principal parts (Fig. 193) are the main trap, a pipe 


рун stia 


Ета. 193.—Sewage siphon with adjustable blowoff trap, deep seal type 
(Miller). 


casting with the long leg extending above the bottom of the 
dosing tank and the short leg connected to the discharge pipe to 
the filter; the bell, a cylindrical casting set over the long leg of the 
main trap and supported on legs or piers above the tank floor; the 
vent pipe, and the blowoff trap, made up of small galvanized 
wrought-iron pipe. 


The main trap, immediately after the siphon has ceased discharging, 
stands full of water to the level Bı. The blowoff trap is also full to the level 
D,. The vent pipe is empty. Sewage flows into the dosing tank and the 
water level rises until the open end of the vent pipe is reached at A. The 
vent pipe then becomes full of water and the siphon is sealed against the 
escape of air confined in the bell and upper part of the long leg of the main 
trap. As the water in the dosing tank continues to rise, it exerts a pressure 
upon the air confined in the siphon and forces the water in the long leg of 
the main trap down toward the lower bend. The water in that portion of 
the blowoff trap under the bell is likewise forced down. At the same time 
the water level inside the bell rises. Just before the discharge level in the 
dosing tank is reached, the water level in the blowoff trap is at Ds, in the 
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main trap at В», and in the bell at C. A slight further rise of the water in 
the dosing tank forces the seal in the blowoff trap, thus releasing the air 
confined in the bell and eausing a sudden inrush of water from the dosing 
tank into the bell, which sets the siphon into full operation. "The sewage in 
the dosing tank is discharged through the siphon until the level is at the 
low-water line at the lower bend of the vent pipe, when air is drawn into 
the bell through the vent pipe, the siphonie action is broken, the bell is 
filled with air, the discharge ceases, and the main trap and blowoff trap are 
refilled with water. 'The dosing tank then fills again and the siphon is 
ready for another discharge. 

The air vent in the discharge pipe line, although not necessary for the 
working of the siphon, allows the escape of air previously confined in the 
bell and prevents trouble from air in the pipe line. The small siphons, 3 
to 8 in. in diameter, in some cases do not require blowoff traps to ensure 
their working. 


Where it is desirable to dose two or more filter beds in rotation, 
this can be done by installing several siphons, each connected to 
а filter bed and arranged to discharge in rotation automatically. 
Two siphons of the type illustrated by Fig. 193, set side by side 
in a dosing tank, will operate alternately without special piping. 
For three or more alternating siphons, a special system of piping 
with starting bells or other controlling devices is required. 

For use with trickling filters a trapless siphon is now also on the 
market, the distribution system being kept at such an elevation 
as to act as the seal. The head lost in this type of siphon is 
smaller, especially as larger siphon sizes are approached. 

The discharge of siphons can be represented by the common 
orifice formula Q = C,a,//27h,. Неге h, represents the head 
causing flow, a, the area of the siphon and Q the rate of dis- 
charge. For free discharge this head is measured from the 
surface of the sewage in the tank to the center of the outlet from 
the main trap (Fig. 193). When the discharge is not free, when 
sewage is discharged into the distribution system of a trickling 
filter for example, л, is the head lost in the siphon. The coeffi- 
cient of discharge C, is approximately 0.6. In emptying sewage 
from a tank, however, there is a delay in bringing the siphon into 
full operation and in overcoming the inertia of the sewage in the 
distribution system. During this time there is a fall of sewage 
levelin the tank. This effect produces what is called the “dosing 
tank loss" which, according to investigations of the Pacific 
Flush Tank Co., is measured approximately by the relation 


hg = 36 


I 


a, 


t 
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where ha = dosing tank loss in feet 
Q = rate of discharge in cu. ft. per second 
А = area of dosing tank at maximum level in sq. ft. 
а, = area of siphon in sq. ft. 


То determine the characteristies of the dosing device, therefore, 
both these relations must be taken into account (Section 387). 
Where a single tank is used allowance also must be made for the 
volume of sewage flowing into the tank while the siphon is 
discharging. 

Air-lock Feeds.—Fig. 194 ery in outline the general features 
of an assembly of siphons and air-lock feeds for four contact 
beds. At the beginning of a cycle of operation the wells in front 
of the air-lock feeds are filled with water, except the one that is to 
operate first. The blowoff traps are all filled with water. 


Sewage entering the channel from the settling tanks flows through the 
feed (the one not sealed with water) into the bed until it is filled, or until 
the sewage level reaches the top of the withdraw siphon. A slight additional 
rise in water level causes the withdraw siphon to come into operation, and 
the compression chamber is filled through the withdraw siphon until the 
sewage level inside is the same as in the bed. As the compression chamber 
fills, the air in the compression dome is put under pressure and forced into 
the upper part of the feed, gradually displacing the sewage flowing through 
the feed until the sewage level is foreed down below the inside crest of the 
feed, when the flow through the feed ceases and the feed is air-locked. 

The same rise of sewage in the compression chamber also produces a 
pressure in the starting bell, which is transmitted to the blowoff trap of the 
feed next to operate. Just before feed (1) is air-locked the seal in blowoff 
trap (2) is forced, thus releasing the air confined in feed (2), and allowing 
the sewage to discharge into contact bed (2). This prevents any backing up 
in the distributing channel or settling tanks. 

After standing for the required time, the sewage in the bed is discharged 
by a timed siphon, described later. As the sewage level in the bed falls, 
siphonie action is started in the withdraw siphon and the compression 
chamber is drained. By this means the compression dome and starting 
bell are vented, the blowoff trap is filled and the chamber is ready for the 
next cycle of operation. 


Hydraulically, feeds may be considered as siphons and the 
discharge through them may then be expressed by the orifice 
formula, Q = C;a;4/2gh;. Assuming a coefficient С; = 0.7, the 
head required to operate a 6-in. air-lock feed one foot in length 
is given by the following relationship,! hy = 0.127Q?, where Лу is 
expressed in feet and Q in cu. ft. per second. 


1 The Pacific Flush Tank Co. in its Catalog 30 gives losses of head for air-lock feeds which 
may be represented by the equation, Ау = 0,129Q 1%, 
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Timed Siphons.—To render the operation of contact beds 
completely automatic they require apparatus controlling the 
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Гіс. 194.—Air-lock feeds for contact beds (Miller-Adams). 


Compression 
Dome., 


time the sewage stands in the beds. Timed siphonsare frequently 
used for this purpose. The general details of the apparatus are 
shown in Fig. 195. 
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At the start, the main trap, the blowoff trap and tile well in the timing 
chamber are filled with water. The size of the timing chamber and the size 
of the opening in the timing valve determine the period of contact and require 
trial and adjustment to obtain the specified period of contact. The timed 
siphon is controlled by the starting bell in the timing chamber, and until 
there is sufficient pressure in the starting bell to force the seal of the blowoff 
trap, the siphon will not discharge and the bed will stand full. The timing 
valve is located below the full water level in the contact bed, so that when 
the bed is full there is a continuous discharge through the timing valve into 


Elevation e 
Fig. 195.—A timed siphon (Miller). 


the timing chamber. The siphon receives air through the vent when the 
sewage has been drawn down to the low level and the discharge then ceases. 
When the timed siphon is operating, the draining siphon is discharging 
the sewage in the timing chamber, and at the end of the discharge the start- 
ing bell is vented, the timing chamber emptied and the apparatus is ready 
for the next filling of the bed. 


The total head required to operate contact beds equipped 
with air-lock feed and timed siphon ranges from about 12 in. for 
the smallest installations to 21 in. for the largest in addition to 
the depth of the bed. 
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Mechanically-controlled Siphonic Apparatus.—Several kinds of 
mechanical devices are used for directing the discharge of siphons 
to one pipe after another. Figs. 196 and 197 illustrate one used 
at a number of sewage treatment works by Barbour. 


The main features are an air-lock siphon controlled by an air valve and 
float, and a revolving cylindrical gate valve, also actuated by a float, the 
whole apparatus being set in the dosing tank. As the level of the sewage 
in the dosing tank rises, it lifts the large float А to which is attached a rack 
and pinion, causing the cylindrical gate valve to turn until the opening in the 


N 
Feet A 


Fic. 196.—Plan of Barbour dosing apparatus at North Attleborough, Mass. 


gate is opposite one of the outlet pipes to a filter bed or group of filter beds. 
At the same time, float B rises until the high-water level in the tank is 
reached, when the trip Æ on the float rod opens the air valve D, suddenly 
reducing the air pressure in the siphon bell and causing the siphon to come 
into full discharge. In case the trip failed to open the air valve, an addi- 
tional rise in the water level would bring the siphon into full discharge by 
the aid of the pilot pipe, in a manner similar to that previously described. 
The siphon continues to discharge until the low-water level in the tank 
is reached, when air is drawn in under the edge of the siphon bell, the siphonic 
action is broken, and the discharge ceases. When float A falls with the 
sewage level, the cylindrical gate valve is not turned back, but is held in 
place by a pawl and ratchet on the pinion. The tank then fills again, rais- 
ing float A, which turns the cylindrical gate valve around to the next outlet 
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pipe, and the process is repeated as described. "The advantage of the small 
float В and air valve is that the size of the dose can be regulated by setting 
the float B higher or lower on the float rod. The action is positive and 
productive of more satisfactory results than when the pilot pipe is relied 
upon to start the siphon. The “separator” is necessary to prevent sus- 
pended matter from getting into the air valve. 


Mechanical Dosing Apparatus.—An example of mechanical 
dosing apparatus is shown in Fig. 198. Sewage flows through the 
settling tank into a dosing chamber containing a float. A chain 


Fic. 197.—S8ectional elevation of Barbour dosing apparatus at North Attle- 
borough, Mass. 


attached to the float passes over a sprocket wheel, on the shaft 
of which is a weighted lever. As the sewage in the dosing tank 
rises, the float rises and the shaft revolves, bringing the weighted 
lever to a vertical position. As soon as the shaft turns so as to 
bring the center of gravity past the vertical, the weighted lever 
falls on the opposite side, and the flap valve between the dosing 
chamber and the distributing chamber is suddenly opened. 
Each rise of the float revolves the countershaft, to which the 
distributing gates are attached, a fifth of a revolution, the fall 
of the float failing to revolve the shaft in the opposite direction 
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on account of the pawl and ratchet. The five flap valves leading 
to the five filter beds are each attached to the shaft at points 
equally spaced around the circumference, and thus at each one- 
fifth turn of the shaft a new gate is opened, the other four remain- 
ing closed. In this way the doses are distributed to each filter 
bed in succession. 


Settling Tank 


Fic. 198.—Dosing apparatus at Newton, N. J. (Ansonia). 


This apparatus is readily adjustable and in general has been 
found to work satisfactorily. Care should be exercised in design- 
ing apparatus of this type to provide parts of sufficient strength 
to withstand the shock due to the suddenly applied force of the 
falling weight and the resulting jerk on the flap valves. 

385. Hydraulics of Nozzles for Trickling Filters.—' The hydrau- 
lic characteristics of various types of nozzles have been studied 
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by the manufacturers, such as the Pacific Flush Tank Company;! 
by the Experiment Station of Purdue University,? by the 
authors? and by others. Fig. 199 shows the distribution 
curves obtained in the Purdue experiments for a Worcester-type 
nozzle. Generally speaking, the discharge through spray 
nozzles can be represented by the standard orifice formula, 
Q = Cra, A/2gh,. The coefficients (C,) obtained at Purdue for 
the Worcester nozzle range from 0.66 at heads of 8 ft. to 0.69 for 
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Fie. 199.—Distribution curves for 0.813-in. Worcester circular nozzle under 
different constant heads. 
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heads of 1 ft. The discharge of Worcester-type nozzles is shown 
in Fig. 200. 

Circular-spray nozzles which are not spaced to give overlapping 
sprays cover only 7816 per cent of a rectangular area when 
placed at the centers of contiguous square areas, and only 90.1 per 
cent of the bed when arranged at the apices of equilateral 
triangles. Such a waste of filter area is undesirable. Accord- 
ingly the usual arrangement is to place the nozzles at the apices of 
equilateral triangles and provide for some overlapping of the 

1 Catalog 30. 


2 Bull. 3 and 20. 
3“ American Sewerage Practice," Vol, III. 
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sprays, as shown in Fig. 201. When fixed nozzles are used and 
the head remains constant, the quantity of liquid falling upon а 
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Fic. 200.— Discharge and spacing of Worcester-type nozzles. 
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unit area at the periphery of the wetted area is less than that at 
some lesser distance; and still nearer the nozzle the rate of fall is 
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again less than the maximum. Uniform distribution over the 
surface therefore necessitates overlapping of the sprays at the 
time of maximum head, as well as а variation in head upon the 
nozzles. 

While square-spray nozzles apparently will overcome the 
necessity for overlapping sprays, wind action and nozzle clogging 
affect all sprays in such а manner as in a measure to offset 
refinements of design of nozzles. Circular-spray nozzles seem 
to be preferred by operators generally. 

Nozzle spacing has been worked out for the most common 
types of nozzles from studies such as those illustrated in Fig. 199 
and from tests of experimental and existing installations. Allow- 
ing for overlapping of sprays and placing the nozzles at the apices 
of equilateral triangles, the net effective area of each nozzle is 
hexagonal in shape (Fig. 201). Along the edges of rectangular 
beds there remain areas (stippled in Fig. 201) which are but 
partly dosed, and other areas (cross-hatched in Fig. 201) that 
receive-no sewage whatever. Use of “‘half-spray’’ nozzles along 
the edges has been resorted to (Fig. 201). These are generally 
made by covering one-half of the nozzle opening and attaching 
flanges which will direct the spray inward. 

Assuming that the capacity of a trickling filter is approxi- 
mately proportional to its depth, a smaller volume of filtering 
material may be provided around the edge of a filter, or, in other 
words, the bottom of the filter may be made smaller in area than 
the top, thus effecting a considerable saving in filtering material. 
For example, at Fitchburg the length and width of the filters at 
the bottom are 5 ft. less than at the top. 

Complete utilization of the marginal strip is not practicable if 
wind-blown spray is to be kept on the filter. Marginal allowances 
of 18 to 24 in. are frequently provided. Selection of nozzle 
spacing is illustrated by an example in Section 387. 

386. Hydraulics of Dosing Devices for Trickling Filters.—In 
order to obtain the variation in head on the nozzles of trickling 
filters which is necessary to distribute the sewage as uniformly as 
possible over the bed, use is made of (1) dosing tanks or (2) head- 
varying valves. 

Dosing Tanks.—The usual form of dosing tank is hopper 
shaped or is tapered by the use of sloping side walls or steps, so 
that the capacity of the upper portion of the tank is much greater 
than that of the lower portion. This causes the nozzles to 
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discharge longer under the higher heads and throw a larger 
proportion of the spray on to the moreextensiveouterareas. The 
operating head commonly ranges from a maximum between 
5 and 10 ft. down to a minimum of 1 or 2 ft. Automatic air-lock 
siphons are used in conjunction with these tanks and are similar 
to those employed in dosing intermittent sand filters. 

In the design of dosing tanks the following three types must be 
distinguished: 


1. Single dosing tanks into which sewage flows continuously, the siphon 
capacity being such that the rate of outflow when discharging always 
exceeds that of inflow, even under the minimum operating heads and with 
maximum inflow. If properly proportioned these tanks will alternately 
fill and discharge. 

2. Twin dosing tanks with air-lock feeds discharging to a common nozzle 
field (Fig. 202); one tank fills while the other discharges and stands empty 
during a brief rest period. Deep bells on the siphons or flap valves shut 
off intereommunication between the tanks. The maximum rate of inflow 
must be such as to fill the tanks in a longer time than is required for discharge. 

3. Twin dosing tanks with air-lock feeds discharging on to separate 
nozzle fields, each half of the field having its separate dosing cycle. Since 
only one-half the number of nozzles are supplied at one time, the dosing 
tank size is thus cut in two. 


Twin dosing tanks assure the same size of dose and the same 
distribution of the sewage on the filter at each dose, regardless 
of the rate of sewage flow, until a maximum storm-water rate is 
reached at which one of the tanks will go into continuous opera- 
tion. By using two dosing tanks which operate alternately, the 
point at which continuous operation begins is kept higher. Such 
an installation at Fitchburg, Mass., is illustrated in Fig. 203. 

The design of a dosing tank and nozzle field is exemplified in 
Section 387. Suitable design must take the following hydraulic 
factors into account as relating to flow and losses of head: 


. Friction in air-lock feeds and over inlet weirs. 
. Siphon losses. 
. Dosing tank losses. 
. Velocity heads and friction losses in distributing pipes. 
. Entrance losses, losses in passing openings, and losses at change in 
Section and direction. 
6. Losses in gates. 


ar м н 


Losses 2 to 6 commonly equal from 15 to 35 per cent of the 
maximum available head on the nozzles, with 25 per cent as а 
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Section A-A 
Fie. 202.—Twin dosing tanks with air-lock feeds and deep-bell, trapless siphons. 
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fair average. "These losses are divided about equally between 
the siphon, dosing tank and distribution system. Losses in 
the latter can be reduced greatly by using rounded orifices, 
bell mouth openings and gradual changes in section. 

The Pacific Flush Tank Co. has studied the operation of 
trickling-filter dosing-systems using the company’s dosing 
apparatus and has derived formulas for the computation of the 
special losses involved; these the authors have reduced to 
general terms as given below. The formulas were derived from 
observations at five trickling filter plants using siphons from 12 to 
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Fie. 203.—Dosing tanks and siphonic apparatus, Fitchburg, Mass. 


30 in. in diameter, operating under a “total head" of 7 to 10 
ft. and using dosing tanks with maximum area of water surface 
from 200 to 800 sq. ft. The formulas naturally apply only 
to the company’s apparatus. The expression for siphon loss 
(^.) holds, furthermore, only for siphons of the trapless type, and 
the formulas for dosing-tank loss (hy) and time of discharge (t) 
should be used only when the maximum velocity in the siphon 
is between 2 and 4 ft. per second. It will be noted that the 
expressions are empirical, with the exception of that for siphon 
loss. So far as the authors know, these are the best data to be 
had on the subject. 
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at Q: 1.64 
һу = 0129 (2) (1) 
hy = 0 Ry (2) 
ATO 7 
ЙЫ 
364a,? 
ag rom (4) 
-— = а, 1 
ta = (а (5) 


Nomenclature: 


hy; = loss of head in 6 in. inlet feed, ft. (inlet feed loss). 
hw = loss of head over inlet weir, ft. (Weir loss). 
h, — loss of head in dosing siphons, ft. (siphon loss). 
ha = loss of head starting, ft. (starting or dosing tank loss). 
ta = time elapsed from time siphon starts to time of maximum 
discharge (time during which dosing tank loss occurs). 
sec. (starting time). 
Q; — rate of inflow to tank, cu. ft. per second. 
Q = rate of discharge, cu. ft. per second. 
Quay = Maximum rate of discharge, cu. ft. per second. 
а, = cross-sectional area of siphon, sq. ft. 
area of dosing tank at maximum water level, sq. ft. 
L; = length of inlet feed, ft. 
L, = length of inlet weir, ft. 


ь 
ll 


Generally good distribution will be secured if the water level in 
the dosing tank falls at a uniform rate, or nearly so. The surface 
area of the tank, though determined to some extent by con- 
siderations of nozzle distribution, is even more influenced by the 
dosing tank loss. Since this loss is volumetric and must be 
limited to а certain value it generally controls the choice of the 
tank area (see Section 387). This maximum area must be 
carried down a distance equal to the dosing tank loss. From 
here on the area must decrease in proportion to the rate of 
discharge. A parabolic curve will result and is generally approxi- 
mated by continuing the vertical sides of the tank for a short 
distance and then sloping the sides in a straight line to the low 
water line. 
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Head-varying Valves—In 1906 Stearns suggested using a 
mechanically operated butterfly valve in the delivery pipe to 
trickling filters as a means of varying the head on the nozzles, and 
about the same time Weand designed float-operated butterfly 
valves for use with the trickling filters at Reading, Pa. 


Co Distribution,” K Жок» 

Oz2T Sluice) ФОН 
Trickting Filters 

Fic. 204.—Sectional elevation of dosing apparatus, Baltimore, 


One of the largest filter plants employing this means of regulat- 
ing head is that at Baltimore, where the head on the nozzles runs 
from almost zero to 9 ог 10 ft. The installation is shown diagram- 
matically in Figs. 204 and 205. There are ten 18- by 27-in. 
rectangular conduit castings, one to each filter bed, leading from 
the constant head chamber to the distribution system of the beds. 


Friction Wheel 
ут, Disk, 24" 


Floor Stand 


Shaft conne cien Through. Weight fo k 
fd and Wheel tie 
C Hotor (145250 Rpm) Ap rfly Yah 


Automobile Chain 
2 еше Lower. 
— 
butte: 
sida © 


Fic. 205. Meum device for butterfly valve, Baltimore. 


The opening to each of these castings is controlled by an electri- 
cally operated sluice gate. Each motor is connected to an auto- 
Starter actuated by a trip on a float rod extending upward from a 
float in the outlet channel. The trips on these rods are set at 
four different levels so as to bring sections of the trickling filters 
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into operation one after the other by opening the motor-operated 
valves. For example, if two units are in operation and sewage 
begins to back up in the outlet channel faster than it can be taken 
care of by the area of trickling filters then in service, the float 
under the third auto-starter is raised sufficiently to trip the latter 
and open a sluice gate on the inlet line to section 3 of the 
trickling filters. 

Inside each rectangular casting above referred to is a flat 
iron plate swung on its horizontal axis by a shaft extending 
through a stuffing box to the outside of the casting. This plate 
fits the inside dimensions of the casting with a clearance of 
about 16 in. The end of the shaft is geared to a 1-hp. direct- 
current motor. The plate is turned through 1 revolution (2 
cycles) approximately every 7 min., thus alternately damming 
and releasing the sewage flow to the nozzles. The spray on the 
filters under this action falls first on the stone immediately 
adjacent to the nozzle, gradually increasing its breadth to a 
distance of 7% ft. from the nozzle, at which moment the 
flat plate in the casting has turned till it is in a horizontal position 
and the maximum volume of sewage is flowing. 

387. Outline of Hydraulic Computations for a Trickling 
Filter.—The following outline is suggestive of one of a number of 
approaches that may be taken in the solution of the hydraulic 
problems connected with the design of the dosing devices and 
distribution system of a nozzle field. An hypothetical problem 
is set, rather than an actual case, because it can be presented 
more simply and will illustrate the issues more readily. Repeated 
trials of different layouts and studies of individual parts of the 
system, involved in the economical design of filters in practice, are 
not given, in order to conserve space. 


Assumed Basic Data. 


Average volume of sewage to be treated....... 1.0 m.g.d. 

Maximum ‘Tate OP flow. . о. 3.0 m.g.d. 

Minimum. Tate of flow. АЛШЫ... МИЕ 0.5 m.g.d. 

Loading’ o£/filter! 23:015 290m Lnd (otov: 0.333 m.g.d. per acre-foot 
Depth: of filter... o eee toe бй. Set ela 6 ft. 


Difference in elevation between maximum dis- 
charge line of dosing tank and nozzle openings 8.9 ft. 


Computations for Nozzle Field.—Let it be assumed that the nozzle field 
is to be constructed with cast-iron pipes laid near the surface of the bed, 
and that circular-spray Worcester-type nozzles are to be employed (Fig. 


200) 
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1. The economical range in the maximum net head on the nozzles of а 
trickling filter is commonly found to extend from 65 to 85 per cent of the 
total head. For a head of 8.9 ft., therefore, it will generally lie between 
5.8 and 7.6 ft. Try 6.7 ft. 

2. The minimum net head or net terminal head is ordinarily kept between 
1.0 and 2.5 ft. Try 1.5 ft. 

3. Circular-spray Worcester-type nozzles will have the following char- 
acteristics when operating under heads of 6.7 and 1.5 ft.: 


Size of nozzle, in. 


Nozzle characteristics Remarks 
Me 13ío 
l^ Nossle арас... ЛЫ a 11.4 | 12.7 | From Fig. 200 
2. Spacing of laterals, (ї................... 9.9 11.0 | 0.866 X nozzle spacing 
3. Number of nozzles required.............. 193 156 б 383 Xx à 5 (2) 
4. Maximum rate of discharge, per nozzle, 
раа: 9 0. D аву, 16.2 21.0 [72 Fig. 200, or using 
5. Minimum rate of discharge, per nozzle, C = 0.66 to 0.68 in 
рий. od IE CLIE TEE ene Pes voy f 10.0 Q = Car/2gh 
6. Maximum rate of dosing nozzle field, g.p.m.|3,130 3,280 (3) X (4) 
ела... 6.96 7.30 
7. Minimum rate of dosing nozzle field, g.p.m.|1,490 1,560 (3) X (5) 
c.f.s.. 3.31 3.48) 
8. Average of maximum and minimum dosing 
хаш OLB sas oie Уча оа n SU 5.14 5.39) 4[(6) + (7)] 
9. Maximum rate of sewage flow, c.f.5....... 4.64 4.64| 3.0 X 1.547 


Try using а 134 6-їп. nozzle. The average of the maximum and minimum 
dosing rates of this nozzle is well in excess of the maximum rate of sewage 
flow. Its spray limit is 10.5 ft. (from Fig. 199). 


Selection of Distribution System. 

4. Try a distribution system layout consisting of 13 laterals, each with 156 з = 
12 nozzles (Fig. 201). A number of systems should be studied and the 
most economical one selected. 


5. Computations for the head lost in the pipe system shown in Fig. 201 
at the maximum rate of dosing are illustrated in the following schedule: 
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| Friction losses 


Diam- | Sewage Мерез ; 
. | Length, ity, ft. Pipe losses! : 
Pipe eter, flow, Passing 
ft. à per 3 
in. c.f.s. openings,?| Bends, ft. 
second | Ft. per Ft ft 
1,000 d d 
a 12.7 6 0.047 0.24 0.095 0.001 
b 12.7 6 0.094 0.48 0.34 0.004 
с 12.7 6 0.140 0.71 0.71 0.009 
d 12.7 6 0.187 0.95 1.22 0.015 
е 12.7 6 0.234 1.19 1.85 0.024 0,001 
T 6.35 6 0.281 1.43 2.60 0.017 0.001 T = 0.040 
Nore.—This 
g 11.0 10 0.562 1.03 0.78 0.009 is the loss to 
n 11.0 10 1.12 2.06 2.82 0.031 0.004 each lateral. 
о 11.0 12 1.68 2.14 2.45 0.027 0.004 
p 11.0 12 2.25 2.87 4.20 0.046 0.008 
а 11.0 14 2.81 2.62 2.98 0.033 0.006 
T 11.0 14 3.37 3.15 4.18 0.047 0.009 
s 11.0 16 3.93 2.82 2.91 0.032 0.007 
t 11.0 16 4.49 3.22 3.72 0.041 0.010 
u 11.0 18 5.05 2.86 2.61 0.029 0.008 
L] 11.0 18 5.62 3.18 3.18 0.035 0.009 
w 11.0 18 6.18 3.50 3.79 0.042 0.012 
т 11.0 18 6.74 3.81 4.42 0.049 0.013 
у 20.0 18 7.30 4.13 5.08 0.102 0.016 Ү = 0.265 


! By Hazen апа Williams' formula, using С = 100. 

20.03 X velocity head for each opening or branch. FriNN, Wesron and Bogert; 
“Water Works Handbook," Ist. Ed., р. 583. 

з Jour. N. E. W. W. A., 1913; 27, 520. T' loss = 1.25 velocity heads; Y loss = 1 velocity 
head. 


6. The pipe loss (hp) to the average nozzle “ №” (Fig. 201) is the sum of the 
losses in lines c to f and s to y, together with the entrance Т loss, the Y 
loss, and the loss in passing openings. It is found to be 0.77 ft. This is 
about l4 of the total loss assumed to be available (8.9 — 6.7 = 2.2 —3 X 
0.73) and represents a common value. Nozzles other than ** №” should also 
be studied. 

Computations for Dosing Tank.—Investigate the use of twin dosing tanks 
supplying а common nozzle field and equipped with air-lock feeds and 
deep-bell, trapless siphons (Fig. 202). Try a dosing cycle of 4.5 min. for 
the maximum rate of flow of 3.0 m.g.d. = 4.64 c.f.s. This is a common 
cycle time. 


Size and Shape of Dosing Tank. 


7. For a dosing cycle of 4.5 min. the effective volume of dosing tank is 
4.64 X 4.5 X 60 = 1,250 cu. ft. 

8. By following common practice and selecting a siphon of such size that 
the maximum siphon loss (h,) is about equal to the pipe loss (hp), about 145 
of the total head or }4 of the total loss assumed to be available, it is found, 
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using a coefficient of discharge of C, — 0.0, that the nearest size is 18 in. 
(Section 386). "The siphon loss is, therefore, 


7.90 


E 
m pee = (z 6 X 1.767 X802) ^ 0.74 ft., 


where Q is the maximum rate of dosing the nozzle field. 

9. The effective nozzle head for maximum discharge is, therefore, 6.7 + 
0.77 + 0.74 = 8.21 ft. 

10. Assuming that the heads for other rates of discharge vary approxi- 
mately as the squares of the rates, the minimum discharge head or gross 


terminal head will be 8.21 X (756 3) = 1.87 ft. (In actual design this 


value would be checked by computations similar to those given for maximum 
discharge.) 

11. The bottom width of the tank must be such as to accommodate the 
18-in. siphon and to result in an économically proportioned tank. The 
siphon needs 6.67 ft. (from Pacific Flush Tank Catalog 30). Try 7 ft. 

12. If we proportion the tank areas to the rates of discharge the top 


width becomes about 7 X 730 = 14.67 ft., because the tank length (Т) 


is commonly held constant. 

13. The dosing tank loss (ha) may now be expressed in terms of the top 
area or length by applying the formula suggested by the Pacific Flush Tank 
Co.: 


— anat 364 X (1.767)? 156 156 
he = 36475 — 4 A ~ 1467L 


14. To allow (a) for the dosing-tank loss (ha) which is usually of the same 
magnitude as the siphon loss (h,) and the pipe loss (hp), and (b) for the use of 
a uniformly sloping tank wall rather than a parabolic one, vertical tank walls 
are required at the top, of a depth greater than the dosing tank loss. By 
inspection, try 1.33 ft. 

15. Equating the tank capacity computed from the assumed dimensions 
to the tank volume obtained from the cycle time, the tank length L = 
15. 42 ft. from 


156 


1,250 = (8.21 — 1.87 + 159. 


X 14.67L — [62 — 1.87 — 1.83) + 


P (14.67 — 7.0), 
14.671. 2 


16. The dosing tank loss for the tank dimensions chosen is 


156 
ha = 1167 x 1542 ^ 0.69 ft., 


which is approximately equal to Л, and hp. The total computed loss is, 
therefore, ha + hs + hp = 2.20, and the total difference in elevation between 
the discharge line of the dosing tank and the nozzle openings is 6.7 + 


2.20 = 8.90 ft., which equals, in this case, the value of 8.90 ft. assumed in 
the basic data. 
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Dosing Cycle. 


17. A dosing cycle of 4.5 min., under conditions of maximum sewage 
flow, was assumed. This is made up of the dosing time and the rest period. 
Although good results can be secured with continuous operation at times 
of maximum flow, it is well to ensure satisfactory tank and nozzle operation 
by providing for a minimum rest period of say 0.5 min. To estimate the 
probable rest period, the dosing time may be assumed to consist of (a) the 
siphon-starting time (ta) during which the tank level drops a distance equal 
to the dosing-tank loss, (b) the time (ts) required to empty the remaining 
vertical portion of the tank and (c) the time (t) required to draw down the 
sloping portion of the tank. 

(a) Time (fa) may be found from the equation proposed by the Pacific 
Flush Tank Co.: 


a LC = 454 D Ф = 301500 


(b) Time (%) is given by the common formula of theoretical hydraulics 
ior discharge under a falling head: 


ri A p dh 2А (һ M 4,38) 
= nel anie LO ae ессе 7 Сс — 
C,a.V/2gJh Vh Сауд 


where C, is the coefficient of discharge of the nozzle field and a, is the total 
area of the nozzle openings. The area of a 13 6-іп. Worcester nozzle with 
31g-in. spindle is 0.00340 sq. ft. The combined area a, = 156 х 0.0034 = 
0.530 sq. ft. C, may be computed approximately from the loss of head 
(8.21 ft.), excluding the dosing tank loss, found for the average nozzle “ N'' 
for the maximum rate of discharge, 7.30 c.f.s. 


TRE LIE. 7.30 
a,N/2gh 0.530 X 8.024/8.21 


а TEOT X 15.22 3 Уу 


(с) To find time (t) the tank area must be expressed in terms of the 
head, since the area decreases with the head. The area A at any head h is 


(h — 1.87)(14.67 — 7.0) 
(8.90 — 1.33 — 1.87) 
A = 20.8 (3.33+h) 
-20.8 ^» (3.33 + A) ap 
0.60 X 0.530 X 8.025. д 


te = 8.15 [6.66 (hf — ha’? ) + 234 (h? — n$)| 
Since hı = 8.90 — 1.33 = 7.57 and h: = 1.87, 
te = 174 sec. 


= 0.60 


Ея [ 7.0 d ] X 15.42 


te = 


The dosing period is, therefore, ta + && + te = 3.7 min., and the resting 
period, 4.5 — 3.7 = 0.8 min., which satisfies the requirements. Were this 
not so, it would be necessary to select different nozzles or change some of 
the assumptions. 
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Computations for Inlet Structures.—It is assumed that the inlet struc- 
tures consist of air-lock feeds and weirs as shown in Fig. 202. 


Air-lock Feed. 


18. Try two 6-in. feeds, 5 ft. wide. 
The feed loss (hy) by the expression given in Section 386, for a maximum 
inflow rate of 3 m.g.d. = 4.64 c.f.s., becomes: 


Qi\ 1-64 
hy = 0.129 (2) = 0.129 X (0.464) 1-9 = 0.04 ft. 


Inlet Weir. 


19. Try a weir 15 ft. long. 
From the Francis formula, the weir loss (hw), using a coefficient of discharge 
of 3.0, is found to be: 


T 4.64 
-= (ar )'- 30x15) ..920ft. 


The Pacific Flush Tank formula, A, = 0.470 (Q;/L,)":***, yields about the 
same result. 

20. The combined loss of the inlet structures is hy + А. = 0.24 ft. for 
maximum flow. The sewage level in the inlet channel must, therefore, rise 
0.24 ft. above the maximum level of the dosing tanks at times of highest 
sewage flow. If this value is unsatisfactory the inlet loss may be cut down 
(1) by changing the dimensions of the feeds and (2) by changing the length 
of the weir. 


388. Final Settling Tanks.—Settling tanks which follow coarse- 
grained contact beds or trickling filters commonly are given a 
detention period of 14 to 5 hours. Any one of the common types 
of settling tanks may be employed, and plants have been built 
with horizontal-flow, flat-bottomed or hopper-bottomed tanks; 
with vertical-flow tanks of Dortmund type; and with tanks 
equipped with sludge-removing mechanisms. The principles of 
design do not differ materially from those applicable to pre- 
liminary sedimentation tanks. 

The quantity of sludge deposited in trickling-filter humus 
tanks varies from 300 to 800 gal. per million gallons of filter 
effluent, averaging about 500 gal. The water content averages 
about 92.5 per cent, varying from 90 to 95 per cent. Sludge is 
generally withdrawn weekly and storage space must be provided 
accordingly. In some plants longer intervals elapse between 
cleanings and sludge is removed only when septicization or 
excessive accumulation of solids interferes with clarification. 
During the unloading periods more frequent cleaning is essential. 

The flocculent character of the sludge suggests the use of 
vertical-flow tanks of the Dortmund type and these have been 
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used widely. The design characteristics of the final tanks at 
Gloversville, N. Y., Fitehburg, Mass. and Akron, O., are given 
in Table 96. 

Sludge from humus tanks may be air-dried on sludge-drying 
beds, but is more commonly pumped to digestion tanks where 
these are provided in connection with preliminary sedimentation. 

389. Examples of Filter Design.—A few examples of the 
design values employed in existing works are given in Tables 
94 to 96. "These illustrate typical sewage filters of the three 
different types in common use in the United States. 

Intermittent Filters.—'The three different stages in development 
of this type of filter are exemplified by the installations at (1) 
Concord, Mass., which treat raw sewage; (2) Marlborough, 
Mass., which deal with settled sewage; and (3) Alliance, Ohio, 
which follow contact beds. 


TABLE 94.—CoMPARISON OF INTERMITTENT FILTERS 


Concord Marlborough Alliance! 
Date of construction,................. 1899, 1928 1891, 1908-11 1913, 1917 
Tributary роршайоп.................. 2,400 15,080 20,000 
Population designed for................ 3,050 14,000 
Volume of sewage, m.g.d. 
Maximum rate of Йоз............... 0.69 3.25 4.50 
Average rate of Йозс................. 0.42 1.18 2.02 
Minimum rate of йоз............... 0.27 0.33 1.55 
Nüumber/óbbedac: И НЕ 7 33 3 
Axerago.depth, зле Ас литер р чыр зенә 4.5-6 2.2-3 
ЖҮР, PURO e эЛ E ale A TEN 6.3 20.9 3 
Character of filtering material.......... Sand Sand Cinders and 
sand 
Effective size of material, mm........... 0.06-0.50 0.07-0.20 
Dosing apparatus......... N Pump 18-in. siphon 
Method of distribution................ 2 to 4 inlets 1 to 4 inlets Wooden 
per bed per bed troughs 
ОРУНУН aaie eiS None 
Rise a e PEAAOS AN ES Горіо S OA 5 6-8 
БОЛЕЕ о ооо ТЕ vim EA ed. 0.6 AAA 20-50 38-40 (2 beds) 
9 (1 bed) 
Average loading 
Million gal. per acre per day ......... 0.07 0.06 0.87 
Population per acre 
ТИБИН ларе nin bein ps habi isque 381 721 6,670 
Deng. 250v ss анау уле 485 670 


ї Тыв plant was replaced in 1929 by Imhoff tanks, trickling filters and humus tanks, 


Contact Beds.—' The following two installations are chosen for 
illustration, (1) Alliance, O., and (2) Madison-Chatham, N. J. 
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The beds at Alliance are of the single-contact variety; those at 
Madison-Chatham provide for double contact. 


TABLE 95.—Comparison or Contact BEDS 


Alliance! Madison-Chatham 
Date of construction... sessi. s eie o osie rette 1910, 1917 1911 
Tributary population. эдек жебе» 20,000 
Population designed for, ave parea ое ае е IR nce ia n m nm эру» 7,000 
Volume of sewage, m.g.d. 
Maximum rate of Йоз................. 4.5 2.0 
Average rate of йозу................... 2.6 0.4 
Minimum rate of flow... 1.6 0.15 
Rack and Racks and Imhoff 
sedimentation tanks 
Total area of contact beds, acres.......... 3 1 
Area of primary beds, асгев............... 3 0.5 
Area of secondary beds, acres............. None 0.5 
Character of filtering material............. Cinders and slag Stone 
Sise of material; 1 woes оола не Cinders, 14-34 
Slag, 34-114 1-2.5 
Number of contact Ьейз.................. 12 8 
Dimensions, ft. . 
Р NES RAS ОЗОТ АУЦА КАРАИ У ИРИ МРОТ ЧААР 75 
Мот. "MESURE ЫРАА О КЫ ау) ЧЕ Ба а аео 75 
Depto eoe МАРЫНЫ eves emt таануу 4—4.5 4.2 
Dosing apparatuses... олет" 3 siphons “Ansonia” apparatus 
Dosing period, hr. 
Nülipgi loro Амы aio sts EHE d 2146-3 
Con eee encor RES ни АИА PAY м 
JSmpiying.-. Аруз ewe КРОС ча лег» НЕ one 214-3 
"Typo of Gistrib ators sop. 2.24 ele. ote Ducts filled with Beds dosed from 
gravel below 
Underdrains 
рее оа еле асте е еа a e ere Tile Split tile 
PMB ATS, УС Se ОАО зде err елни 3 6 
WOMANS Е cose eae ovr eet vee ro Y 11 0.67 center to center 
Average loading 
Million gal. per acre per day............ 0.87 0.40 
Million gal. per acre-foot per day ........ 0.19-0.22 0.10 
Population per асге.................... 6,670 7,0002 
Population per асге-Ѓооб................ 1,480—1,670 1,670 
Further treatment of effluent............. Intermittent filters Humus tanks and 
sand filters 


l'This plant was replaced in 1929 by Imhoff tanks, trickling filters and humus tanks. 
* Provided for in design. 


Trickling Filters.—Data for three installations with which the 
authors were connected, namely those at Gloversville, N. Y., 
Fitehburg, Mass., and Akron, O., are tabulated below. 
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; Gloversville Fitchburg Akron 
Date of construction................-. 1911 1914 1927 
Population designed їог................ 20,000 40,000 260,000 
Capacity designed for, m.g.d........... 3 4.0 33 
Average sewage flow, ш.д.Ч............ 2.6 3.8 
Area of filters, асотев................... 3.1 2.1 13.7 
Character of filtering material.......... Limestone  |Crushed granite Hard 
and trap rock limestone 
Hie OE Sn Tera Inc Ьа 1-214 1-2 1-2 
Average depth of material, ft........... 5 10-10.5 10 
Method of distribution................ Taylor square- Worcester Circular-spray 
spray nozzle | circular-spray nozzle 
nozzle 
Size of orifice of nozzle, in.............. x 1346 0.906 
Distance of orifice above surface, іп..... 8 Flush 2 
Distance center to center of nozzles, (6... 12 15 11 
Number of nozzles per асге............ 303 230 300 
Headon р, АУА eeo eere 6.3 8.5 5.93-1.39 
Character of floor вувбеш.............. 6-in. slotted | Grooved con- | Vitrified floor 
channel pipe crete floor blocks on vit. 
on 3-in. con- blocks channel blocks 
crete floor on concrete 
i floor 
Preliminary treatment of sewage........ Racks, grit Racks, grit Racks, detritus 
cham., fine chambers and tanks and 
screens and Imhoff tanks | Imhoff tanks 
settling 
Further treatment of effluuent........... Settling and Humus tanks | Humus tanks 
sand filtration 
Average filter loading 
Million gal. per acre per day......... 0.84 1.84 2.41 
А ТУМАНДАЙ wae cleo oin no S. 7,100 19,300 18,930! 
Persons рег acre-foot................ 1,420 1,890 1,893! 
Dosing tanks 
NuInDUE eo oe aie visio ач A 1 2 14 
Capacity per unit, gal............... 16,700 40,000 23,000 
Бізе of siphon, іп................... 30 30 36 
Volume of dose, gal. per acre......... 8,100 20,000 11,700 
Dosng tune, min... с ver tics 3 5 2 
Secondary sedimentation tanks 
NUmbDER e ain eee Mis e vir RISO жеры» 2 4 12 
Inside dimensions, Ї{................ 36 (diameter) | 30 (diameter) 65 X 50 
Maximum water depth, ft...........- 33.2 22.5 7.5 
Total water capacity, cu. ft. per capita 1.38 1.17 1.221 
Average detention period, hours...... 2.12 2.21 1.721 
Slope of tank Ъойот................ lon1 lon 14 4% 
Sludge removed Ьу.................. Gravity Gravity and Flushing and 
pump gravity 
1 Provided for in design. 
Literature 


Sanps, E. E. Hydraulics of Dosing Tanks and Trickling- Filters. Eng. 


News-Rec., 1922; 89, 67. 


SEWAGE FILTERS 635 
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Problems 


1. During 1927 the trickling filters at Fitchburg, Mass., (estimated 
population 40,000) received 1,379.08 m.g. of sewage in 364 days. "The area 
of the filters is 2.07 acres and they are 10 ft. deep. "The sewage applied to 
the filters contained on an average 12.61 p.p.m. of nitrogen as free ammonia 
and 2.96 p.p.m. of albuminoid nitrogen. Find the filter loading per unit of 
area and volume in gallons per day, persons, and grams and pounds of 
nitrogen. Ans. 1,830,000 gal./day per acre; 183,000 gal./day per acre- 
foot; 19,300 persons per acre; 1930 persons per acre-foot; 103,000 lb./acre 
per year (N); 10,300 Ib. per acre-foot per year; 128,000 gm. /acre per day; 
12,800 gm. per acre-foot per day. 

2. Sand of effective size 0.15 mm. is available for use in intermittent 
sand filters. If a half-acre square bed, composed of sand 4 ft. in depth, is 
dosed at a rate of 60,000 gallons per acre per day (a) how much sewage 
should be applied per filling; (b) what will be the time elapsing between 
fillings, (c) the rate of filling, (d) and the time required for filling; (e) how 
long will the bed rest between fillings if the temperature of the sewage is 
54°F., assuming that the underdrains have a free outlet (estimate on a 
basis of C — 200 in Hazen's formula ); (f) to what height will the sand hold 
water by capillarity? Ans. (а) 40,800 gal. (с) 4.4 c.f.s. (e) 

(b) 32.6 hours. (d) 21 тіп. (f) 2.6 in. 

3. 16 half-acre sand beds designed to handle the sewage from 10,000 
people after clarification by Imhoff tanks, are arranged in groups of 4, each 
group being supplied by a main distributor pipe. Dosing of all 4 groups is 
controlled by one automatic dosing tank holding 1,545 gallons per foot of 
depth. The tank has a maximum drawing depth of 4.62 ft., and the center 
of the outlet pipe is 18 in. below low-water level in the tank. Sewage is 
directed on to the individual beds by operating gates on the main distributor 
pipes. The siphon is 12 in. in diameter. Assuming a per capita sewage 
flow of 100 gal. per day, estimate the following: 

(a) Inches of sewage applied to each bed per dose. 

(b) Number of doses per bed before sewage must be diverted on to 
another bed. 

(c) Characteristics of dosing cycle. Ans. (a) 0.6 in. 

(b) 5. 

4. Four contact beds, each 0.25 acre in area and 4 ft. deep, are to treat 
400,000 gal. of settled sewage per day. Estimate the dosing cycle on the 
basis of 30 per cent voids. 

5. In accordance with the principles outlined in Section 387 design the 
nozzle field, distribution system and twin dosing tanks for a trickling filter 
10 ft. deep treating 0.5 m.g.d. of settled sewage, to meet the following 
conditions: (a) maximum rate of flow, 1.5 m.g.d., (b) minimum rate of flow, 
0.25 m.g.d., (c) loading of filter, 2.5 m.g.d. per acre, (d) elevation of maximum 
discharge line above nozzles, 7.2 ft., (e) type of nozzle, 13 6-іп. Worcester 
nozzle with circular spray. 


CHAPTER XVIII 
THE ACTIVATED-SLUDGE PROCESS 


390. Development of the Activated-sludge Process.— The 
aeration of sewage in tanks, to hasten oxidation of the organic 
matter, was investigated as early as 1882 by Dr. Angus Smith, 
who reported on it to the Local Government Board. It was 
studied subsequently by a number of investigators and in 1910 
Black and Phelps reported that a considerable reduction in 
putrescibility could be secured by forcing air into sewage in 
basins. Following this, experiments by Clark and Gage at the 
Lawrence Experiment Station, conducted during 1912 and 1913 
on sewage in bottles and in tanks partially filled with roofing 
slate spaced about 1 in. apart, showed that in aerated sewage 
growths of organisms could be cultivated which would greatly 
increase the degree of purification obtained. 

The results of the work at Lawrence were so striking that a 
knowledge of them led Fowler to suggest experiments along 
similar lines at Manchester, England, where Ardern and Lockett 
carried out valuable researches upon this subject. During the 
course of their experiments Ardern and Lockett found that the 
sludge played an important part in the results obtained by 
aeration, as announced in their paper of May 3, 1914, before the 
Manchester Section of the Society of Chemical Industry. At the 
outset it was necessary to aerate the sewage samples continuously 
for 5 weeks before complete nitrification was obtained. By 
repeatedly drawing off the clarified sewage and adding fresh 
raw sewage to the old sludge left in the experimental tank, the 
time for oxidation, however, was reduced to 24 hours and 
eventually to a few hours only. The sludge accumulating in 
this manner and inducing such active nitrification was called 
“activated sludge." Hatton at Milwaukee, Frank at Baltimore, 
and others, finally showed that the process could be operated on a 
practical, continuous basis by running sewage through aeration 
tanks, the activated sludge being mingled with the entering 
sewage, and later separated from it after its passage through the 
tanks. More recent developments in the activated sludge 

636 


THE ACTIVATED-SLUDGE PROCESS 637 


process have dealt with the perfection of the control of aeration 
and the introduction of mechanical devices for aerating the sewage 
in place of compressed air. This variation of the process is 
called *' bio-aeration." 

Closely related to the activated-sludge process and originating 
from the same early investigations, but differing in many respects 
from the process as now employed, is “contact aeration’’, developed 
by Buswell, Bach and Imhoff (1925, 1926). In this process 
aerated contact surfaces for the support of growths of organisms 
are provided in the flowing-through chamber of single- or two- 
story tanks. These growths and surfaces apparently take the 
place of the activated sludge floc, at least in some measure. 

391. Classification of Activation Methods.—It is evident from 
the preceding section that several different methods of aeration and 
activation have come into use. These may be classified as follows: 

1. Diffused-air Aeration, or the  Activated-sludge Process 
Proper.—In this method of treatment air is blown into sewage as 
it flows through tanks, activated sludge being added to the 
incoming sewage and settled out, in sedimentation basins, from 
the tank effluent. A part of the sludge produced is fed into the 
influent as “return sludge," and a part is disposed of as ‘‘excess 
sludge" (Fig. 206). 

2. Mechanical Aeration or Bio-aeration.—Mechanical apparatus 
is employed in this method, to aerate the sewage and keep the 
tank contents in circulation. Absorption of air takes place from 
the atmosphere at the surface of the sewage. Activated sludge is 
added to the influent and removed from the effluent as under (1) 
(Fig. 207). 

3. Combined Use of Diffused Air and Mechanical Aeration.—Air 
in reduced volume is blown into the sewage while circulation is 
maintained by mechanical means. Addition and removal of 
activated sludge are provided for as under (1) (Fig. 208). 

4. Contact Aeration.—In this method of treatment,—which, 
strictly speaking, cannot be classified as an activated-sludge 
process and which will, therefore, be discussed in a separate 
section of this chapter,—contact surfaces in the form of laths or 
similar materials are submerged in the sewage, aerobic conditions 
are maintained and the sewage generally is forced to circulate 
through the contact units by the admission of compressed air 
from below. From time to time excessive growths are removed 
by increased aeration. The suspended matter in the effluent is 
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deposited in settling basins. Sludge is not added to the influent 
(Fig. 212). 

Of the methods of activation, the one most widely used at 
present (1929) in the United States is diffused-air aeration. 
Mechanical aeration, which has been more widely employed in 
England, has only recently been used in a full-sized plant, and 
the remaining two methods, although successful in Germany, are 
still in the experimental stage in this country. 


PRINCIPLES OF OPERATION 


392. Aeration Units Employing Diffused Air.—In tanks of 
this type the air should perform three distinct functions which 
may be described as follows: (1) it should provide the oxygen 
necessary to maintain aerobic conditions and promote the growth 
of oxidizing organisms, chiefly bacteria; (2) it should cause the 
activated sludge to move through the sewage and provide 
contact between the gelatinous surfaces of the sludge and the 
putrescible matters contained in the sewage; (3) it should 
prevent deposition of sludge, particularly on the tank bottom 
where sludge accumulations quickly become septic and thus 
adversely affect the process. In bio-aeration units the first of 
these functions of the air is secured by inducing absorption of air 
at the sewage surface, the last two functions being performed 
by mechanical agitation of the tank contents. 

The three functions of the air are fulfilled in two common 
types of aeration units which are known respectively as (1) 
* ridge-and-furrow ” tanks and (2) “‘spiral-flow”’ tanks. In both 
types air is blown into the flowing sewage from diffusers placed at 
the bottom of the tanks. These diffusers are commonly porous 
plates through which the air passes into the sewage in the form 
of fine bubbles, thus presenting the greatest surface area possible 
for contact between air and sewage. 

In ridge-and-furrow tanks (Fig. 206a) the diffusers are 
situated at the bottom of depressions between ridged spacers. 
Surfaces upon which the sludge might settle are thus avoided. 
Generally the diffusers are placed in rows across the tanks at right 
angles to the direction of flow, thus causing the sewage to be sub- 
jected to successive impacts of air, sometimes referred to as “аїг 
baffles.” Continuous flow is provided, intermittent operation as 
originally practiced at Manchester, England, never have been 
adopted on a large scale in this country. 
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In spiral-flow tanks (Fig. 2065) the diffusers are placed in rows 
running the length of one side of the tanks. The air, tending 
to rise vertically along this one side, induces a rotation of the sew- 
age in the tank, which combines with the longitudinal displace- 
ment of the sewage to produce helical motion, carrying a certain 
amount of air across the tank and downward. This type of 
flow successfully prevents deposition of the sludge, ensures а 
longer path of travel of both air bubbles and sewage, and permits 
of greater absorption of atmospheric oxygen at the sewage sur- 


a.—Ridge-and-furrow tank. b.—Spiral-flow tank. 
Fic. 206.— Aeration units employing diffused air. 


face. At the same time it reduces short-circuiting. Deflectors 
at the sewage surface and rounding of corners aid in establishing 
and maintaining spiral motion. At Indianapolis the horizontal 
path of the sewage is but 952 ft. in tanks 15 ft. deep and 20 ft. 
wide, but since the pitch of the helix is about 1.75 ft. the actual 
length of travel of the sewage is estimated to be over 7 miles. 

The advantages of this type of arrangement have led to its 
being adopted widely. In England transverse baffles with an 
ample opening, commonly placed on the same side of the tank 
as the diffusers, are often employed to effect further reduction in 
short-circuiting, which may be associated with the formation in 
the center of the spiral of а core in which motion is only hori- 
zontal and longitudinal. 

393. Aeration Units Employing Mechanical Agitation (Bio- 
aeration).— The fact that but a small portion of the oxygen 
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contained in the air blown into the sewage is actually utilized 
(2 to 10 per cent), and that one of the important functions of the 
air is to keep the sludge in suspension, was utilized first by 
Haworth at Sheffield to develop a mechanical device which would 
perform the same functions as the air, by permitting absorption of 
oxygen from the atmosphere in contact with the sewage surface, 
while inducing a sufficient velocity of the sewage in the tank to 
keep the sludge suspended and moving 
through the liquid. Influent Pipe 

Of the devices which have been em- т 
ployed in full-sized bioaeration units, the 
following may be taken as illustrating 
somewhat different principles of design 
and operation: 

1. The Haworth or Sheffield system. 

2. 'The Hartley system. 

3. The Bolton or Simplex system. 

4. The Link-Belt system. 

Numerous other devices have been 
suggested, and experimental studies of Е as 
some of them have been promising. Plan WeirBox 
Since it is impossible to describe them 
all in the space available, the student is 
referred to current engineering literature 
for their description. 

The Haworth or Sheffield System.—As 
employed at Sheffield, England (Fig. 
207a), the aeration tank is divided by 
walls or round-the-end baffles, into a 
series of long and relatively narrow and 
shallow channels, giving a length of 
travel of about a mile. The outlet channel feeds a transverse 
channel from which the sewage overflows into settling tanks. A 
return channel leads from this transverse channel to the inlet end 
and returns a small portion of the tank effluent to the incoming 
sewage, somewhat reducing the volume of return sludge pumped. 

Aeration takes place at the sewage surface, new surfaces of 
liquid being brought into contact with the air and circulation 
of the sewage being maintained by two rows of paddles operated 
from horizontal shafts crossing the channels about midway of 
their length. The paddles are staggered and consist of two,sets of 
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radial arms forming a rimless wheel. Short waves are created 
at the sewage surface. The ends of the channels are rounded and 
the dividing walls terminate in pear-shaped enlargements. This 
feature prevents deposition of sludge at this critical point and 
preserves the waves (see Section 392). 

The Hartley System.—In this system, employed at Birmingham, 
England, paddle wheels mounted on shafts, which are inclined at 
a small angle from the vertical, are provided at the return bends 
of long, narrow and shallow channels (Fig. 2075). The channels 
are endless, as at Sheffield, but are broken up into several units 
operated in series. The straight part of the channel contains 
a number of baffle plates which can be moved diagonally to the 
flow to cause spiral motion, which also is induced in the sewage 
by the inclination of the paddle wheels. This motion is said 
to aid surface aeration and keep the sludge in suspension at 
lower velocities (see Section 392). 

The Bolton or Simplex System.—Relatively deep, hopper- 
bottom tanks are employed in this system (Fig. 207c). Each 
tank unit is provided with a vertical tube, at the top of which 
a revolving cone provided with vanes is suspended. The tubes 
are placed in the centers of the units, a small clearance being 
provided at the bottom, through which sewage and sludge enter. 
As the cone spins the sewage is drawn into the tube, passes 
upward and on reaching the top is thrown out in а thin sheet 
over the tank surface. Aeration is thus secured and the sewage 
circulates, moving upward inside the tube and downward out- 
side. The tank contents are circulated two or three times per 
hour. This system is employed at a number of places in England 
and at Princeton, Illinois, and Rochester, Minn. The tanks are 
sometimes operated in parallel, sometimes in series. 

The Link-Belt System.—The Link-Belt aerator shown in Fig. 
207d induces surface aeration and spiral (helical) motion by 
means of a paddle mechanism similar in design to a ribbon 
conveyor. This mechanism, operating partially submerged on a 
horizontal shaft running the length of the tank, is mounted 
above a longitudinal partition wall set near one side of the tank. 
Rotation of the paddle mechanism causes the sewage to rise in the 
narrow division partitioned off from the main tank, and induces 
a return current in the wider portion of the tank. Spiral flow is 
thus established. At the same time the surface of the sewage is 
agitated and aeration of the sewage takes place. In the wide 
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portion of the tank transverse baffles, under which the sewage 
must flow, prevent short-circuiting. 

394. Aeration Units Employing both Diffused Air and Mechan- 
ical Agitation.—Greater utilization of the oxygen contained in the 
diffused air blown into sewage has been obtained by Imhoff at 
Essen-Rellinghausen, Germany, by providing for mechanical 
agitation as well as diffused-air aeration (Fig. 208). Using a sub- 
merged paddle mechanism revolving on а 
horizontal axis running the length of the 
aeration tank, as well as diffuser plates 
placed in much the same position as in 
spiral-flow tanks, Imhoff has secured а 
utilization of 30 per cent of the oxygen in- 
jected through the diffusers. He ascribes 
this chiefly to the fact that the movement рус, оов — Aeration unit 
of the paddles is opposite in direction to employing both diffused air 
that of the air and that the rising air is “ПЧ mechanical agitation. 
thus forced to take a long path through the sewage. Lower 
power consumption also is claimed for this arrangement. Pre- 
vious experimental attempts, by other workers, to combine the 
use of diffused air with mechanical agitation were generally less 
promising, except in the treatment of industrial wastes. 

395. Need for Preliminary Treatment.—Generally grit and 
other heavy material must be removed from sewage which is to 
be treated by the activated-sludge process. These substances 
are not readily maintained in suspension and tend to weigh down 
the sludge and cause it to settle. Their removal reduces accumu- 
lation and septic decomposition of sludge on the tank bottoms, 
and also reduces the clogging of diffuser plates. It is best to 
keep solids which are large in bulk, and floating matters, too, out 
of aeration units. They do not respond readily to treatment, 
tend to settle on the bottom or float in unsightly collections 
on the surface, and affect adversely the quality of the sludge 
settled from the tank effluent. Oil and grease seem to interfere 
Seriously with aeration in all types of activated-sludge units. 

Aside from the removal of those matters which interfere 
with the proper operation of the treatment process, it may be 
desirable to remove the readily settling solids from the sewage 
prior to aeration in order to secure (1) a reduction in air require- 
ments (from 15 to 20 per cent reduction has been recorded) or in 
the period of aeration, and (2) a reduction in the bulk of the sludge 
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to be disposed of, fresh and digested solids giving about a 95- and 
80-per cent sludge respectively, while activated solids produce 
about а 98-per cent sludge. Sometimes the lower density of 
activated sludge produced from clarified sewage is disadvan- 
tageous, and may cause greater difficulty of dewatering the excess 
sludge. English experience seems to show that these troubles 
may be avoided if aeration of clarified sewage is carried to a point 
where the effluent is well nitrified, while with raw sewage a well- 
clarified effluent is commonly sufficient. Where sludge of high 
nitrogen content is obtained and marketed as fertilizer it may be 
advantageous to dispense with pre-sedimentation. As a general 
rule, however, it seems unnecessary to produce more activated 
sludge than is required to carry on the treatment process. 

Choice of pretreatment methods depends upon local conditions. 
Grit chambers, racks, fine screens, skimming tanks and single- or 
two-story settling tanks all have their part in the economy of the 
process. 

396. Need for Final Treatment.— The effluent from aeration 
tanks requires sedimentation in order to produce a clear effluent 
with low biochemical oxygen demand. In all systems of opera- 
tion part of the sludge is discharged into the influent. As 
shown in Section 401 the return sludge may, under certain 
circumstances, receive further aeration, known as “reactivation.” 

Vertical-flow tanks of the Dortmund type and horizontal- 
flow, mechanically-cleaned tanks have been employed most 
commonly as sedimentation units. 

One of the major problems of the process is the disposal of 
the excess activated sludge. This problem looms large because 
of the great bulk of the sludge produced and its unstable 
character. For these reasons digestion of the sludge, either 
alone or together with fresh sewage solids from pretreatment 
tanks, has come into use. A dense sludge similar to Imhoff 
sludge results from digestion of mixed sludge, while a more 
watery sludge (about 95 per cent) seems to be produced in the 
absence of fresh solids. 

Where the sewage is only partially treated by the activated 
sludge process (Section 405) the effiuent after settling may be 
oxidized further by use of trickling filters. 

397. Establishment of Sludge  Activity.—As with other 
biological sewage treatment methods, some time will elapse before 
effective operation of new aeration units is established. This 
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is because of the necessity of building up the desired quality of 
activated sludge, the vehicle of the purifying agencies. 

The production of activated sludge at new works, or at a plant 
which has been out of operation for some time, is accomplished 
without delay if good activated sludge can be obtained from а 
nearby treatment plant in sufficient quantity to start operations. 
Next best perhaps is the introduction of sludge from trickling- 
filter humus tanks, for this type of sludge is similar in character to 
activated sludge, and has been found to aid in the accumulation 
of an adequate supply of activated sludge from sedimentation 
and aeration of fresh sewage. For example, in starting some of 
his activated sludge experiments at the Milwaukee testing 
station, Copeland produced good sludge in this manner in a little 
more than a week. 

When neither activated sludge nor trickling-filter humus are 
. available, the aeration unit may be broken in by operating it on a 
fill-and-draw basis, adding fresh sewage about four times a day, 
or by working the tanks at a greatly reduced rate and discharging 
into the influent all of the sludge settling from the tank effluent. 
Normal operation will become possible in 2 to 4 weeks. 

Once the tank is broken in, the sludge will retain its action 
under favorable conditions, with continuous accretion in amount, 
thus creating excess sludge, and treatment can be continued 
indefinitely. It is essential, however, not to overwork the sludge, 
otherwise it will gradually lose its activity and become ineffective. 

Experiments with artificial sludges, such as iron, aluminum 
and manganese hydroxides and silica *''gels," have shown 
that they are of little practical benefit. Although they may 
intensify oxidation, it is said to be difficult to maintain them 
“active.” Ferrous iron and nitrites were found by Buswell 
to act as carriers of oxygen to the bacteria, taking up oxygen 
quickly themselves. 

398. Properties of Activated Sludge.—Thoroughly activated 
sludge floc generally has a golden-brown color and is relatively 
compact. Under-aerated floc is usually light-brown in color, 
fluffy and relatively light in weight. Over-aerated floc may be 
of a muddy-brown color, probably due to unabsorbed colloidal 
substances, and may be considerably broken up and disintegrated 
into relatively fine material which settles slowly and leaves a 
turbid supernatant liquid. A trained operator often relies upon 
the color of the sludge as an indicator of its quality. 


646 SEWERAGE AND SEWAGE DISPOSAL 


Well-aetivated Нос settles more readily than under-aerated 
floc and forms a denser sludge, leaving the supernatant liquor 
clear. Under-aerated floc is so light that it forms a very thin and 
bulky sludge which is apt to be carried out of sedimentation 
tanks with the effluent. 

Activated sludge contains а very small proportion of the 
suspended solids in the sewage, as compared with sludge obtained 
from the treatment of sewage by other processes. When well 
aerated and accumulated under favorable conditions, it generally 
contains about 2 per cent solids (98 per cent water). Particularly 
well-activated sludge may contain as much as 3 per cent solids, 
or slightly more, while under-aerated sludge may contain only 
0.5 per cent solids, or even less. This variation in density has 
& very important bearing upon the design and operation of the 
plant, for a sludge containing 0.5 per cent solids has a volume 
four times as great as that containing 2 per cent solids, as 
explained in Section 322. 

Occasionally a phenomenon known as “sludge bulking" is 
observed in treatment plants. . It is so called because the volume 
of the sludge becomes unusually great. An unsatisfactory degree 
of purification usually results. Bulking seems to be associated 
with septic conditions, which may be due to factors such as 
under-aeration, prolonged detention in settling tanks, accumu- 
lation of sludge on the bottom of aeration units or sludge-return 
channels, sudden discharge of septic solids from the sewer system, 
and introduction of objectionable industrial wastes. An increase 
in the protozoal life of the sludge is commonly noted when 
bulking occurs. Bulking seems to be more common with strong 
English sewages than with the more dilute American sewages. 
This may be due to the greater amount of oxygen in the liquid, 
especially in the storm water, and to the more generous use of air, 
in this country. 

More or less bacterial digestion of the organic matter of the 
sludge goes on continuously in aeration and sedimentation tanks. 
This action is more marked at moderate temperatures, when 
bacterial activity is high, than at the low temperatures of winter. 

In certain tests made by the authors it was found that aeration 
can be carried so far that the sludge will become disintegrated and 
lose its clarifying power. At such times the increase in the pro- 
portion of sludge accumulating in the tank becomes small, and 
there may even be a decrease. This condition can be remedied 
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by removing a portion of the sludge, by reducing the period of 
aeration, or both; this will result in the rapid building up of a 
large quantity of fresh activated sludge and, almost immediately, 
in а well-clarified effluent. 

399. Measurement of Sludge.—The volume and character of 
sludge is such an important matter in this process of treatment 
that its proper measurement is essential. The volume of sludge 
contained in the aeration tank liquor may be determined by allow- 
ing a measured portion of the liquor to settle for a definite period 
of time and then reading the volume of the settled sludge. If 
comparisons are to be made of the quantities of sludge produced 
and used it is necessary that measurements be made under 
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Fic. 209.— Rate of sedimentation of activated sludge (Milwaukee). 


reasonably comparable conditions. One of the most convenient 
means of measurement is a 1,000-cc. graduated glass cylinder 
&bout 214 in. in diameter and 16 in. high. Ву its use the per- 
centage of sludge can be read directly. For determining and 
regulating the proportion of activated sludge present in the aera- 
tion tanks and sedimentation tanks, a period of sedimentation in 
the measuring glass of 1 hour is commonly used. At Milwaukee 
а period of 44 hour proved to be adequate, and its use was advan- 
tageous as the results of tests could be obtained with relative 
promptness. Shorter periods of settling are subject to too great 
error and variation. 

It has been found at Milwaukee that a test of this kind, made 
at the same hour each morning, serves as a valuable means of 
regulating and controlling the process, the adjustment of the 
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sludge being aecomplished by fixing the rate of drawing off 
sludge for disposal, according to the indications of the test. 

An occasional series of tests for several different sedimentation 
periods may furnish valuable information and enable the operator 
to eompare his operating conditions with those of other places 
where different test periods are adopted. The rate of sedimenta- 
tion, or the volume of sludge after different periods of settling at 
Milwaukee, is shown by Fig. 209. 

А laboratory centrifuge also can be employed to advantage 
in order to obtain immediate readings. Sludge measurements 
of greater exactness may be obtained by filtering a known volume 
through paper or asbestos, and drying and weighing the sludge 
collected. 

400. Volume of Sludge Produced.— As indicated in Section 395, 
limited aeration of raw sewage with activated sludge produces 
a clear effluent after sedimentation, and the quantity of sludge is 
probably as great as, or greater than, that yielded by carrying 
treatment to a point where a thoroughly nitrified effluent is 
produced. The amount of sludge depends primarily upon the 
quantity of suspended and colloidal matter in the sewage, which 
varies considerably, particularly when the sewage is subjected 
to preliminary clarification or when it contains storm water or 
certain classes of industrial wastes, such as iron salts and organic 
matter from packing houses and tanneries. 

Experience indicates that a short period of aeration with good 
activated sludge will reduce the suspended matter carried by the 
influent about 90 per cent. A portion of the suspended matter 
thus removed is converted into gaseous and dissolved substances 
by digestion, the remainder forming sludge. The proportion of 
sludge thus digested is subject to considerable doubt; values as 
high as 50 per cent and as low as 4 per cent have been reported; 
the lower values are more probable under average conditions of 
operation. 

The average quantities of sludge produced at different acti- 
vated-sludge plants are shown in Table 97. 

The water content of the sludge produced is extremely impor- 
tant because of the feature of discharging sludge into the influent. 
Furthermore, where activated sludge is to be disposed of without 
first subjecting it to digestion, the operation of the process must 
be conducted with a view to producing a sludge that is small in 
bulk, that can be dried readily and, if the sludge is to be marketed, 
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a sludge that is high in valuable fertilizing constituents, especially 
nitrogen. 


TABLE 97.— QUANTITIES OF SLUDGE PRODUCED IN THE ACTIVATED-SLUDGE 


Process 
ти of " Per cent Specific get dry 
City Year кере water in | gravity of oper 
m.g. of m.g. of 
sludge sludge 
sewage sewage 
Chicago, Ill. (Des Plaines)...... 5,100 98.5 1.02 * 650 
Indianapolis, Ind.............. 13,700 98.3 1.00: 1,950 
Adastonia; МООИ. ЛУТ 13,000 98 
Pasadena, Сї... 32,100 99.1 1.004 2,420 
Milwaukee, Мів............... aes 15,000 98.5-99 | ..... 2,000 + 


! Assumed in reporting dry solids. 


401. Reactivation.—If the period of aeration of the sewage, 
the proportion of activated sludge discharged into the influent, 
and all other operating conditions are suitably regulated, the 
sludge can be kept continuously in good active condition. On 
the other hand, if the sewage is under- or over-aerated, or if the 
activated sludge is overworked, it will lose a portion or all of its 
activity and must be reactivated in some manner, in order to 
restore it to a condition in which it can exercise its proper 
functions efficiently. Reactivation may be carried out in the 
mixture of sewage and sludge, or the sludge, after separation from 
the major portion of the treated sewage in sedimentation tanks, 
may be removed to separate tanks and there aerated for a period 
of time to restore its normal activity. 

In some cases reactivation of the sludge has been advantageous 
as a regular part of the process, permitting the use of a smaller 
quantity of air and volume of return sludge than where the process 
was conducted so as to maintain the sludge in prime condition 
throughout. 

In other cases there has appeared to be little if any advantage 
in reaeration of the sludge in separate tanks. In tests at 
Milwaukee, where sludge containing from 2 to 3 per cent of 
solids was aerated, the air appeared to accumulate in large 
bubbles and escape from the surface at irregular intervals. This 
tendency appeared to render the air less effective as a means of 
agitation and possibly also to interfere to some extent with the 
uniform distribution of dissolved oxygen throughout the sludge. 
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On the whole, American practice seems to tend toward main- 
taining the sludge in good condition without reaeration, by 
providing for adequate oxygenation in the tanks. Where only 
partial treatment by activated sludge is employed, however, 
reaeration appears to be almost always a necessary feature of the 
process (see Section 405). 

402. Degree of Purification Secured.—An important character- 
istic of the activated sludge process is the high degree of purifica- 
tion which may be obtained. 

So large a proportion of the suspended solids and colloids may 
be removed that under ordinary conditions the settled effluent 
will be clear and contain but little suspended matter and com- 
paratively few bacteria. The reduction in bacteria, however, is 
accomplished by physically removing them, rather than by 
destroying them as in the case of disinfection. As far as path- 
ogenie organisms are concerned, actual destruetion probably 
takes place, due chiefly to the presence of predatory protozoa, 
food rivalry of other bacteria and the time factor. 

In many eases eolor may be removed, probably by action 
similar to that of mordants. 

Odors may be oxidized direetly or absorbed, the effluent 
being comparatively free from odors noticeable to the ordinary 
observer. 

Oxidation of organic matter in sludge occurs coincidentally 
with the flocculation, and there may be nitrification where the 
treatment is fairly complete. In the latter case, the treated 
sewage may be charged with a substantial quantity of available 
oxygen in the form of nitrites or nitrates, which will serve as a 
factor of safety against future putrefaction. 

As early as 1917 Hatton determined upon the following 
standard as a measure and limit of the improvement to be effected 
by the activated sludge process at Milwaukee: 


Reduction: of bacteria: percent ешле есе енене иес тер 90 
Reduction of suspended solids, per сепф............................. 95 
Stability by methylene blue, hours. ле з. уг. ы о озен enn 72 


The results obtained at a number of activated-sludge plants are 
given in Table 98. 

403. Winter Operation.—In very cold weather at Milwaukee, 
Copeland found that the free ammonia was not reduced and 
nitrates were not formed in material quantity, but the removal 


Тавр 98.— RESULTS OF ANALYSES OF SEWAGE AND EFFLUENT FROM ACTIVATED-SLUDGE PLANTS 
(Results in p.p.m.) 


Houston, Texas 


ry | Indianapolis| Milwaukee, | Pasadena, | San Marcos,| Sherman, 
North Side | South Side Ind. Wis. Cal. a DE: 
Plant Plant 

ОНА ОА ОСО TEC S 1927 1928-29 1920 1920 
Period covered by апа|увев..................... 1 year 6 months 10 days 11 days 
Total solids 

Influent... 1,000 

Effluent... 750 

Per cent removed 25 
Suspended solids 

ПАЙДЫ em A ooh sche iere А 250-300 336 42 264 

EON СИИК Gale AE. CES Bis еу bee ; е 25 14 3 73 

Per odit PIBOYOdz. cats LEIN as err a Rae Env: 87.5 94.5 91.5 90-02 95.8 92.9 72.4 
Oxygen consumed 

Dfluent....6...... Жуз» укн» SP RICO У «>л x Ramo Mal Pi mass om cnr tr 18 


SSTIOUd W52G/YIS-H4LLVALLOV. ЯН 


189 
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of organie matter was so great and the low temperature of the 
sewage permitted the liquid to absorb so much dissolved oxygen 
that the effluent was stable in the absence of nitrates. It was 
also found that melted snow from the streets and the cold muddy 
storm water in the early spring caused a decrease in the size of 
the floe and in its ability to absorb colloidal matter. This condi- 
tion could be limited, in part at least, by increasing the air supply 
about 25 per cent. 

Cold weather was found by Pratt and Gascoigne to have no 
appreciable effect on the process at the Cleveland Testing 
Station, where clarifieation instead of stability was the operating 
aim. Lederer has suggested that in cold weather the turbidity of 
the effluent is a good index of its quality. At such times he found 
the stability (Section 256) was 100 per cent with turbidities of 
10 p.p.m. or less; it varied between 50 and 100 per cent with а 
turbidity of 15; and fell off rapidly when the turbidity exceeded 
15. 

Generally speaking, temperatures below 50°F. have been 
shown to exert a marked retarding effect upon oxidation, while 
temperatures above 90°F. cause an initial lag in nitrification with 
a subsequent increase in the rate. 

404. Effect of Industrial Wastes.—In the activated-sludge 
process, as in other treatment processes, the presence of industrial 
wastes may have an appreciable bearing upon the operation and 
design of the works. In activated-sludge plants any increase in 
loading due to putrescible organic wastes must be considered, as 
well as direct interference with biological activity, aeration and 
sludge disposal. Wastes containing copper from copper-working 
mills, or arsenie and other metallie poisons from paint industries, 
have interfered seriously with the process, although there is a 
limited amount of tolerance to such substances, as there is to 
phenolic wastes. In concentrations of about 3 per cent or more, 
acids and alkalies are also detrimental to the activating organisms. 
'Tar and mineral oil give rise to an important problem by prevent- 
ing proper aeration and affecting the sludge. 

Some industrial wastes, on the other hand, are believed to 
improve oxidation by conveying oxygen to the bacteria (Section 
262) or otherwise acting as catalysts. 

405. Partial Treatment.—4An interesting characteristic of the 
activated-sludge process is its adaptability to partial treatment. 
If the removal of most of the colloids and bacteria and the 
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production of a moderate degree of stability are sufficient, the 
process can be stopped short of material oxidation of organic 
matter and nitrification. On the other hand, if complete 
stability and oxidation of a substantial quantity of organic 
matter are required, the process can be operated so as to accom- 
plish this. 

The process is furthermore adapted for use in connection with 
other oxidation devices such as trickling filters. It has been 
employed in this way at Birmingham, England, and Decatur, 
Illinois. The Hartley-type aeration tanks at Birmingham remove 
about 60 per cent of the fine suspended and colloidal matter 


© 
© 
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Fig, 210.—Elimination of impurities and power consumption during different 
intervals of time. 


(80 p.p.m.) from settled sewage in about one hour's aeration. 
The effluent can be treated on the trickling filters at almost 
double the rate of dosing with unaerated sewage. Other advan- 
tages claimed for this combination of oxidation methods are the 
prevention of odors when the effluent is distributed over the 
filters, the elimination of the fly annoyance, and reduction of 
serious disturbances in the treatment process caused by variation 
in the character and quantity of industrial wastes. 

Watson has shown (Fig. 210) that the rate of improvement 
secured at the first is greatly in excess of that secured in successive 
periods of the treatment, and has determined the relative 
efficiency with respect to power consumption under conditions 
applicable to Birmingham, England. According to Watson’s 
studies, 56 per cent of the impurities were eliminated during the 
first hour, while this value was raised only to 74, 83 and 88 per 
cent during the second, third and fourth hours, respectively. An 
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example will illustrate the method of finding the efficiency curve. 
Calling the work done in the first hour 56 per cent with а power 
consumption of 16 hp.-hours, and the work done during the 
first 2 hours 74 per cent, requiring 33 hp.-hours, the relative 
efficiency for 2 hours’ aeration is 7443 X 16 = 36 per cent. 

During partial treatment a fully activated sludge is rarely 
produced and sludge conditioning must ordinarily be provided 
for the return sludge. The conditioning process is similar in 
character to reaeration. Simplex agitators in the sludge- 
conditioning tanks and air diffusers in the sludge-return channels 
accomplish this phase of the process at Birmingham. 

406. Digestion of Excess Sludge.—Discussion of the treatment 
and disposal of activated sludge is deferred to Chapter XIX, 
excepting the question of digesting the sludge produced by this 
process. Where the high nitrogen content of activated sludge 
is not to be utilized in marketing the product as a fertilizer, 
digestion of the sludge alone or with fresh sewage solids produced 
by preliminary sedimentation of the sewage seems to present a 
satisfactory means of preparing the sludge for disposal. As 
removed from the final sedimentation tanks activated sludge has 
a high water content (97-99.5 per cent) and is extremely 
unstable, becoming septic in a short time. Digestion will 
increase the sludge density and anaerobic decomposition will 
produce a sludge which is similar ia some respects to so-called 
Imhoff sludge. 

Three means for digesting activated sludge suggest themselves, 
selection being determined largely by the method of pre-treatment 
in use: 

l. Digestion with fresh solids in Imhoff tanks. 

2. Digestion with fresh solids in separate sludge-digestion 
tanks. 

3. Digestion alone or with screenings! in separate sludge- 
digestion tanks. 

The factors governing the rate of digestion are the same for 
activated sludge as for fresh sewage solids, namely seeding, 
temperature and reaction, except that reaction is seemingly 
of less moment, because the pH value maintains itself at or above 
the neutral point. When activated sludge is digested together 
with fresh solids the ratio of activated to fresh solids enters into 
the problem. Tests by the Sanitary District of Chicago indicate 

1 Section 333. 
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that a lower total yield of gas results from mixtures containing 
more than 30 per cent by weight of volatile activated sludge 
(about 33 per cent of total solids on a dry basis). If we assume 
that 50 per cent of the solids in the raw sewage are removed by 
sedimentation, and that in the aeration tanks 90 per cent of the 
solids remaining after preliminary sedimentation are removed, 
the proportion of activated solids in the resulting mixture of 

05x09. 
0.5 X (1+0.9) 
According to Imhoff, the reduction in volume of activated sludge 
digesting with fresh solids is rapid, the water content decreasing 
by 7 or 8 per cent in 7 days, and the final sludge being as dense as 
ordinary Imhoff sludge (about 20 per cent solids). Since the 
volume of sludge to be digested is practically double that from 
preliminary sedimentation alone, digestion-tank capacities and 
sludge-disposal provisions must be doubled approximately. The 
gas yield will then be about twice as large. At Chicago the 
fresh solids and excess activated sludge from the North Side plant 
are to be digested in the Imhoff tanks of the West Side plant, 
the digestion-tank capacity being increased by 5 cu. ft. per capita 
above the 2 cu. ft. per capita for the West Side Imhoff-tank 
sludge. An allowance of 150 per cent rather than 100 per cent is 
thus made for excess activated sludge, tests at the Des Plaines 
plant of Chicago having shown that the digestion period of 
mixed activated and fresh solids is somewhat increased over that 
expected for fresh solids alone. 

If excess activated sludge is to be introduced into the influent 
to two-story tanks, the bottom slopes of the flowing-through 
compartments should be steeper and the sludge slots wider than 
they would be where no activated sludge is introduced. 

Rudolfs! found in a test at Milwaukee that at an average 
temperature of 81°F. digestion of activated sludge alone could be 
carried on with a digestion schedule of about 18 days, and that a 
well-draining, odorless 95-per cent sludge could be produced. 
Almost 50 per cent of the organic matter was decomposed, and 
36 per cent of the grease. The nitrogen loss was 32 per cent. 
At Essen-Rellinghausen, Imhoff recorded a nitrogen content of 
3.0 per cent for activated sludge and 2.5 per cent for fresh sewage 
solids. When the fresh solids were digested alone the nitrogen 
content was reduced to 1.2 per cent, whereas it maintained itself 

! Sewage Works Journal, 1929; 1, 14€. 


activated and fresh solids will be = 47 per cent. 
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at 2.8 per cent for mixed solids. Rudolfs concluded from the 
Milwaukee tests that activated sludge digests more rapidly than 
fresh sewage solids and that no greater digestion capacity is 
required, notwithstanding the fact that more solids must be 
treated from the activated sludge process (without presedimenta- 
tion) than from settling processes. 


PRINCIPLES OF DESIGN 


407. Factors Affecting Design.— There are certain general 
conditions which affect the design of activated-sludge units. 
These may be listed as follows: 

1. Quantity and character of sewage to be treated, including 
the effects of preliminary treatment and the influence of industrial 
wastes. 

2. Quality of effluent desired, including consideration of 
partial treatment by activated sludge and subsequent treatment 
by other oxidation devices. 

3. Quality of sludge to be produced, including evaluation of 
its influence upon the treatment process itself and upon treat- 
ment, disposal and commercial utilization of the sludge. , 

These general factors influence in one way or another a number 
of design and operating factors, many of which are mutually 
dependent and must be so considered if the most effective and 
economical balance is to be obtained. Variation in one of these 
factors may be offset, within limits, by proper adjustment of the 
others. Chief among these factors which will be considered in 
subsequent sections are: (1) period of aeration; (2) quantity of 
air required, when diffused air is employed; and (3) proportion of 
sludge discharged into the sewage. 

408. Period of Aeration.—A substantial length of time is 
required for the fine suspended and colloidal substances to become 
coagulated and for the absorption of colloidal matter by the 
return sludge and the newly formed floc. 

The progressive nature of the changes which take place in the 
quality of the sewage during aeration is shown in Table 99, 
giving the results of applying a continuous supply of 160 cu.ft. of 
air per minute to sewage which originally had 235 p.p.m. of 
suspended matter. These tests were made in 1915 at the 
Milwaukee Testing Station by Copeland. The data in this 
table indicate that all that is necessary to obtain an effluent of the 
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desired quality is to select the proper detention period for the 
operating conditions. This, however, is not so simple as it 
appears, for these conditions, which are determined by factors 
such as the design of the tanks, the rate of application of the air, 
the character of the sewage, and the quality and volume of the 
return sludge, may vary greatly and continuously in the same 
plant. 


TABLE 99.— RESULTS OBTAINED BY AERATION OF SEWAGE FOR VARIOUS 
PERIODS or Time! 


Aeration; hours.. -s seh s.e.. 0 | 1 | 2 3 + 5 
| 

Cu. ft. of air per minute..... 0 160.00 160.00 160.00/160.00 160.00 
Cu. ft. of air per gallon...... 0 0.67| 1.32) 1.98| 2.64 3.31 
Appearance of settled liquor. .| Turbid | Clear | Clear | Clear | Clear | Clear 
Stability, hours... ......... 0 2.00) 33.001204- |11204- |1204- 

Bacteria removed, per cent... 0 52.00| 81+ | 92+ | 95+ | 98+ 

Free ammonia, p.p.m........ 22.00 | 17.00| 15.00| 11.00| 7.00| 5.00 
Nitrites, р.рат.............. 0.08 | 0.00) 0.95) 1.75) 2.20] 2.50 
Nitrates, DDM ее 0.08 | 0.04| 0.70, 2.80] 5.60) 8.20 
Dissolved oxygen, p.p.m..... 0.00 | 0.30| 1.90| 4.30 5.90 6.70 


1Harron: Eng. News, 1916; 75, 307. 


The character of the sewage has a marked influence upon the 
required period of contact. A dilute fresh domestic sewage may 
become well coagulated in 3 to 4 hours, whereas a strong sewage 
containing industrial wastes may require 6 or even 8 hours, 
and it may be necessary to aerate for 8 or 10 hours, or even 
longer, industrial wastes high in colloidal matter, to secure the 
same relative degree of purification. For American municipal 
sewages the economic period of aeration appears to lie between 
2 and 8 hours (see Tables 101 and 102). The nominal detention 
period in some of the bio-aeration tanks is longer than for diffused- 
air tanks. At Sheffield, England, it amounts to 15 hours and 
at Bury, England, where the Simplex system is employed, the 
tanks hold 10 hours’ flow. At Essen-Rellinghausen, Germany, 
the units employing both diffused air and mechanical agitation 
hold 314 hours’ flow, the sewage being relatively weak. Tests 
with a Link-Belt agitator are said to indicate a required period 
of aeration of 6 hours. For partial treatment an aeration period 
of one or two hours has been employed, together with reaeration 
ot the return sludge for several hours. 
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The period of aeration must naturally be longer when a highly 
nitrified effluent is to be produced than when clarification is the 
criterion of treatment. 

409. Quantity of Air Required.— The quantity of oxygen 
necessary for the maintenance of aerobic conditions is relatively 
small From a comparison of analyses of the air entering and the 
gases escaping from aeration tanks, Crawford and Bartow 
estimated that only about 5 per cent of the oxygen of the air 
introduced during the aeration process was utilized in maintaining 
aerobie conditions. In the case of strong tannery wastes the 
authors found that only 10 per cent of the oxygen in the air 
introduced disappeared during the process. As previously 
noted 30 per cent utilization of oxygen was obtained at Essen- 
Rellinghausen, Germany. 

Experimenting to determine the actual quantity of oxygen 
necessary to stabilize sewage of “average strength," Clark found 
the average requirement to be 42.6 p.p.m., equivalent to 350 Ib. of 
oxygen per 1,000,000 gallons. This is somewhat less than 1 per 
cent of the quantity which is used in the aeration process if the 
rate is 2 cu.ft. of air per gallon of sewage treated, or about 2 per 
cent in case 1 cu. ft. of air is sufficient for sewage of this character. 

Where agitation is effected by blowing air into the sewage, the 
quantity of air required is very large. . It is necessary to provide 
sufficient agitation to prevent the heavy suspended solids from 
settling on the air-diffuser plates and clogging them. As 
already pointed out, however, removal of suspended matter by 
fine screening may be a substantial aid in preventing such 
clogging. Even sewage which has passed a fine screen having 
openings 1$ by 2 in. may contain sufficient solids of this character 
to cause clogging of the plates, if the air supply be permitted to 
fall much below 1 cu. ft. per minute per square foot of plate 
area. Finer screening might make it possible to reduce this 
quantity slightly. Sedimentation is more effective and will 
permit appreciable reduction in the quantity of air supplied 
(probably 15 to 20 per cent). 

The volume of air required may be stated in two ways for 
purposes of comparison, (1) as cubic feet per gallon of sewage 
treated and (2) as cubic feet per square foot of tank surface per 
hour. Since the degree of compression varies for different plants, 
"free air conditions" are commonly specified, i.e. air at the 
prevailing atmospheric conditions of pressure, temperature and 
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moisture (commonly 30 in., 60°F. and 50 per cent saturation, 
respectively). Both methods of statement yield significant 
information as regards plant design and operation, the first 
being more widely used than the second. To change from cubic 
feet of air per gallon of sewage, to cubic feet of air per square foot 
of tank surface per hour, multiply 7.48 times the former value 
by the tank depth in feet and divide by the period of aeration in 
hours. Thus 1.0 cu.ft. per gallon in a 10-ft. tank with a period of 


s E: 
aeration of 6 hours equals 10758 X10 — 12.5 cu. ft. per 


square foot per hour. 

As а general statement, where the aeration is effected by 
blowing air into sewage passing continuously through tanks from 
10 to 15 ft. deep, with diffuser-plate area equal to 16 the tank 
area, the quantity of air will probably not exceed the following 
(see also Tables 99, 101 and 102): 


Cu. ft. of free 
air per gallon 
of sewage 
1. For rather weak domestic sewage................... 1.0 
2. For strong municipal sewage containing some indus- 
trial wastes not partieularly detrimental to bacterial 
ен л i Aie o cts bg ЧА cate. 1.5 
8. For weak municipal sewage containing considerable 
industrial wastes, some of which are detrimental to 
bacterial life, as for example, acid-iron wastes...... 2.0 
4. For strong municipal sewage containing considerable 
industrial wastes, some of which are detrimental to 
bacterial life, as for example, acid-iron wastes...... 4.0 
5. For municipal sewage containing sufficient industrial 
wastes, not specifically inhibitive of bacterial life, to 
influence decidedly the composition of the sewage, 


e.g., packinghouse, tannery, е{с.................. 3.0 
6. For strong packinghouse ууазбез.................,.. 4.0 
7. For strong tannery wastes containing a very large pro- 

portion of colloids, but settled before aeration...... 6.0 


Where compressed air is used in connection with mechanical 
agitation the quantity required may be greatly reduced. At 
Essen-Rellinghausen a value of 0.13 cu. ft. per gallon was obtained. 
As the cost incident to the use of a large quantity of air is burden- 
Some in operating expense and in the fixed charges (interest and 
depreciation) upon the installation, it is necessary to reduee it to 
the minimum practical limit. 
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410. Proportion of Return Sludge.— The proportion of return 
sludge at the influent end of the aeration units is commonly 
expressed as the percentage ratio of the volume of solids settling 
from a sample of mixed liquor in a given period of time. The 
volume is determined as indicated in Section 399, by use of а 
settling glass or centrifuge. Measurements also may be made 
on a gravimetrie basis by finding the weight of the suspended 
solids. The return sludge commonly averages 2 per cent solid 
matter, and under these conditions the proportion of sludge 
fed into the inflowing sewage will generally correspond approxi- 
mately to the ratio of sludge determined in a test sample, taken 
from the aeration tank and allowed to settle for 1 hour.! 

In general, the quantity of 98-per cent sludge required for 
the treatment of moderately strong sewage will be equivalent to 
about 25 per cent of the volume of sewage treated (see Tables 


101 апа 102). This quantity may be stated also as about i55 х 


0.02 = 0.4 per cent of dry suspended solids by weight, referred 
to the total weight of mixed liquor. 

Certain observers have found little difference in results 
obtained with sludge volumes varying from 7 to 30 per cent, 
but the consensus of opinion seems to be that there is an optimum 
ratio which depends upon the character of the sewage and sludge, 
the time of aeration and the volume of air supplied. With strong 
sewage, proportions as high as 50 per cent may be required, 
partieularly when the sewage contains much colloidal matter. 
'The volume of return sludge should naturally be kept as low as 
possible to secure economy of pumping and tank capacity, and 
because an unnecessarily large volume of sludge will require more 
air to keep it active. On the other hand the larger the proportion 
of sludge in the aeration tank the greater is its reserve capacity 
to deal with variations in the quantity and quality of the incoming 
sewage. Тһе relation between proportion of return sludge and 
aeration period has been studied particularly by Harris and his 
collaborators at Glasgow, Scotland, working with a large-scale 
unit. Keeping the air supply and agitation constant, they 
determined the minimum sludge ratio and contact period to 
produce equal purification. The minimum effective proportion 
of sludge was found to be 8 per cent with a contact period of 
4.2 hours. The product of these two values, 33.6, was called the 
coefficient of interfacial contact. 'The use of this coefficient is 
said to have been of practical value at Shieldhall (Glasgow) in 


1 The volume of return sludge should be recorded by a meter on the sludge conduit. The 
ratio of this volume to that of the sewage treated is an essential factor in design. 


ча 
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making it possible to maintain good operating conditions and 
inereased plant capacity. 

For partial treatment of sewage by the activated-sludge 
proeess, the volume of return sludge is usually small. At 
Birmingham, England, from 2 to 5 per cent was found to be 
sufficient in the partial treatment of settled sewage containing 
80 p.p.m. of colloidal and finely divided solids. 

411. Quantity of Sludge to be Handled.— The sludge deposited 
in the sedimentation units following the aeration tanks consists, 
broadly speaking, of the activated sludge which has been dis- 
charged into the influent augmented by the materials removed 
from the flowing sewage. Part of this sludge is again discharged 
into the influent of the aeration units as return sludge, part is 
disposed of as excess sludge. Both must usually be handled by 
pumps. The proportions, character and volumes of sludge 
normally handled are illustrated in the following schedule: 


Volume of sewage {теаїей................. ... 1,000,000 gal. 
Water content Of aIndge.. ее: 98 per cent 
Specific gravity of вїпЧйде.................... 1.005 


Weight of solids produced (assuming 90-per cent 
removal of 300 p.p.m. of suspended solids, 
0.9:5€:300,268:33) see ee dace 2,250 Ib. 
Volume of sludge produced( 5570/02 xc :008 13,500 gal. 
Volume of return sludge (assumed at 20 per cent 
OL Bowage volume). See ЛЕ Е.Б ЕЕ ШЕ ФЕ 200,000 gal. 
Total sludge from sedimentation tanks. ....... 213,500 gal. 
Return sludge (21500 ASTE FEAT SIM TED 93.7 per cent of total 
2 sludge volume. 


13,500 
Excess sludge (5-б аворо 6.3 per cent of total sludge 


volume; 

1.85 per cent of sewage 
volume (values of 1.0 to 
1.5 per cent are com- 
mon). 


As the density of the sludge may vary widely, the volumes 
handled may change considerably and approximately inversely 
аз the solid content of the sludge. 

412. Velocity of Circulation.— The velocity necessary to 
maintain circulation of sludge in the aeration units depends to & 
considerable extent upon the design of the tanks. It depends, 
too, upon the relative absence of heavy or gritty substances which 
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weight down the sludge or settle by themselves. If pocketing is 
prevented, the velocity of the main body of sewage may be made . 
lower than when there is a chance for the establishment of eddy 
currents and dead areas. Velocities along the tank bottom are 
particularly important. Hurd found at Indianapolis that with 
spiral flow, minimum velocities of 14 ft. per second prevented 
deposition of solids. Design values vary from thisup to about 114 
ft. per second, the figure used at Sheffield. The Sheffield value, 
however, represents the average channel velocity, and the bottom 
velocity is probably appreciably lower. Velocity of circulation 
must not be confused with the rate of longitudinal travel. 

413. Arrangement of Aeration Units.—The general features 
of different aeration units have been described in Sections 392- 
394, and some of the design features are shown in Tables 101 and 
102. As far as the arrangement of aeration units is concerned 
three types may be distinguished: (1) the once-through tank, (2) 
the endless channel and (3) the stage system. Aeration units 
employing diffused air generally conform to the first arrangement 
while mechanical agitation makes use of all three types. 

In once-through tanks the sewage enters at one end and leaves 
at the end of a straight run or after passing around one or more 
longitudinal baffles or dividing walls. Displacement is more or 
less continuous from inlet to outlet, and short-circuiting is 
reduced (1) by inducing vertical and, in the case of spiral flow, 
transverse horizontal currents in the sewage, and (2) in some 
cases by transverse baffling. As in the case of sedimentation 
tanks, the flowing-through period may depart appreciably from 
the theoretical detention period (see Section 313). 

In the endless channel, as developed at Sheffield, the sewage 
entering at one end of the aeration tank flows back and forth 
through 20 or more channels to the outlet end, where it is dis- 
charged over a weir into the settling chamber. From the outlet 
end of the aeration tank a channel passes back to the inlet end 
and thus makes it possible for a portion of the sewage to pass 
back and around the circuit again with the incoming sewage. 
The effluent contains a varying proportion of sewage which has 
passed only once through the series of channels, depending upon 
changes in the rate of inflow. 

Hartley attempted to correct the deficiencies of the endless 
channel by introducing the stage system of tank arrangement. 
As used at Birmingham, the stage system may, broadly speaking, 
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be described as a “series arrangement" of endless channels, 
each stage consisting of a one-loop endless channel from which 
the sewage passes to a second, third, etc. The outlet from one 
loop channel to the next is located at a point which is as far from 
the inlet as possible. Interconnection of two or more loops has 
also been employed. Operation of Simplex aerators may be 
considered analogous to endless-channel operation when the 
units are arranged in parallel and to stage operation when they 
аге arranged in series. 

Arrangement of aeration units is predicated upon the choice of 
one of these systems, but also upon topographie conditions. 

414. Tank Dimensions.— Тһе capacity of aeration units is 
given by the detention period, allowance being made for the 
return sludge as well as the sewage. The choice of tank dimen- 
sions depends upon the system of treatment and upon local 
conditions. Deep tanks conserve area but require more power 
for compressing the air where diffusers are employed. Con- 
struction difficulties may also be encountered. 

For use with diffusers and Simplex and Link-Belt agitators, 
deep tanks generally are favored. In diffused-air aeration 
greater depth provides a longer period of contact between air and 
sewage, and tanks have been made from 6 to 15 ft. deep (see 
Tables 101 and 102), the latter depth being common in this 
country. Bio-aeration units which depend largely on surface 
aeration, such as the Sheffield and Hartley tanks, are commonly 
quite shallow, being from 4 to 5 ft. deep. 

Long tanks reduce short-circuiting, but the choice of length is 
also influenced by the desirable width. The latter is greatly 
affected by requisites of circulation and diffuser arrangement. 
Widths equal to the depth and up to over twice the depth have 
been employed. The ridge-and-furrow tanks at Milwaukee were 
made 22 ft. wide in order to secure an economical arrangement of 
the air piping and diffuser plates. The number of plates fed by 
a single line was restricted to nine 12-in. square plates, and an air 
main was installed along the center line of the tank, a narrow 
continuous channel being left in the ridges to permit draining the 
tank. The ridges have a slope slightly in excess of 45 deg. 

Experiments at Indianapolis showed that spiral circulation 
could be maintained in a 15-ft. tank 30 ft. wide with an air flow of 
0.6 cu. ft. per gallon of sewage. Circulation was aided by 
deflectors at the sewage surface. The Indianapolis tanks were 
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built 20 ft. wide and the deflectors were formed to give a slope 
of 6 vertical on 7 horizontal above the diffusers and 6 vertical on 
5 horizontal on the opposite side. At Chicago they form an 
angle of 40 deg. with the horizontal. The corner between the 
tank wall and floor on the side opposite the diffusers is filled to 
aid circulation, the finished surface having a slope of 12 vertical 
on 7 horizontal at Indianapolis. 

415. Air Diffusers.—Much study has been given to the subject 
of air diffusion, with a view to securing a diffuser that will meet 
the following requirements: (1) deliver the air to the sewage in 
& state of very fine division, (2) operate without becoming 
clogged, and (3) offer only a small frictional resistance to the 
passage of the air. A number of arrangements have been tried, 
such as perforated pipes, screen cloth, basswood and porous stone 
plates. The last have proved most satisfactory and economical. 
Two types are in common use in the United States, one manufac- 
tured by the General Filtration Company, Rochester, N. Y., and 
known as filtros plates, the other by the Norton Company, 
Worcester, Mass. Filtros plates are usually 12 in. square and 
about 114 in. thick and are made of ground quartz sand and a 
siliceous binding material baked until hard. There are several 
grades of plates having the same degree of porosity but varying in 
frictional resistance. The grades commonly used in sewage 
treatment will pass from 10 to 15 cu. ft. of air per square foot per 
minute through a dry plate with a loss of head of 2 in. of water. 
The resistance of the plates is greater when they are wet and 
varies from 9 to 11 in. for a discharge of 2 cu. ft. per square foot 
per minute, to 10 to 12 and 14 to 16 in. when the air flow is 4 and 
8 cu. ft. per square foot per minute, respectively. These dif- 
ferences are probably due to the drying-out of the plate with 
greater air flows. 

Diffuser plates are commonly set in concrete holders, cast 
iron holders having caused trouble due to the clogging of 
plates with iron rust. Not more than 10 plates are set in a 
single holder. 

The ratio of diffuser area to tank surface has generally been 
made somewhat greater for ridge-and-furrow construction than 
for spiral flow. For the former it appears to lie between 1 to 4 
and 1 to 7, although smaller ratios have been adopted in some 
eases. For the latter, ratios between 1 to 9 and 1 to 15, or even 
smaller, have been employed (see Tables 101 and 102). 
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Diffuser plates become clogged if the compressed air contains 
oil and dust. For this reason, it is important to provide clean 
air and to have the air compressed by a mechanism that does not 
allow oil to enter the air, even in minute quantities. 

'The air is best supplied to the diffusers through pipes protected 
against rust, for if rust forms in these pipes it is likely to clog the 
pores of the diffusers. 
` 416. Air Piping.—In designing the system of air piping, 
economy of materials must be balanced against power consump- 
tion. Fuller and McClintock! state that air velocities should 
generally not exceed 2,000 to 3,000 ft. per minute, and that the 
distribution loss, including the plate loss, should usually be below 
1.0 to 1.5 Ib. per square inch. To secure equality of air dis- 
tribution the friction loss in the mains must be kept low or 
separate regulating valves must be provided for each diffuser 
unit. 'The latter seems to be the preferred practice in England. 
At Milwaukee one valve was provided to control 1,000 plates. 
Piping should be accessible, corrosion resistant, drainable and 
provided with traps to collect condensed moisture. 

Estimates of pipe losses can be made by a number of formulas. 
The Sanitary District of Chicago has tested and employed 
the Fritzsche formula which may be stated as follows: 


^ 1.2680! .852/ 
mi 1,000pd* .973 


where s — drop in pressure per 1,000 feet of pipe in Ib. per sq. in. 
Q — cu. ft. of free air per minute at 60^F. 
= absolute temperature in °F. = recorded temperature in °F, 
+459.6 
= absolute pressure in lb. per square inch = gage pressure +14.7 
= diameter of pipe in in. 


8 


р 
d 


Special allowances must be made for losses due to bends, entrance, 
venturi meters, valves and the like. 

417. Types of Air Compressors.—A number of types of air com- 
pressors have been used in activated-sludge plants, among which 
the following may be mentioned: (1) single-stage piston compres- 
Sors; (2) positive pressure blowers; (3) centrifugal compressors; 
and (4) Nash Hytor compressors. "The last three mentioned are 
illustrated in Fig. 211. The first one has not been used much 
in this country, as it is not well suited to the low pressures 


1 "Solving Sewage Problems," pp. 446 and 447. 
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employed and because it is difficult to keep cylinder oil out of the 
compressed air. 


Hytor Compressor (Nash) 
Fic, 211.— Types of air compressors. 


In selecting the type of blower, there should be borne in mind 
the probability that impurities in the air will gradually accumu- 
late on the surface or in the pores of plate diffusers, resulting in 
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partial clogging and a gradual increase in the frictional resistance. 
The initial operating pressure may have to be increased consider- 
ably from time to time on this account, and the blower should 
be selected with this in view. It is also important to provide a 
flexible blower plant capable of adjustment in air supply to the 
volume and quality of sewage and other conditions subject to 
frequent change. Variation in volume of air can be secured by 
throwing in or out of service one or more compressors. Greater 
flexibility, however, can be secured by the use of centrifugal 
compressors (Fig. 211) with which the volume of air furnished 
can be varied by opening or closing the blast gate in the suc- 
tion pipe. The power required to drive this type of compressor 
varies approximately with the volume of air used, when operating 
at a constant speed. The possibility of varying the volume 
of air compressed, without wasting power, is one of the advantages 
of this type of machine. On the other hand, this type of com- 
pressor furnishes air at a uniform pressure, which can only be 
changed by changing the speed of the impeller, which with 
certain types of driving apparatus is not practicable. In such 
cases, the pressure must be high enough to meet all emergencies. 
Therefore at all other times there is a waste of power in compress- 
ing the air to a higher pressure than is necessary. 

At a given speed a practically constant volume of air is fur- 
nished by positive pressure blowers and Hytor-type compressors 
alike (Fig. 211), the pressure depending upon the resistance 
offered, as by the head of water against which the air is introduced 
into the aeration tanks, and by the friction in pipe lines and 
diffuser plates. One of the advantages of these types of blower 
is that they will build up pressure sufficient to overcome increased 
frictional resistance in the filtros plates and that it is not neces- 
sary to waste power by raising the pressure unnecessarily high, 
as in the case of the centrifugal blower. On the other hand, if 
great flexibility be required in the volume of air, there may be a 
waste of power due to compressing an unnecessarily large volume. 
Probably in most activated-sludge plants sufficient flexibility 
can be obtained by providing a proper number of units of 
appropriate size and varying the number of units in use. 

418. Power Required for Compressing Air.—The pressure to 
which the air must be raised is equal to the pressure due to the 
head of sewage in the tanks plus distribution losses in piping 
and plates, allowing for a reasonable factor of safety. 
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Since heat is generated in compressing air, compression is not 
isothermal but adiabatic, the heat not carried off swelling the 
volume of the air and increasing the power expended by an 
amount corresponding to the inerease in volume compressed. 

'The amount of power required and its cost can be estimated 
from data in Table 100, by applying the assumed efficiency and 
other data peculiar to the case under consideration. The 
efficiency which may be expected from a high-grade electric- 
motor-driven blower plant will vary according to the type and 
size of machine, but in general may be assumed to be from 60 to 
70 per cent. 


TABLE 100.—PowrR REQUIRED FOR COMPRESSING AIR 


Theoretical work to | Theoretical power to Theoretical cost of 


Final pressure compressing 1 mil, cu. 


compress 1 mil. cu. compress 100 cu. ft. гуаг 
ab. DA AG in.) ft. of free air free air per minute eid Ps a: 
(horsepower-hours) (horsepower) kw.-hr. (dollars) 


0.539 
1.074 
1.498 
1.978 
2.430 


2.869 
3.301 
3.656 
4.053 
4.449 


5.199 
5.858 
6.533 


Norr.—This table is based on the assumption that the air is compressed under adiabatio 
conditions (without cooling) as is the practice in nearly all blower work, from atmospheric 
pressure (14.7 Ib. per egoare inch) and an initial temperature of 60°F. Weight of 1 ou. ft. free 
air = 0.0764 lb. Slightly lower power consumption may be obtained with good water- 
jacketed reciprocating compressors. 


A convenient approximate unit of power to bear in mind is that 
30 hp. per hour will be required for furnishing 1.5 cu. ft. of free 
air per gallon of sewage for the treatment of 1,000,000 gal. of 
ordinary municipal sewage in 24 hr., in tanks 10 ft. deep. 

419. Cleaning Air.—To prevent the clogging of plate diffusers 
the air should be thoroughly cleaned before being compressed. 
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The means for accomplishing this are generally the same as those 
employed in ventilation of buildings and factories. "They may 
be classified as (1) cloth filters, (2) air washers, and (3) oil cleaners 
of the Midwest type. For cloth filters canton flannel and 10 or 
12-oz. duck are employed. The permissible rate of filtration is 
&bout 4 eu. ft. of air per square foot of cloth per minute. In air 
washers, jets of water are sprayed through the air and carry down 
the dust and other floating matter. Ой cleaners consist of cells 
filled with a metal medium coated with a light oil. The air 
passages are tortuous and the impurities are removed on the 
contact surfaces. 

Milwaukee employed oil cleaners, after experiencing troubles 
with air washers due to freezing. Air washers are used at 
Indianapolis and at the North Side plant of Chicago. The latter 
plant uses in addition oil cleaners and heaters. Cloth filters are 
employed at the Des Plaines plant of Chicago. 

420. Mechanical Agitators.— Тһе design of agitators in bio- 
aeration units is commonly in the hands of the proprietors of the 
design patents. The power required to drive the agitators is 
said to be approximately the same as for compressing the air in 
diffused-air plants. At Sheffield the horsepower per million 
gallons is 29, at Bury (Simplex system) it is 20. By combining 
the use of diffusers and mechanical agitation Imhoff has reduced 
the power to 7 hp. per million gallons. The character of sewage 
treated must naturally be considered to appreciate the significance 
of these figures. 

It is essential that moving parts be of sturdy construction, 
and that bearings and other parts liable to wear be accessible. 
Units should be so arranged that failure of one mechanism will 
not jeopardize the operation of the entire plant. 

421. Final Settling Tanks.— The design of settling tanks in 
which the activated sludge is removed from the aeration-tank 
effluent does not differ materially from the design of plain 
sedimentation tanks. The flocculent nature of the sludge must, 
however, be taken into account. Another factor to be borne in 
mind is that the tanks must provide temporary storage of sludge 
so that a sufficient amount of activated sludge will be available 
to meet fluctuations in the quantity of incoming sewage. The 
variations to be allowed for are differences in day and night 
flow, week-day and holiday flow, and dry-weather and storm flow. 
Variations in sludge density must be properly allowed for in 
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providing storage. Since activated sludge decomposes rapidly, 
however, excessive detention should not be permitted. 

Both horizontal and vertical flow are employed (see Tables 
101 and 102). Copeland found that the horizontal velocity must 
not exceed 3 ft. per minute and it is customary to keep the ver- 
tical velocity below 30 ft. per hour. Detention periods of 1 to 6 
hours are used, 2 hours being а common allowance. 

For vertical flow, tanks of the Dortmund type are generally 
employed. Bottom slopes in excess of two vertical on one 
horizontal are needed to permit the flocculent sludge to slide 
to the bottom. То reduce the tank depth several hoppers аге 
commonly provided for large tanks. 

Horizontal-flow tanks are generally equipped with mechanical 
sludge removal devices, such as the Dorr and Link-Belt mechan- 
isms. In dealing with activated sludge, the Link-Belt mechanism 
is said to operate best when the flights move sludge in the same 
direction as the flow. A new device for sludge removal has been 
developed at Milwaukee. It is known as the Tow-Bro sludge 
remover and consists of radial arms similar to the Dorr mechanism, 
but provided with pipes with multiple inlets instead of plows. 
The sludge passes into the pipes and is removed as rapidly from 
the periphery of the tank as from the center. 

As the area of the sedimentation tank with respect to the 
volume of mixed liquor which it can successfully handle is an 
important consideration in dealing with flocculent aetivated 
sludge, it has been found convenient to use the unit of horizontal 
area in computations relating to sedimentation tanks. As a 
result of experiments at Milwaukee, the sedimentation tanks were 
designed to provide 1 sq. ft. of tank area for each 1,600 gal. of 
mixed liquor to be treated daily, measured at the time of assumed 
maximum flow of sewage, such rate being expected to occur 
only in times of storm. This is equivalent to 1 sq. ft. of tank 
surface for each 850 gal. of sewage, based upon the average 
daily flow. 

The extent of treatment in the aeration tanks has a very 
important effect upon the process of sedimentation. It has been 
proved in some cases that aeration sufficient to produce a 
satisfactory effluent, if the floc could be removed, was insufficient 
to produce a floc which would readily settle in sedimentation 
tanks, or a reasonably dense sludge. In these cases, therefore, 
the extent of aeration may be controlled by the requirements of 
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the sedimentation process or by the required density of the 
sludge. 

Aeration tanks of the Simplex type may include sedimentation 
compartments. These are formed by partitions in the corners 
of square tanks. Sewage overflows into them or is directed into 
them by the blades of the agitator. Part of the sludge slides 
through an opening back into the aeration compartment proper. 

422. Piping and Pumps for Return Sludge.—Sludge from the 
sedimentation tanks contains so much water that it will flow 
readily in pipes. In fact in computing the size of pipes and 
conduits to transport sludge, coefficients of discharge but slightly 
lower than for water are used. Where sludge is aerated during 
its flow through conduits, an additional allowance may be advis- 
able on account of interference with flow caused by cross-. 
currents. In some computations the authors have used a 
coefficient as low as C = 80 in the Hazen and Williams formula, 
to allow for both of these influences. This value is in agreement 
with the suggestion of Clifford' that for practical purposes and 
until more accurate data are available the pressure drop for a 
90-per cent sludge may be taken as approximately 114 times 
that of water. 

The velocity in sludge pipes and conduits should be not less 
than 2 ft. per second, if deposition of solids is to be avoided, 
which is essential. Where the velocity must be less than this, 
air should be utilized to secure agitation and to maintain sludge 
activity. 

Activated sludge may be raised by centrifugal and other types 
of pumps, by air lifts, and by compressed air ejectors. It is 
important to avoid violent agitation which will break up the floc 
and reconvert it into a colloidal state. There is no serious danger 
of this in slow or moderate speed centrifugal pumps of suitable 
design, and even less in air lifts and ejectors. Where the last- 
named are used,the ejector pot should be so designed as to prevent 
forming a layer of sludge on the bottom of the pot. 

423. Examples of Aeration-tank Design.—The design charac- 
teristics of a number of activated-sludge units are shown in Tables 
101 and 102. In making comparisons the character of the sewage 
should always be taken into consideration. This is particularly 
true in comparing European and American designs. Further- 
more, it must be remembered that in a number of European 

1 Conference on Sanitary Engineering, 1924. 


TABLE 101.—DesiagN CHARACTERISTICS OF TYPICAL AcTIVATED-SLUDGE PLANTS EMPLOYING DIFFUSED Ain 


Milwaukee, | Indianapolis, Chicago, Ill. | Decatur, Mene Houston, Pasadena. Toronto, 
: ^: , Sng. (With- | Tex. (North J Can. (No. 
Wis. Ind. (North Side) ш. ington) Side) Cal. Toronto) 
Date of construction............... 1925 1924 1926 1927 1923 1917 1924 1929 
Population вегуей................. 575,000 360,000 800,000 50,000 18,000 67,000 120,000 50,000 
Preliminary treatment 
Grit chambers............ esee Yes Yes Yes Yes None Yes None Yes 
Fine $076608/..24.. eepo coves es Yes Yes None None None None Yes None 
Sedimentation, hours............ None None 0.5 I 0.7 None None 1.6 
Aeration tanks { 
УРЕ ОНА (IET ER. Ridge and _ Spiral Spiral Spiral Spiral Ridge and | Ridge and Spiral 
furrow circulation | circulation ониба circulation furrow furrow circulation 
rode Ys DS alii ОРУСУ: 24 36 6 2 30 4 
Dengulii ACs duse cua sre «ovens 236 238 420 120 177 280 67.5 163 
Width, one Sri ЖҮКЕ, 22 20 34.8 16. 6.2 9 10 13 
Effective depth, {.............. 15 15 15 14.5 7 9.8 15 10.5 
Number of passes per tank....... 2 4 1 1 3 2 1 2 
Period of aeration, hours......... 6 4.7 6 2.5 7 2.3 4 4 
Air consumption, cu. ft, per gallon 1.5 1 0.8 1 0.9 1.4 1 1 
uum sludge, per cent of sewage 
SEXT TE CEN ICT КАМКОР bs 25 20 25 10 15 25 33 25 
Ratio area of diffusers to area of 
tank, ossos tio ya oae eee ` 1:4 1:13 1:9 1:9 1:17 17 1:6 1:10 
Final ыны tanks 
US 45 HOODIE ER T QUOC CLE E TS Dorr Hopper- Dorr Dorr Hopper- Hopper- Dorr and Fidler 
bottom bottom bottom Hardinge 
INCI DOE Cs cys buco s са «3 € v3 11 12 30 2 1 40 2 
Inside dimensions, ft............ 98 (diameter) 78 X 42 77 X 77 77.5X77.5 36 X 36 19 X 10 50 X 50 65 X 65 
Effective depth, їб.............. 15 15 16 13.7 21 22 16 14.8 
Detention period, һошгв.......... 1.7 1.6 2 2.6 2 1.5 2 2 
Flow of effluent, gal. per square 
foot per day........... РЕ 850 1,380 980 830 1,000 1,330 850 710 
Reaeration tanks 
NUMBER ОЛЫ кез э, көз, None None None None 1 4 5 None 
Inside ene ROW ZEE DEAD аиа Тео BEER Dao ARR 160 x 6 280 x 9 67.5 X 10 
Effective depth, ft...... ESV Siete || aree dica OPE wo d beam eRe Cys aml Серра a 9.8 
Detention period, Mene tw Aevi rr. НАЕ: уурч | ees se acked GER (UU * 5 2.3 4.5 
Air consumption, eu. ft. per gallon i X 


[24] 
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TABLE 102.—Desian CHARACTERISTICS OF TYPICAL ACTIVATED-SLUDGE PLANTS EMPLOYING MECHANICAL AGITATION 


Sheffield Birmingham, | Fesen-Relling- | |, . 
Bury, Eng. , hausen, Princeton, Ill. 
Eng. Eng. Germany 
Date of construction....... Pa bp 9004 v7.0 oC vie € €. v uae wav ОО 1927 1925 1927 1925 1927 
Population served. .......... RAT E е Куула Жел ALTI 530,000 29,000 260,000 37,000 3,500 
iminary treatment 
Grit сһашЬега............. онаа еони ево КИК | K, Yes None Yes Yes Yes 
OT eus ТИТИР ЕЧ DDL DCU CREE E бө ЖААЖ None None None None None 
Badimentatión, NOUNS еа eo cue te snuen sees 8 6 10 0.3 1 
Aeration tanks 
ПВО еа е еее ао ERN EIC YI EX T SO Sheffield Simplex Hartley Paddles and Simplex 
compressed air 
12 3 1 5 
, ft 250 171 000 Бе 22.2 
idth, опе саана ft 6 21 4.7 10 22 
Effective depth, 4.4 9 4 10 12 
Number of eiat 21 1 19 2 
Period of aeration, hours. 15 10 1 3.5 8 
Air consumption, cu. ft. per gallon. Е L^ ne cS ТЕ НА АА 0.13 
turn sludge, per cent of sewage йозб........................ 15-20 10.5 2-5 8 18 
снаа tanks i 
Se Tage ET ek E OUR ODDS E DIC ODE еее оС Dortmund КУ КК ve Radial-flow Dortmund Link-Belt 
deni AS i е secte ^r NI te SEXO ESTO ODIO C FAC HRY 108 9 3 2 2 
Inside dimensions; (6... «cese ee ees ee dev ses aho kan еа sla o dno 25 x 25 21 X 21 60 x 60 * 66 X 33 48 X 9.5 
Rfféstiva dapib, 161...» оосо ооо o Vino ooo oi o Ey жже 22.5 20 32 25 11.8 
Detention ЕБ у О s. ese О а ДИАЛ 6.5 6 2 1 2 
Flow of effluent, gal. per square foot per 4ау................... 207 302 833 1,330 470 
асаа tanks 
ене RI еее SUP VV КУ, Ту. None None 15 None None 
Inside GUAT ОЬ, ооо еее е ette eve Vio сенсе ЖИЛ" »issedesee V] BOT e EET 25 x 25 
Небе QUE е ЖА НАРК ОКЫУ СК ААА CE VET V eue KR eaa e dee er а S sa d ac 10 
Detention period; НООТ (S. soins аео ое сек» КАЗАКИ ЖАЗ оона || ARa Eee PES S 18 
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plants the activated-sludge units were built into existing tanks 
used previously for other types of treatment. 


CONTACT AERATORS 


424. Operating Factors.—Contact aerators (Fig. 212), first 
suggested by Buswell, occupy a position more or less intermediate 
between sewage filters, especially trickling filters, and activated- 
sludge tanks. Imhoff' classifies them as contact beds which 
operate while continuously submerged in sewage, aerobie con- 
ditions generally being maintained by blowing air through the 
contact material. 'The air, when used, performs the further 
function of maintaining circulation in the units. As developed 
in Germany, complete treatment is secured by arranging the 
units in two or three stages, the first stage alone being employed 
when only partial treatment is to be secured and further oxidation 
is to take place in activated-sludge tanks or trickling filters. 
The three stages may be compared with the three zones of self- 
purification observed in polluted streams— polysaprobie, mesosa- 
probie and oligosaprobic. This comparison is based upon the 
nature of the organisms developing upon the contact material and 
the changes brought about in the sewage treated. Differentia- 
tion from other treatment methods is particularly marked in the 
first stage in which sewage fungi dominate, and the high-molecu- 
lar, organie dissolved and colloidal substances are converted 
into simpler organic substances but not into mineral matter. 
These intermediate products of decomposition are thrown out of 
solution by the life processes of the organisms, and to a large 
extent are changed into living cell matter. Growths must, 
therefore, be removed more or less continuously, together 
with such suspended matter as settles on the contact surfaces. 
Removal is accomplished by agitation or, more frequently, by 
increased use of air. The latter may be secured by shutting 
off the air from all but one unit at a time, say once a day in the 
evening. Since aerators seem best fitted for the removal of 
dissolved and colloidal substances, they commonly are made 
to follow presedimentation tanks. The growths and solids 
flushed from them are caught in final settling basins. As shown 
in Fig. 212, presedimentation and final clarification may be 
secured by building the units into the central flowing-through 
compartment of two-story tanks. Separate sedimentation tanks 

1 Imuorr-Fam: "The Arithmetic of Sewage Treatment Works," p. 61. 
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must otherwise be provided. Where more than one stage is 
employed settling units must be interposed between the successive 
aerators. 

Circulation of the sewage through the contact material is 
important and is obtained by confining the contact material in 
boxes open at top and bottom which do not quite take up the 
width of the tank. Air, blown into the boxes from below, drives 
the sewage through them and sets up a return current in the space 
between the boxes and the sides of the tanks. The sewage 
circulates not once but many times. 


6.—Built into two-story tank. 


Fig. 212.—Contact aerators. 


The final stage of treatment commonly is accomplished in 
15 to 1 hour, while complete treatment requires about 4 hours. 

425. Operating Results.— Tests of contact aerators, operated 
with presedimentation and final clarification, as employed in 
Germany for partial treatment of sewage (first stage treatment), 
are reported by Mahr and біегр.! Table 103 gives some of the 
German findings together with a statement of certain design 
features. The data indicate reductions in organic matter similar 
to those obtained in the United States by sedimentation alone. 
Overloading, while producing a poorer effluent, it is stated, does 
not otherwise affect the working of the process. This is claimed 
аз a distinct advantage over other biological treatment methods. 

! Technisches Gemeindeblatt, 1928; 31, Nos. 10 and 11. 
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Contact aerators, furthermore, are said to be relatively tolerant 
to toxic substances and have been employed successfully in treat- 
ing phenolic wastes and wool-scouring wastes. 


TABLE 103.—DESIGN AND OPERATING CHARACTERISTICS OF 
CERTAIN GERMAN CONTACT AERATORS 


Blanken- 


Hagen Velbert PER 


Menden 


Rate of sewage flow (day flow) gal. per day | 683,000 |1,140,000| 160,000 |1,140,000 


Character of sewage...... een nn Domestic | Domestic Septic, Strong, 
strong domestic 
Contact units 
Surface area, sq. ft......... eere 264 700 240 515 
Effective depth, #0.................... 2.5 4.8 4.9 8.5 
Capacity; бп; нанео 650 3,400 1,180 4,400 
Contact period, min.................. 10 32 80 40 
Air supply 
Qu fL per mllon:. аа eas 0.44 0.19 0.28 0.33 
Cu. ft. per square foot per minute...... 0.8 0.2 0.13 0.5 
Method of distribution................ Swinging | Swinging Pipe Swinging 
pipe pipe grid pipe 
Average operating results, p.p.m. 
Oxygen consumed, influent............ 244 269 302 341 
effluent. cce eds es 184 163 194 141 
per cent reduction. . 25 39 36 59 
зар З У ВААР seis 134 219 362 240 
Б EI РОА РЕР 97 139 228 74 
per cent reduction............ 28 37 (37 69 
Ammonia N., influent................- 33 44 53 45 
WEBNS Gs ore АЕ ae nel 29 33 49 28 
Organio Nz influent... o 9... remiss 21 28 17а 25 
ртг агаа а 11 23 11 7 


426. Design Factors.—Some of the design characteristics of 
German contact aerators are shown in Table 103. German 
experience with one-stage units, as given by Mahr and Sierp! 
and Imhoff! may be summarized as follows: 


Pre-sedimentation регіой................. Вето Но 
Dimensions of contact units 
Madth Of DOXON ен eS] gin зи e joi eee . Less than 5 ft. 
HOt VS: depth'of boxes. cs cies иле ке! m emis em зоа . 2 to 10 ft. 
TONE Ob bOX68-- 1:55 5e re lei ei oats ie siete epe аа About 10 ft. 
Capacity of all boxes in terms of detention period..... 10 to 80 min. 
Depth of top of box below sewage level.............. 2 to 3 in. 
Width of space between boxes and between walls and 
OK ДМА sisia ss oie tale IS USA basen АО Шен 0.5 to 1 ft. 
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Air supply 
Per gallon of зетабе vereinen elles e ons 0.13 to 0.4 cu. ft. 
Per square foot of horizontal box area per minute..... 0.1 to 0.8 eu. ft. 
Final sedimentation period............:.. l.c 1$ to 1 hour 
Required increase in sludge-digestion capacity.......... 10 per cent 


Many varieties of contact material have been employed by 
Buswell and German workers. The most satisfactory ones for 
first-stage treatment seem to be (1) laths, or stringers, about 1 by 
2 in. in cross-section, and (2) mats of veneer or basket wood. 
Coke, cinders and brushwood have not proved satisfactory as 
first-stage contact material, chiefly due to clogging. "Where com- 
plete treatment is used it seems safe to construct the third-stage 
unit with coke or similar material. The laths are laid parallel to 
the air pipes, in а horizontal position but tilted, edge upward, so 
as to reduce the surface upon which sludge may settle. The 
mats are placed in a vertical position, parallel to the air pipes, and 
34 to 13% in. apart. Air distribution by a perforated pipe 
swinging from side to side like a pendulum is held to be most 
satisfactory. А stationary pipe grid may be substituted, 
especially when industrial wastes, such as wool-scouring wastes, 
require large volumes of air. The pipes are generally 2 in. in 
diameter with perforations on the bottom side l$ to 14 in. in 
diameter and spaced 6 in. apart, giving a combined area 20 to 50 
per cent greater than the cross-section of the pipe. The pipes 
swing back and forth from two to six times in a minute. . The 
swinging pipes are attached to the air mains by short sections of 
rubber hose, a valve being provided to control the air flow. The 
tank bottom is eurved to fit the arc of the swinging pipe, a 
clearance of 2 in. being allowed. Sludge deposits are flushed 
out by the air currents. This is essential. 

Box widths are limited to ensure continuous upward movement 
of the sewage. Depths are made as great as possible to economize 
air, the supply per square foot being, if anything, more important 
than the supply per gallon, since circulation is an all-important 
factor. 
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Problems 


1. If the mixed liquor at the influent end of an aeration tank contains 
0.2 per cent suspended matter by weight, what per cent by volume of 97.5- 
per cent activated sludge has been discharged into the influent? 

2. An aeration period of 6 hours is to be provided. 

(a) What must be the capacity of an aeration tank treating 1 m.g.d. 
of sewage with 20 per cent return sludge on a 98-per cent sludge basis? 

(b) If the moisture content of the sludge is increased to 99 per cent, what 
should be the percentage of return sludge and the tank capacity? 

Ans. (а) 300,000 gal. 
(b) 40 per cent; 350,000 gal. 

3. The fresh solids and excess activated sludge from a l-m.g.d. plant 
using 1 hour presedimentation are to be digested in separate sludge-digestion 
tanks. Assume that the sewage contains 300 p.p.m. of suspended solids. 
Estimate (a) gallons of fresh sludge per day; (b) gallons of excess activated 
sludge per day; (c) ratio of activated sludge to fresh sludge (by weight); (d) 
capacity of digestion tanks. 

4. Excess activated sludge from a 1-m.g.d. plant employing fine screens 
is to be digested. Estimate the capacity of sludge digestion tanks, assum- 
.ng that the sewage contains 300 p.p.m. of suspended solids. 

b. How many cu. ft. of free air are commonly required to treat 1 m.g.d. 
of sewage? With spiral-flow tanks 15 ft. deep and 20 ft. wide, what will 
usually be the quantity of air per square foot of tank area per hour, and 
what the amount of air per square foot of diffuser plate? 

6. On the basis of the Glasgow findings what must be the per cent of 
return sludge in the tanks for a 6-hour aeration period? 

. Ans. 5.6 per cent. 

7. Choose the dimensions of (a) a spiral-flow tank, (b) a ridge-and-furrow 
tank, treating 1 m.g.d. of sewage. Inciude the diffusers. 

8. Estimate the pressure to which air must be raised to supply 120 cu. ft. 
of free air per minute at 60°F, through 500 ft. of 3-in. pipe to diffuser plates 
passing 4 cu. ft. per square foot per minute situated in a tank 15 ft. deep. 

Ans. 37.4 lb. per square inch. 

9. Estimate the power required for compressing 12,000 cu. ft. of air per 
minute to 8 lb. per square inch. Assume that the air is at atmospheric 
pressure and a temperature of 60°F. before compressing. Ans. 353 hp. 

10. How many square feet of cloth filter are required to clean 5,000 cu. ft. 
per minute of air? Ans. 1,250 sq. ft. 

11. Choose the dimensions of a Dortmund-type final settling tank receiv- 
ing the effluent from an aeration unit treating 1 m.g.d. of raw sewage. 

12. Choose the tank and box dimensions of a contact aerator (first stage) 
treating 1 m.g d. of settled sewage. 


CHAPTER XIX 
TREATMENT AND DISPOSAL OF SEWAGE SLUDGE 


427. The Problem of Sludge Disposal.—The solids removed in 
one way or another from the liquid sewage in sewage treatment 
works constitute the most important by-product of the treat- 
ment processes. "These solids include grit, screenings and sludge, 
the last being by far the largest in volume. The disposal of 
grit and screenings has been taken up in Chapter XV, and it has 
been pointed out that screenings are sometimes disposed of 
together with sludge. 

The daily volume of sewage handled in treatment works of 
other than rural communities commonly runs into millions of 
gallons and the volume of sludge produced, therefore, generally 
runs into thousands of gallons. The problem of dealing with 
such quantities of material is naturally one of considerable 
magnitude, especially when it is remembered: (1) that the sludge 
is made up in considerable proportion of substances which are 
responsible for the offensive character of untreated sewage; (2) 
that, except in the case of well-digested sludge, these substances 
are still capable of rapid decomposition in the state in which they 
are produced by the sewage treatment process; and (3) that only 
a small part of the sludge is solid matter. How to prepare the 
sludge for disposal without creating offense, how to get rid of the 
treated or untreated sludge as economically as possible, and how 
to secure its utilization as а fertilizer, where circumstances 
justify, are matters to be considered in this chapter. 

428. Volume of Sludge Produced by Different Sewage- 
treatment Processes.— The quantities and characteristics of 
sludge produced by different processes of sewage treatment have 
been discussed in preceding chapters together with a considera- 
tion of the factors influencing its production. For purposes of 
comparison and reference а summary of typical yields is given 
in Table 104. 

Appreciable departures from these values are to be expected. 
From what has been said in connection with the treatment 
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processes producing the different sludges, the student should be 
able to explain the relative variations in sludge volumes, water 
content, weight of dry solids and specific gravity of wet and dry 
sludges. Several ways of expressing the quantities of sludge are 
given in the table. Gallons per million gallons of sewage 
treated is a unit in common use by plant operators. Engineers 
use in addition cu. ft., cu. yd. and lb. per million gallons; си. ft., 
eu. yd. and Ib. per capita or per 1,000 population daily; and tons 
per capita or per 1,000 population yearly. Sludge volumes are 
compared also on the basis of 90-per cent water content. 


TABLE 104.—NominaL QUANTITIES AND CHARACTERISTICS OF SLUDGE 
PRODUCED BY DIFFERENT TREATMENT PROCESSES 


Treatment Process 


; Cbeiil || Plain | ue | Debof Tricking- 
Activated nm Ў story  |orseparate| filter 
precipi- | sedimen- J MET 
sludge tation tin septic digestion humus 
tanks tanks tanks 
Normal volume of sludge, gal. per 
million gallons of sewage....... 13,500 5,000 2,500 900 500 500 
Cu. ft. рег 1,000 population daily . 181 67 33 12 6.7 6.7 
Moisture, per сепё................ 98 92.5 95 90 85 92.5 
Specific сгауіќу.................-. 1.005 1.070 1.020 1.040 1.040 1.025 
Dry solids, Ib. per million gallons of 
rds NAMES ORE Е О ЕЕС 2,250 3,300 1,080 810 690 320 
Lb. per 1,000 population daily... . 225 330 108 81 | 69 32 
Approximate volume on basis of 90- | 
per cent sludge, gal. per million | 
gallons of sewage................ 2,700 3,750 1,250 900 750 | 375 
Specific gravity of solid matter...... 1.25 1.93 1.40 1.40 1.27 1.33 


As the moisture content of sludge is reduced it changes its 
state from that of watery sludge, first to sludge paste, next to 
sludge cake and finally to sludge grains. Watery sludge contains 
so much water that the sludge flows by gravity, and is pumped 
readily, cohesion of the particles being slight. The point at 
which the sludge will no longer flow varies for different sludges. 
Imhoff sludge, for example, will flow when it contains 80 per cent 
moisture, while activated sludge of this water content is distinctly 
a paste. This difference may be explained in part by the fact 
that gas bubbles are entrained in Imhoff sludge and increase its 
fluidity. When the water content of sludge is reduced to 50 
or 60 per cent, it can be handled readily by a shovel or fork and 
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is called spadable. Sludge cake contains less water than is 
required to fill the natural pore space between the particles. The 
volume then no longer depends upon the water content. The 
sludge finally becomes granular when its moisture is reduced 
below 10 per cent, & requirement which generally must be met 
when the sludge is to be marketed as a commercial fertilizer. 

429. Character of Sludge Produced by Different Sewage- 
treatment Processes.—From the standpoint of sludge treatment 
and disposal, factors other than volume and water content enter 
into the problem. Among them may be the appearance and 
putrescibility of the sludge, its digestibility, dewatering character- 
istics and fertilizing value. Appearance (unsightliness), putres- 
cibility (odor production) and dewatering characteristics (particu- 
larly air drying) must usually be considered when the sludge is 
to be disposed of without treatment other than perhaps drainage 
to a spadable condition by running it onto beds of sand or other 
porous material. Digestibility is of importance if the sludge, 
excepting Imhoff sludge (which is already well digested) and some 
septic-tank sludges, is to be digested alone or mixed with other 
sludges in two-story or separate digestion tanks. Dewatering 
characteristics, with special reference to centrifuging, filtration 
and heat drying, generally become of moment when the moisture 
content is to be reduced by mechanical means, particularly in 
connection with the preparation of the sludge for commercial utili- 
zation of its fertilizing constituents. 

The character of different sludges as far as it affects appearance, 
putrescibility, digestibility and air drying, is discussed below. 
Their properties as regards centrifuging, mechanical drying and 
use as fertilizers will be considered in subsequent sections of 
this chapter. 


Activated sludge generally has a brown flocculent appearance. If the 
color is very dark the sludge may be approaching a septic condition. 
If the color is very light there may have been under-aeration with a 
tendency for the solids to settle slowly. The sludge, when in good condition, 
has an inoffensive earthy odor, but sometimes has a tendency to become 
septic rather rapidly and then has a disagreeable odor of putrefaction. It 
will digest readily alone or mixed with fresh sewage solids. If the sludge is 
flowed over a sand bed to a depth greater than 4 or 5 in., the suspended 
matter settles rapidly and clogs the pores of the sand before the water can 
pass through them, thus making the drying process a slow one even under 
the most favorable conditions, because a large part of the water can escape 
only by evaporation. 


682 SEWERAGE AND SEWAGE DISPOSAL 


Sludge from chemical precipitation basins is usually black in color, though 
its surface may be red if it contains much iron. The odors from it may be 
objectionable, but not so bad as those from plain sedimentation sludge. 
While it is somewhat slimy, the hydrate of iron or aluminum in it makes it 
gelatinous. If it is left in the tank it undergoes decomposition like the 
sludge from plain sedimentation, but at a slower rate. It gives off gas in 
substantial quantities, and its density is increased by standing. When 
spread on drying beds the water will gradually drain away or evaporate, 
leaving after several weeks a stratum of slimy sludge of about the consistency 
of lard, containing 70 to 80 per cent of water. 

Sludge from plain sedimentation basins is gray in color, slimy in consistency, 
and in most eases possesses а very offensive odor. 1% will digest readily 
under proper conditions of operation, and can be dried by spreading it on 
porous beds, but it must be spread thinly in order to enable the water to 
percolate away rapidly. 

Sludge from single-story septic tanks is black and, unless well digested by 
long storage, is offensive on account of the hydrogen sulphide and other 
geses it gives off. The sludge can be dried on porous beds, if spread out in 
thin layers, but objectionable odors are to be expected while it is draining, 
except when the sludge is well digested. 

Imhoff sludge contains an exceptionally large quantity of gas. When 
thoroughly digested it is not offensive, its odor being relatively faint and 
like that of hot tar, burnt rubber or sealing wax. When drawn off on porous 
beds in layers 6 to 10 in. deep, the solids first are carried to the surface by 
the entrained gases, leaving a sheet of comparatively clear water below them 
which drains off rapidly and allows the solids to sink down slowly on to the 
bed. As the sludge dries the gases escape, leaving it more or less spongy 
and with an odor resembling that of garden loam. 

Trickling-filler humus is brownish, flocculent and relatively inoffensive 
when fresh. It generally undergoes decomposition more slowly than other 
undigested sludges, but when it contains many worms it may become 
offensive quickly. It is readily digested, but when this is not done it is like 
activated sludge in being difficult to dry on porous beds, 


430. Analysis of Sewage Sludge.— The characteristics of 
sewage sludge may be measured by а number of different 
tests, selection of which depends upon the information desired. 
Some of the tests which are of quite general interest in the 
management of sewage works have been referred to frequently 
in previous sections; others are important in connection with the 
measurement of the efficiency of sludge treatment and with 
particular methods of sludge disposal; still others become of value 
when the fertilizing constituents or grease contained in the sludge 
&re under consideration. 

Of evident significance in sewage treatment are the tests for 
specifie gravity, moisture and volatile (organic) and fixed 
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(mineral) matter, together with such qualitative observations as 
color, consistency and odor. Specific gravity is determined by 
weighing a wide-mouthed flask or glass-stoppered bottle (1) 
empty, (2) filled with distilled water and (3) filled with sludge, the 
specific gravity of the sludge being given by the ratio of [(3) — (1)] 
to [(2) — (1)]. Moisture content and volatile and fixed matter 
are found in a manner analogous to the determination of total, 
volatile and fixed solids described in Section 253. In gaging the 
performance of sludge-digestion units these tests, together with 
certain other determinations made before, during and after 
treatment, may be employed. Among the additional tests there 
may be mentioned measurements of the H-ion concentration,! 
biochemical oxygen demand,' nitrogen in different forms, 
cellulose, fats and composition of the sludge gases. B.O.D. 
tests are of particular significance when sludge is to be discharged 
into water. 

When the fertilizing value of sewage sludge is considered, the 
ingredients most needed in fertilizers, namely nitrogen, phosphoric 
acid and potash, must be taken into account. The lime content 
may also be significant, as well as the fat content, the latter, 
however, because it is apt to be an undesirable constituent which 
may interfere with handling the sludge and may tend to clog 
the soil to which it applied. То become available to plants the 
desirable substances, generally speaking, must be water-soluble, 
or if water-insoluble must be rendered available as a result of 
changes occurring in the soil. These changes are brought about 
usually as a result of bacterial activity. 

The water-soluble constituents are found by extracting the 
dried sludge with water. The water-insoluble but active 
organic nitrogen, which will break down into ammonia when 
boiled with permanganate,’ is considered available.* Nitrogen is 

1 In this connection it is of interest to note that Rudolfs has attempted to define what a 
well-digested sludge is in terms of its B.O.D. and pH, operators ordinarily relying on obser- 
vations of the appearance, consistency and odor of the sludge. According to Rudolfs the 
B.O.D. should be less than 1,000 p.p.m. in 24 hour at 20°C., sludge being stable enough to 
be drawn when its B.O.D. is less than 1,500 p.p.m., and the pH should be higher than 7.0. 
"These figures may have to be revised as further evidence is collected. 

? Alkaline or neutral permanganate is used, practice varying in different sections of the 
ilo A made by Lipman and Burgess at the University of California show that 
different soils have markedly different capacities for utilizing the nitrogen of sludge. Their 
experiments were made with nine sludges obtained from Imhoff and septic tanks. The 
"availability" of the nitrogen, by which they consider such materials should be judged, 


was determined by a method originated by them. One gram of thoroughly dried, finely 
ground sludge was mixed with 100 grams of soil and enough water was added to produce the 
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reported as ammonia, 1 part of NH; equaling 14/7 ог 0.824 parts 
of N. Phosphoric acid occurs in three forms: (1) soluble in water 
and readily taken up by plants; (2) slightly soluble but neverthe- 
less readily assimilated, in which condition it is termed 
“reverted”; (3) very slightly soluble and assimilated but slowly. 
Potash is almost wholly water-soluble. 

Mineral analysis of sludge is sometimes undertaken but 
yields information of practical value only under special cireum- 
stances and for purposes not ordinarily encountered in sewage 
works practice. Grease (fats) is ordinarily determined as 
ether-soluble matter, the extract containing besides true grease 
certain gums, resins and waxes. Analytical methods are given 
in “Standard Methods for the Examination of Water and 
Sewage” and books or treatises on industrial and agricultural 
analysis. The student is referred to these for particulars. 

431. Outline of Methods of Sludge Treatment and Disposal. 
The various means of sludge treatment and disposal are presented 
in the following outline.: Treatment inherent in the process 
which produces the sludge, such as digestion in two-story 
settling tanks and concentration of sludge incident to the use 
of mechanical sludge-removing devices, is not considered 
separately. 


SLUDGE Disposat METHODS 


(A) Disposal of untreated sludge. 

1. Disposal in water. 
(a) Dumping at sea. 
(b) Dumping or discharge into great lakes, large rivers or other 

inland bodies of water. 

2. Disposal on land. 
(a) Flowing upon land. 
(b) Covering in furrows or trenches. 
(c) Lagooning. 


best moisture conditions. The tumbler containing this sample was covered with a Petri dish 
cover and incubated for a month at 28 to 30°C. Аё the end of this period nitrate determina- 
tions were made on these soil cultures. Experiments also were made to determine the aver- 
age “availability” of the nitrogen in several commercial organic fertilizers. 

These investigators were much encouraged by the results of their tests. In the dry 
climate of parts of California it may be practicable to produce air-dried sludge more easily 
and certainly than where there is a greater rainfall, and in this way to obtain at low cost a 
useful material for adding to humus-poor soils of that state. An important fact connected 
with the results is that the absolute quantities of nitrate produced from sludge nitrogen were 
often 50 to 75 per cent as high as those produced from similar weights of dried blood and 
high-grade tankage. 

! Adapted from Am. Jour. Pub. Health, 15, 334, and Trans., International Conference on 
Sanitary Engineering, 1924, p. 126. 
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(B) Treatment of sludge by one of the following methods or combination of 
these methods. 
l. Digestion with or without other solids in 
(a) Separate digestion tanks. 
(b) Two-story tanks. 
2. Dewatering of digested or undigested sludge by 
(a) Primary removal of water with or without conditioning of the 
sludge by chemicals. 
(1) Air-drying on sand beds or beds of other porous material, 
covered or uncovered. 
(2) Filtering with or without additional pressure or vacuum. 
(3) Centrifuging. 
(4) Flotation. 
(b) Secondary removal of water by heat. 
(C) Disposal of treated sludge. 
l. Digested but otherwise untreated sludge as under (A). 
2. Sludge subjected to primary dewatering. 
(a) Disposal in water. 
(1) Dumped at sea. 
(2) Dumped into inland waters. 
(b) Disposal on land. 
(1) Used for filling. 
(2) Used as fertilizer. 
(c) Disposal by burning. 
3. Sludge subjected to secondary dewatering. 
(a) Used as fertilizer. 
(b) Used as fertilizer base. 


In order to avoid repetition this outline will not be followed in 
detail in the following sections of this chapter. Sludge digestion, 
for example, already has been fully covered in connection with 
sewage treatment processes, and the disposal of untreated (wet) 
and partially dried (spadable) sludge are best covered at one time. 

432. Sludge-drying Beds.—In this country the wet sludge 
produced by sewage treatment most commonly is run on to 
specially prepared sand beds on which it dries in the open air 
(Fig. 213). Part of the water passes into the sand and percolates 
through it to underdrains, while part evaporates. This method 
of treatment commonly has three objects in view: (1) reduction 
of liquid sludge to a spadable condition, suitable for disposal 
as fertilizer or as fill for low land, (2) reduction of the bulk of 
material to be disposed of, and (3) reduction of the rate of decom- 
position of the sludge removed from the beds, abundant moisture 
being a requisite to rapid bacterial activity. 

Climatic conditions and the air-drying characteristics of differ- 
ent sludges are important considerations in providing sludge- 
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drying areas. The behaviors of different sludges when they are 
placed on sand beds have been indicated in Section 429. Esti- 
mates of the drying capacity may be made in the laboratory 
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Fic. 213.— Plan and section of sludge-drying beds. 


by supporting a layer of sand on a plug of glass wool in а deep 
glass funnel and filling the funnel with sludge. 

The filtering material used in sludge-drying beds is seldom 
over 24 in. deep, and commonly consists of 1 to 6 in. of coarse 
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sand, overlying graded stone or gravel varying in size from 2 in. 
at the bottom to 14g in. at the top. In Europe cinders and other 
porous materials have been widely used. Open-jointed tile 
underdrains 4 to 6 in. in diameter laid in coarse gravel generally 
аге provided at intervals of 5 to 20 ft. Beds are divided into 
compartments whose width and length are chosen so as to facili- 
tate (1) removal of the dried sludge and (2) uniform distribution 
of the wet sludge on the bed. In small plants compartments 
are seldom over 20 ft. wide, a dimension convenient in connection 
with the loading of dump cars on permanent or temporary indus- 
trial tracks. The length which will generally ensure satisfactory 
distribution of sludge from one inlet may vary with the sludge 
between 50 and 100 ft. 

The sludge-drying area and its subdivisions generally are 
surrounded by concrete curbing or earth embankments high 
enough to hold the maximum charge of sludge (about 12 in.), stop 
planks being provided at the entrance to the beds. At a num- 
ber of plants the beds are glass-enclosed, the superstructure being 
of the common greenhouse type. The aims of this provision may 
be (1) to reduce the area of beds required by protecting the drying 
sludge against unfavorable weather conditions, (2) to permit winter 
drying and (3) to reduce digestion-tank requirements. The 
sludge liquor penetrating to the underdrains may be discharged 
into the plant influent or effluent, depending upon its character. 
The liquor is commonly clear, but may be high in bacteria. 
Tests at Baltimore indicate a B.O.D. almost twice that of the 
Taw sewage. 

The drying area required varies with (1) the strength of the 
sewage treated, (2) the character of the sludge produced and (3) 
local atmospheric conditions, such as rainfall, relative humidity 
and temperature. Allowances are generally expressed in square 
feet per capita, the number and depths of fillings also being given 
at times. It is evident from Section 429 that drying beds are 
particularly suitable for the dewatering of Imhoff sludge or 
other well-digested sludge. For use in connection with two-story 
tanks and separate digestion tanks treating fresh sewage solids 
only, open drying areas of 1 to 1 sq. ft. per capita are common 
for separate sewerage systems in the northern United States, 
the lower value being associated with strictly domestie sewage. 
Generally additional allowances of 50 and 100 per cent, respec- 
tively, are made for combined systems and excessive industrial 
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wastes. Usually monthly or semi-monthly fillings are possible 
during the summer, the sludge being run on to the beds in depths 
of 8 to 12 in., and becoming spadable in about 10 days during 
dry weather. For the southern United States and for glass- 
covered beds reductions of 50 per cent in the stated allowances 
аге common. For well-digested sludges produced by combina- 
tions of two-story or separate digestion tanks with the activated- 
sludge process or other treatment methods, additional allowances 
must be made in proportion to the increase in sludge volume. 

Much higher values are required for other types of sludge. 
It is questionable if sludge from chemical precipitation or 
activated-sludge tanks can be dried economically on open beds, 
except in small plants or in very dry climates. Both classes of 
sludge must be spread in thin layers in order to drain and dry, and 
their volume is so great that a relatively large area of drying beds 
must be provided and the cost of operation will be considerable. 

Values varying from 3 to 7 sq. ft. per capita are given for 
activated sludge and sludge from chemical precipitation tanks. 
At Brockton, sludge from plain sedimentation tanks is dried on 
beds formerly used as intermittent sand filters, 2 ft. of fine 
sand having been replaced by coarse sand. The area provided 
is about 2 sq. ft. per capita. At Tenafly, N. J., glass-covered 
sludge-drying beds, designed to serve 7,500 persons with an area 
of 1 sq. ft. per capita, are reported to dry activated sludge 
satisfactorily in 4 or 5 days. In 1929 these beds were handling 
the sludge from a population of 4,000. 

After sludge has dried sufficiently to become spadable it 
must be removed from the beds and disposed of. Generally 
in small plants the sludge is spaded or forked into wheelbarrows 
or dump-cars for removal to the disposal site. In large plants 
power-driven equipment may be used. 

433. Sludge Conditioning.— Before taking up the dewatering 
of sludge by filtering it through cloth, brief consideration may be 
given to some of the factors entering into the problem. These are 
well illustrated by investigations conducted by Copeland, 
Heisig and Wilson at Milwaukee and by Pearse and Mohlman at 
Chicago on the dewatering of activated sludge. At Milwaukee it 
was found that with sewage temperatures of about 45°F. the time 
required to dewater а given amount of excess sludge produced 
at this low temperature was about 20 times as long as when the 
temperature of the sewage was about 70°F. The reason for this 
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difference appeared to lie chiefly in the greater dispersion of 
particles in winter sludge. The finely divided matters tended 
to pass into the interstices of the cloth and ** blind " it, preventing 
the passage of water. From a consideration of the principles of 
colloid chemistry three methods of sludge conditioning which 
ordinarily result in increasing the size of sludge particles suggested 
themselves, (1) changing the H-ion concentration of the sludge, 
(2) adding coagulants to the sludge, and (3) heating the condi- 
tioned sludge. 

As produced, the sludge particles were found to be negatively 
charged, the pH value being about 7.4. It was next realized 
that much of the sludge consisted of protein matters which 
assume a positive electrical charge in strongly acid solutions and а 
negative one in strongly alkaline solutions. Since with increasing 
electrical charge particles tend to break up into smaller parts, 
while they tend to gather together into larger units when the 
electrical charge is reduced, the best condition would be reached 
when the electrical charge equals zero (at the so-called ‘‘isoelec- 
trie point"). When sulphuric acid was added to reduce the 
negative electrical charge it was found that the isoelectric point of 
Milwaukee sludge occurred at a pH value of 3.4. Sludge so 
treated filtered at five times its normal winter rate. This being 
insufficient to make up for the difference in rate of filtration of 
summer and winter sludge, aluminum sulphate, а substance or 
electrolyte furnishing colloidal alumina carrying a high positive 
charge (opposite to that of the sludge) was next added 
to the sludge and the sludge brought to the isoelectrie point 
with sulphuric acid, combined use of alum and H;30, being 
cheaper than using alum alone. With the quantities of alum 
employed per 100 gal. of 98-per cent sludge (1.6 lb.) the isoelec- 
trie point was reached at pH 4.4, and the sludge was found to 
filter at eight times its normal rate. This rate was still too low, 
and since coagulation at the isoelectric point is accelerated by the 
application of heat, the conditioned sludge was heated to 180°F. 
It was then learned that at this temperature acidified sludge 
filtered at 30 times the normal rate and acid- and alum-treated 
sludge at 40 times the normal rate. 

Untreated sludge filtered poorly when heated, as did septic 
sludge. The percentage increase in filtration due to conditioning 
was furthermore shown to be independent of the initial rate. 
The effects of the different methods of sludge conditioning upon 


690 ` SEWERAGE AND SEWAGE DISPOSAL 


sludge filtration at Milwaukee are clearly illustrated in Fig. 
214 for different seasons of the year. 

Investigations, originally at Chicago and later at Milwaukee, 
showed that chlorinated copperas and ferric chloride were particu- 
larly good electrolytes. Such electrolytes have been employed 
successfully without acid. Lime was employed many yearsago in 
conditioning sludge from chemical precipitation tanks and septic 
tanks. Acidifying with phosphoric acid, which is of fertilizing 
value, has proved to be uneconomical at Milwaukee, because 


Relative Filtering Efficiency 
(values below 100 are unsatisfactory) 


0 
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Time of Year 
Ето. 214.—Seasonal changes in the relative filtering efficiency of activated sludge 
nt Milwaukee when the sludge is conditioned in various ways. 


. Cold sludge—untrented. 

. Cold sludge treated with H:8O4 to make pH = 3.4. 

. Acidified sludge heated to 190°F. 

. Sludge treated with alum and acid to make pH = 4.4 and heated to 190?F. 
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much of the acid passed off into the filtrate. Use of sulphurous 
acid has produced objectionable operating difficulties. In 
practice, furthermore, sludge will seldom be heated to as high 
temperatures as employed in the Milwaukee tests. 

At Plainfield alum has been successfully added to incompletely 
digested sludge in order to improve its drying on open sand beds. 
The alum is added to the sludge just prior to running it onto the 
drying beds. Well-digested sludge is said not to need this 
treatment. 

Activated sludge obtained from plants producing a well- 
nitrified effluent apparently is dewatered more readily than 
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excess sludge from works with a low-grade effluent, the dividing 
line being in the vicinity of 5 p.p.m. of nitrate nitrogen. 

The most successful method of sludge conditioning can be 
determined only by extensive experimentation. Laboratory 
tests are useful in making preliminary studies, a Buechner 
funnel! being employed to support the filtering medium. When 
the fertilizing value of the sludge is of importance the loss of 
nitrogen, phosphorie acid and potash in the filtrate must be 
taken into account. 

Separation of solids and liquids by flotation, which may be 
considered both a conditioning and treatment method, has not 
been very successful Acid is added to the sludge in small 
quantities, in an attempt to coagulate the solids and float them 
to the surface where they are removed. The underlying liquid, 
however, generally retains large quantities of solids. 

434. Sludge Filters.—Aside from largely unsuccessful attempts 
at the filtration of sludge by gravity, through fine wire mesh, 
filtros plates and absorbent material, such as garbage tankage, 
three types of filtering devices may be mentioned, in all of 
which changes in pressure (above or below atmospheric) are 
employed to accelerate filtration. These devices may be 
classified as follows: (1) filters in which the sludge is put under 
pressure, (chamber or leaf filter press), (2) filters in which bags 
containing the sludge are squeezed (bag press), and (3) filters in 
which the sludge is dewatered by suction (vacuum filters). The 
construction of typical sludge filters is shown in Fig. 215. 

The chamber or leaf press, employed widely in the chemical 
industries, usually consists of cast iron plates covered with cloth, 
such as ll-oz. army duck. The covered plates are hung in a 
frame commonly equipped with a fixed and a movable head. 
The plates are forced together, a space being left between the 
cloth surfaces on the plate faces and sludge being pumped through 
a central opening in the plates. The sludge covers the cloth and 
the liquid is forced through the cloth to the plate surface whence 
it enters drainage holes which carry it away through openings in 
the bottom of the plates. After the presses are filled and 
drainage is completed, the sludge valve is closed; the movable 
head is then pulled back and the cake drops out. There are a 
number of different makes of presses. Pressures of 80 to 120 lb. 


1 This is a porcelain funnel with a flat perforated plate laid in the bottom of a cylinder 
above the sloping sides 
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per sq. in. are employed. Breakage of cloth was observed at 
Chicago when the higher pressure was applied. 

Burlap is employed generally as the filter cloth in bag filters, 
an 8- to 12-oz. grade being used. "The bags are filled from the 
top or bottom with sludge. They are suspended between 
drainage sheets and squeezed by large platens worked by a toggle 
joint or direct pressure. The use of Berrigan and Worthington 
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Fig. 215a.—Chamber or leaf filter press. 


presses has been studied at Chicago for dewatering activated 
sludge. Hydraulic pressure is employed. 

In the Oliver type of vacuum filter, employed at Milwaukee, 
а rotating drum of copper wire mesh is covered with cloth wired on 
to the drum with No. 14 wires spaced 1 in. apart. The drum is 
divided into sections to which а vacuum or pressure may be 
applied. Operation is continuous. The drum passes through a 
basin filled with sludge, the area submerged being adjustable 
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between 15 and 40 per cent. Agitators, working in the basin, 
keep the sludge solids from settling. Аз each section passes 


Еа. 215c.—Rotary drum vacuum filter (Oliver). 


through the sludge a vacuum is applied which will pick up the 
desired thickness of sludge, a coating of 1 to 346 in. being usual. 
Suction is then continued. the vaeuum commonly being increased 
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until the section is about to re-enter the sludge. At this point in 
the travel of the drum a slight pressure is applied to force the 
sludge from the cloth and a scraper removes the dewatered coat- 
ing. A vacuum of 11 in. is employed at Milwaukee while the 
cloth passes through the sludge, and is increased to 22 in. during 
the remainder of the filtering process. The cloth may be cleaned 
from time to time by brushing, by steam or by a caustic solution. 
In the American type of filter rotating leaves, supported on a 
hollow shaft, are employed. 

There has been much experimentation with different cloths 
for vacuum filters, cotton duck, Canton flannel and woolen cloth 
having been used on а large scale. At the present time (1929), 
Canton flannel is deemed most satisfactory. 

All three types of filters have been tested at Chicago and Pearse 
reports the results shown in Table 105. The character of the 
sludge should be taken into account when comparisons are to be 
made. 


Taste 105.—Opprating Resvutts or FILTER Presses DEWATERING 
ACTIVATED SLUDGE 


Cake produced 


Filter 
Press or filter area, я Moare 


sq. ft. Lb. Sar cart 


Simplex leaf filter............ 1,815 4,400 78 7 
Worthington bag filter........ 1,440 3,500 76 5 
Berrigan bag filter............ 3,520 10,000 78 8 
Oliver vacuum filter.......... 495 1,400 80 Continuous 


! Per hour. 


'The life of filter cloth seems to vary between 1 and 2 months. 
The sludge liquor is generally offensive and usually is returned to 
the treatment plant. 

435. Sludge Centrifuges.—In this country centrifugal separa- 
tion of sludge liquor and solids has been attempted only on an 
experimental basis. A number of German plants have had 
centrifuges in operation for several years. Encouraging results 
were obtained in tests at Baltimore during 1924-25.! Working 
with semi-digested sludge and a solid-drum type of automatic 
centrifuge, an average removal of 65.1 per cent of the sludge 

1 Sewage Works Journal, 1929; 1, 120. 
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solids was accomplished, the moisture of the cake being 71.1 per 
cent. 'The machine revolved continuously at 1,200 r.p.m., 
sludge being admitted (inlet period), cut off (post-centrifuge 
period), and the cake discharged. The inlet period lasted 7.6 min. 
and the post-centrifuge period 3.7 min. The wet sludge averaged 
93.9 per cent moisture and 68.9 per cent volatile matter. An 
average inlet rate of 40.1 gal. per minute was maintained, 11,800 
gal. being handled every 8 hours with a total current consumption 
of 295 k.w.h. The average solids content of the sludge liquor 
was 2.7 per cent, and its B.O.D. 9,100 p.p.m. The latter 
could be reduced to 2,815 p.p.m. by adding 1.75 Ib. of alum per 
100 gal. of effluent. The offensive character of the sludge liquor 
is eonsidered one of the disadvantages of the process. At 
Baltimore it was calculated that addition of the sludge liquor to 
the untreated sewage would increase the B.O.D. of the latter by 
4.3 per cent. Adding sludge liquor to trickling-filter effluent in 
the ratio of 1 to 1,250 reduced the relative stability of the effluent 
from 96 to 84 per cent. 

436. Heat Dryers.—If sludge is to be dried to serve as a 
fertilizer or fertilizer base, for which purpose a practically dry 
material is required, rotary dryers such as are used in many in- 
dustrial processes may be employed. Dryers of the direct or 
indirect type may be used and will reduce the moisture to 10 
per cent or less, the maximum value commonly specified for 
commercial fertilizers. Before being introduced into the rotary 
dryer the sludge generally must be dewatered by primary means 
to 80 or 85 per cent moisture. 

At Milwaukee six Atlas dryers of the direct-indirect type, 60 
ft. long and 7 ft. in diameter, are used, each producing daily 
10 to 15 tons of fertilizer with 4 per cent moisture from activated 
sludge dewatered to 82 per cent moisture content. Ап equal 
quantity of dry material is mixed with the dewatered sludge 
before it enters the dryers in order to reduce the initial moisture 
content and prevent caking. The temperature of drying ranges 
from about 1,000°C. at the inlet end to 500°C. at the outlet. 
The gases from the dryers must be passed through dust chambers 
or dust arresters (cyclones) and sometimes through washers, 
in order to remove the fine dust. 'To avoid causing offense 
the gases may also have to be deodorized by additional treatment 
such as washing. Chlorine treatment is employed at Milwaukee 
at times. 
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Complete dewatering of sludge necessitates the use of much 
conveying machinery. The wet sludge is readily pumped, but 
sludge paste from vacuum filters balls together unless suitably 
handled. At Milwaukee the use of metal band conveyors has 
been most successful. The dried sludge to be sold for fertilizing 
purposes generally is ground and bagged and suitable machinery 
must be provided to handle, grind and bag the material. Storage 
space also must be available and the sludge may have to be 
classified according to its nitrogen content. 

437. Final Disposal of Sludge.—Generally speaking there are 
two broad methods of final sludge disposal which correspond 
to the disposal of the liquid sewage by dilution and irrigation. 
They are (1) disposal in water and (2) disposal on land, treat- 
ment sometimes preceding disposal, sometimes not. 

Disposal in Water—A number of the seacoast towns of 
Great Britain carry the sludge to sea and dump it in deep 
water. In this country, the city of Providence, R. I., and the 
sewerage district of the Passaic Valley, N. J., conform to this 
practice, and plans for treatment works for a part of New York 
City call for its adoption. Treatment of the sludge prior to 
disposal is not essential, except for the purpose of reducing the 
volume to be handled. At Providence, the sludge from chemical 
precipitation tanks is treated with lime and dewatered to a mois- 
ture content of about 75 per cent. The sludge cake is placed ina 
double-bottomed scow which is towed to the disposal area about 
14 miles distant from the plant. Sludge from the plain sedimen- 
tation tanks of the Passaic Valley sewerage system is pumped 
into scows which dump it at a distance of 12 miles from the shore. 

At Cleveland, Imhoff sludge is pumped into Lake Erie; and 
several American communities discharge sludge into inland 
streams when they are in flood. 

Disposal on Land.—Wet sludge may be disposed of on land 
by (1) flowing it on to the land, (2) running it into trenches which 
are covered after being filled, and (3) discharging it into lagoons. 
Dried sludge may be used for filling or for fertilizer purposes. 

Disposal of sludge by flowing it on to land or running it into 
trenches and covering it requires a large disposal area. Disposal 
of undigested sludge in this manner is not regarded with favor 
in this country, on account of the odors produced and the sanitary 
hazards involved. Trenches about 3 ft. wide and 18 in. deep 
have been employed at certain English disposal works where the 
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area required has been found to be from 14 to 1 acre per 1,000 
long tons of sludge. Аз the land once used in this way cannot 
be employed again for the purpose for a long period, а very large 
tract must be available for trenching. 

Lagooning of wet sludge has probably been employed more 
widely than any other disposal method. A lagoon is a basin 
formed by surrounding a tract of land by a dike of earth. 
Lagoons vary greatly in size, some being a fraction of an acre and 
others several acres in extent. They are filled with sludge to a 
depth of 1 to 5 ft. The sludge is left to dry by such losses of 
water through the soil as may take place naturally, and by 
evaporation. Drying may take from 2 to 6 months and usually 
is accompanied by offensive odors when undigested sludge is 
disposed of in this way. Digestion naturally takes place in the 
lagoons. Lagoons may be worked until they are completely 
sludged up, or the drained and digested material may be removed 
from time to time and used to fill low-lying areas in the neighbor- 
hood. At Toronto little trouble is reported from the operation 
of sludge lagoons receiving undigested sludge, as long as the 
scum forming on the lagoons remains undisturbed. The Toronto 
lagoons are worked in series, one sludging up while the overflow 
passes through two other lagoons before discharging into a bay 
of Lake Ontario. At Syracuse, N. Y., sludge from plain sedi- 
mentation basins is removed continuously by Dorr mechanisms 
and pumped to a disposal area about two miles distant where 
it is lagooned together with many times its volume of industrial 
wastes from the Solvay Chemical Works. The resulting mix- 
ture is completely sterilized by the chemicals in the Solvay 
wastes and the overflow from the lagoons flows into Onondaga 
Lake. 

Sludge from drying beds can be burned if mixed with coal 
or other fuel, but generally an attempt is made to get rid of it 
by dumping it on low land as a waste material without value. 
In a few places it is hauled away by farmers as a low-grade 
fertilizer, and probably a greater use of the material in this 
way could be accomplished if persistent endeavor were made to 
interest farmers in its value. Marked success has been reported 
from Schenectady where an educational program has been 
carried on for a number of years by Cohn. 

438. Hygienic Considerations in Sludge Disposal.—The dis- 
posal of sewage sludge, and more particularly its use for fertilizing 
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purposes, raises the question of the danger of spreading typhoid and 
other diseases by this means. Tests by Kligler' showed that the 
typhoid bacillus may survive in solid feces for about 10 days and in 
liquid feces for about 6 days. Inmoistsoilthetime varied from 30 
to 70 days, depending on the pH value of the soil, being shorterfor 
acid soils than for alkaline ones. In dry soil the viability was 
reduced to 20 days and the time of survival in septic tanks varied 
from 5 to 14 days. Other intestinal bacteria were shown to be 
less resistant. 

A study of available data indicates, as would be expected, 
that generally speaking, fresh solids are more dangerous than 
well-digested sludge and wet solids more so than partially dried 
solids. Dry solids are relatively safe, and heat-dried solids 
more so. Hygienic considerations require, therefore, as in the 
case of sewage farming, that sewage sludge, except heat-dried 
sludge, should not be brought into contact with produce which is 
consumed without being cooked. 

439. Fertilizing Value of Sludge.—The utilization of sewage 
sludge as a fertilizer has received а marked impetus since the 
introduction of the activated-sludge process, which produces a 
sludge containing from two to four times as much nitrogen as 
other sewage sludges with the exception of the humus from 
trickling filters. The fertilizing constituents contained in sewage 
sludges obtained by different treatment methods are shown in 
Table 106. Since the figures given in this table do not yield 
information in а form in which they are sufficiently significant 
from the standpoint of sludge use for fertilizing purposes, а 
typical fertilizer analysis of activated sludge from Milwaukee, 
reported by Kadish,? is shown in Table 107. 

The three ingredients most needed in fertilizers, nitrogen, 
phosphorie acid and potash, are dissolved so easily that in the 
case of commercial fertilizers they are not applied until just 
before they are needed. On the other hand, in the case of 
barnyard manure a portion of those elements useful to stimulate 
plant growth is so combined with other substances as to require 
breaking down into simpler and more easily soluble matter 
through bacterial action, thus rendering it available for plant 
food. Hence farmers sometimes apply manure to their fields 
in the autumn in order that its valuable ingredients may be made 


! Rockefeller Monograph No. 15, 1921. 
? Trans., International Conference on Sanitary Engineering, 1924; p. 134. 


TABLE 106.—HRxsurrTs or SLUDGE ANALYSES 


Per cent, dry basis 


Per 
t cent 
Type of sludge City volatile Total Phos- | Potas- | Ether- Reference 
matter nitrogen | phates | sium as | soluble 
аз М |as P:0s| K:0 matter 

Борио daté sv cire - sin ous Worcester, Mass. 43.0 3.01 1.8 io es. "American Sewerage Practice,” 
Vol. IH, pp. 470-471 

Берио tanks еее Cleveland, Ohio 40.8 1.50 1.2 e 9.0 | Horrman, Prarr and Номмох, 
Report on Tests at Sewage Tr. 
Sta., Cleveland, Ohio, 1914 

Beptio tanks: sertes bos eio Waterbury, Conn.! 45.5 1.35 б: ET 10.8 |“ American Sewerage Practice,” 
Vol. П, pp. 470-471 

Imhol tanks чау» уаз eo T Columbus, Ohio SEEN 2.8 1.6 0.6 24.4 | Public Health Bull. 182 

ТАЛОО тте 21155 25-749 e 09 và Fitehburg, Mass. 70.4 2.0 1.6 0.6 7.7 |Public Health Bull. 132 

Imhoff tanks,......... eee Rochester, №. Y. (Irondequoit)| 47.6 2.2 0.8 0.6 8.0 | Public Health Bull. 132 

Activated-sludge process........ Houston, Tex.? 44.7 3.0 2.1 0.4 5.0 | Public Health Bull. 132 

Activated-sludge process........ Milwaukee, Wis.* 57.5 4.5 2.0 5.4 | Third Annual Rept, Milwaukee 
Sewerage Commission 

Activated-sludge process........ Sherman, Tex. 76.6 5.8 2.8 0.6 10.4 |"American Sewerage Practice," 
Vol. HI, pp. 470-471 


1 Average of two analyses. 
* From dryer. 
з From sedimentation tank. 
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available and may leach into the soil by the time.they are needed 
in the spring. Sewage sludge is similar to barnyard manure in 
these respects. 


Taste 107.—TvricAL ANALYSIS OF MILWAUKEE AcTIVATED SLUDGE 


Per cent 

мо М АЕА о 6.20 
Total nitrogen as аштопіа......................... 7.42 
Water-soluble nitrogen as ammonia................. 1.13 
Active water-insoluble organic nitrogen as ammonia 

(alkaline permanganate method).................. 4.17 
Availability of water-insoluble organic nitrogen....... 66.35 
Total availability of піёгореп....................... 71.48 
"'otalsphosphorie ааа ie hee oe eas 2.36 
Potash Gvrater-soluble) iiss oy DE Ла oie Дайы» 0.13 
О de ные ar v ecu mec RSEN eds 4.87 


Many practical tests of the fertilizing value of the sludge from 
plain sedimentation and chemical precipitation tanks have been 
made in Great Britain. Ina general way they indicate that such 
sludge is of little value on grass land or as a fertilizer for root crops 
of rapid growth, but it has increased the yield of wheat 10 to 12 
per cent in some cases. Imhoff sludge and other well-digested 
sludges have produced excellent results in California in com- 
parison with certain organic fertilizers. Humus from trickling 
filters appears to be a good fertilizer. The best results and most 
complete information, however, have been obtained for dried 
activated sludge. The high nitrogen content of activated sludge 
as well as trickling-filter humus is commonly ascribed to the 
inclusion in the sludge of much of the nitrogen lost in the effluent 
of other treatment processes. 

Utilization of activated sludge has been investigated par- 
ticularly well at Milwaukee where comparative tests with 
commercial fertilizers have shown that activated sludge yields 
good results as a fertilizer for lawns, farm products and green- 
house products. For use on lawns and golf courses it is con- 
sidered superior to sheep manure which is widely applied to grass 
areas, and has the advantage of not burning the grass or develop- 
ing objectionable odors. The dried sludge is not a complete 
commercial fertilizer since it contains insufficient proportions of 
phosphoric acid and potash. It may be used, however, in 
combination with these substances as well as with ammonium 
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sulphate. 'The latter, being immediately available, is often 
employed to furnish the initial stimulus for plant growth, the 
sludge serving as humus and as a continuing source of plant food 
after the ammonium sulphate has been utilized. 

If grease is present in sludge in such proportion as to be 
seriously detrimental to the fertilizer, it may be necessary to 
degrease the dried sludge. The best way to do this appears to be 
by one of the solvent extraction processes used in garbage 
reduction, a process somewhat dangerous and not likely to 
prove advisable unless the sludge contains an abnormally large 
proportion of grease, likely to be the case only where certain 
industrial wastes high in fats reach the sewers. 

440. Commercial Utilization of Sludge as Fertilizer.—Many 
attempts have been made to sell dried sludge as a fertilizer in 
Europe, probably the most successful being that at Glasgow, 
Scotland, where all the sludge produced at the Dalmarnock works 
is sold in the form of pressed cake or dried fertilizer. This 
commercial suecess was ascribed by the Royal Commission on 
Sewage Disposal to careful business organization and judicious 
advertising; the commission estimated that the sales of sludge 
decreased the net cost of sewage treatment about 80 cents per 
1,000,000 gal. Investigations of the practicability of drying 
sludge to form a fertilizer base have generally been discouraging 
in the United States. Since the advent of the activated-sludge 
process there has been a somewhat brighter prospect for sludge 
utilization at large treatment plants. 

From what has been said it will be seen that the preparation 
of fertilizer from activated sludge is à manufacturing process 
having a number of stages which probably can be conducted 
profitably only on a large scale. In addition to this production 
aspect of the work, there is a business side involving the sale of 
the product at the highest possible price and the management of 
the entire enterprise in an efficient and economical manner. 
Whether it is desirable for a municipality to embark upon such 
a business venture will depend upon the local conditions. Unless 
the enterprise is handled efficiently there are possibilities of 
grave financial troubles. The overhead expense in any case is 
likely to be large, and the proportionate cost of operating a small 
sludge fertilizer plant will probably be much greater than for 
large plants. 
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Problems 


1. Estimate the drying bed area required in connection with a battery 
of Imhoff tanks treating on an average 5 m.g.d. of average sewage in the 
northern United States, (a) if the sewerage system is on the separate plan 
and (b) on the combined plan. 

2. Imhoff sludge containing 84 per cent moisture is run onto sludge-drying 
beds. Estimate the cu. ft. of spadable sludge obtained from 1,000 gal. of 
wet sludge. А 

3. How many gallons оѓ 98-per cent activated sludge сап be handled per 
hour, on the basis of the results reported by Langdon Pearse, by means of an 
Oliver filter 8 ft. in diameter and 10 ft. long? Ans. 850 gal. 

4. Estimate the filter area required to dewater the excess sludge produced 
by an activated-sludge plant treating 10 m.g.d. of average sewage. Consider 
the use of (a) leaf filters, (b) bag filters and (c) vacuum filters. 

5. Estimate the tons of heat-dried activated sludge produced by a plant 
treating 20 m.g.d. of average sewage. 


CHAPTER XX 


CHLORINATION OF SEWAGE, DISPOSAL OF INDUSTRIAL 
WASTES, AND CHOICE OF SEWAGE TREATMENT AND 
DISPOSAL METHODS 


CHLORINATION OF SEWAGE 


441. Development of Sewage Chlorination.— The outstanding 
work on the disinfection of sewage by chlorination was done by 
Phelps! at Boston, Red Bank, N. J., and Baltimore in 1906—1907. 
Prior to this time chlorine, chiefly in the form of hypochlorites, 
had been studied both as a general disinfectant and as а deodor- 
ant. Its economical and practical utilization, however, for the 
destruetion of pathogenie organisms as well as other living 
organisms in sewage, had not been demonstrated. 

In this country the chlorination of sewage is finding increased 
use for the purpose of protecting water supplies, bathing beaches 
and shellfish layings situated at relatively short distances from 
seweroutfalls. Recent investigations indicate, furthermore, that 
chlorination will reduce to some extent the biochemical oxygen 
demand of sewage. Chlorination has also been employed to 
advantage in controlling odors at treatment works, and reference 
has been made in previous chapters to its use for this purpose in 
connection with trickling filters and the heat-drying of activated 
sludge. The combatting of filter flies by chlorination has also 
been touched upon. 

442. Chlorine and Chlorine Compounds.—The disinfection or 
deodorizing of sewage is generally accomplished by chlorine 
in one of the following forms: (1) liquid chlorine, (2) bleach, and 
(8) electrolytic chlorine. All of these have their origin in 
the electrolysis of salt brine. The reactions may be indicated 
as follows: 


2 X 58 2 X 18 2 x 40 
2NaCl + 21,0 = Cle + 2NaOH + н, 
Sodium Chlorine Sodium Hy 
chloride (gas) hydrox- gen Vrbe 
(salt) ide 
(caustic 
soda) 


‘Water Supply Paper 229, U. 8. Geological Survey, p. 60. 
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The chlorine gas may be (1) removed as produced, dried and 
liquefied by pressure to form *'liquid chlorine"; (2) passed over 
slaked lime to form “chloride of lime" or “bleaching powder"; 
or (3) utilized as “electrolytic chlorine" at the point of generation, 
in the form of chlorine gas when the products of electrolysis are 
separated, or as sodium hypochlorite when they are permitted 
to react upon one another. 

In this country liquid chlorine and bleaching powder are 
by-products of the manufacture of caustic soda, while sodium 
hypochlorite is usually generated in chlorine cells at the point of 
application. 

Liquid chlorine is commercially available in steel cylinders 
holding 100 or 150 Ib. of chlorine, in drums of 1 ton net, and in 
single- or multi-unit tank cars holding 15 tons of gas. The 
chlorine is under a pressure varying from about 40 Ib. per square 
inch at the freezing point of water to 60, 100 and 140 Ib. per 
square inch at 50, 75 and 100°F., respectively. The solubility 
of the gas in water is high, decreasing from 14,600 p.p.m. at 32°F. 
to 10,000, 6,600 and 4,200 p.p.m. at 50, 75 and 100°F., 
respectively, when pure water is exposed to an atmosphere of 
pure chlorine and the combined pressure of the gas and water 
vapor is one atmosphere. Bleaching powder comes on the 
market in iron drums holding 10, 50, 100, 300 or 700 lb. The 
chief constituent of bleaching powder is calcium chloro-hypochlo- 
rite (CaCIOCDI), the active substance in chlorination by bleach. 
Good bleach contains about 65 per cent of CaClOCl, which forms 
in water calcium hypochlorite [Ca(OC1);] and calcium chloride 
(CaCl). Through established commercial usage, the strength 
of bleaching powder is reported in terms of ‘‘available chlorine," 
which is the quantity of chlorine liberated on decomposing the 
hypochlorite with acid. It is commonly determined by finding 
the quantity of iodine liberated from potassium iodide (KI).!' 
A study of the reactions of chlorine and hypochlorites in water, 
given in Section 327, will demonstrate that in what ever form 
chlorine is applied, two atoms of chlorine are required to liberate 
опе atom of oxygen, and that the “available chlorine" is there- 
fore a measure of the oxidizing power of chlorine or hypochlorite. 
Since the ratio of the chlorine content to the total weight of 
CaClOCl is 7145; = 0.56, the available chlorine is given by 


1 2CaCIOCI in water —> Ca(OCl): + CaCl: 
Ca(OCl): + 4KI + 4HCl —— CaCl: + АКС1 + 21; + 2H:0, or 4 atoms of iodine for 4 
atoms of chlorine in the bleach. 
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multiplying the per cent of CaClOCl in the bleaching powder 
by 0.56. With 65 per cent pure bleach, for example, the available 
chlorine is 0.56 X 65 = 36.5 per cent. A value of 3314 per 
cent is common. Since chlorine gas is practically pure, its avail- 
able chlorine is nearly 100 per cent. Bleaching powder absorbs 
moisture and loses chlorine on exposure to the air, with a con- 
current loss of its disinfecting power. The use of liquid chlorine 
has superseded in large measure the formerly wide use of chloride 
of lime. 

A number of different cells have been constructed to produce 
chlorine or sodium hypochlorite (commonly the latter) at or 
near the point of chlorination. In the electrolysis of salt water, 
sodium is liberated at one pole and chlorine at the other. The 
sodium combines with the water to form sodium hydroxide and 
hydrogen. The chlorine, unless removed as gas, combines with 
the former and produces sodium hypochlorite while the hydrogen 
escapes. Side reactions reduce the quantity of chlorine or hypo- 
ehlorite produced below the theoretical value and increase the 
power consumption. Theoretically the power needed to produce 
1 Ib. of available chlorine is 1.23 kw.-hours and the quantity of 
salt is 5845 = 1.65 lb. Actual power and salt requirements, 
however, are respectively about 2 and 3 times the theoretical 
quantities. Electrolytic chlorine as yet has not found favor in 
sewage treatment works, and there are no important installations 
in which chlorine cells are used. 

443. Methods of Chlorination.—Liquid chlorine apparatus now 
is employed generally in large or permanent installations, while 
bleaching powder may be employed where sewage is to be chlor- 
inated on a small scale or as а temporary expedient. 

Liquid Chlorine.—Liquid chlorine may be applied to sewage 
in one of two ways, designated as (1) direct feed and (2) solution 
feed. In the direct-feed method, measured quantities of chlorine 
gas are diffused through the sewage and are quickly taken into 
solution. In the solution-feed method the gas is first dissolved 
in water and the chlorine solution then is added to the sewage. 
The quantity of chlorine commonly is controlled by (1) regulating 
the pressure drop of the gas across a fixed or variable orifice 
or (2) adjusting the intermittent pulsating displacement of a 
definite volume of water by chlorine gas or vice versa, or by 
regulating the rate of bubbling the chlorine through water. 
The first method generally is employed for measuring large 
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quantities of chlorine, the second for small ones. The rate of 
dosage generally is checked by recording the loss in weight of the 
chlorine container in a definite period of time. Recording scales 
have been developed, as has apparatus which will proportion the 
rate of feed to the sewage flow. Since the quantity of chlorine 


Прити 


Fra. 216.—Manually controlled direct-feed chlorinator (Wallace & Tiernan Co.). 


required depends upon the character as well as the volume of 
sewage, as will appear in Section 444, manual operation is 
generally more satisfactory. Where sewage is pumped arrange- 
ments can be made to start and stop the chlorinator and the 
pumps at the same time. 


A manually controlled apparatus made by the Wallace & Tiernan Co. 
for treating sewage with chlorine gas or a so-called solution of chlorine 
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made from liquid chlorine is shown in Fig. 216. The tanks of liquid chlorine, 
А, A, generally are placed on scales so that the variation in their weight as 
their contents are removed can be measured and in this way a check obtained 
on the rate of flow indicated by the chlorinating apparatus. Each tank has 
а tank valve, B, B, to which the operator attaches an auxiliary tank valve, 
C, C, which is the main shut-off valve during operation. When the valves 
are opened the liquid chlorine in the tank gradually becomes a gas and passes 
from the tank to a compensator, D, which maintains a constant flow of the 
gas irrespective of the pressure in the tank, so long as the setting of the con- 
trol valve, V, forming part of the compensator, is not changed. The rate of 
flow of the chlorine is changed by altering the setting of this control valve. 

From the compensator, the gas passes to a meter, Æ, which is a manom- 
eter having a scale calibrated to show the flow of chlorine gas in pounds 
per 24 hours or other unit desired by the purchaser. From the meter the gas 
flows to the place of application through a copper or galvanized-iron pipe 
which should not be over 500 ft. long. The gas is delivered through a 
chlorine check valve, F, which is necessary to prevent moisture from the 
sewage passing back to the chlorinator and interfering with its operation. 
From the check valve, the gas passes through a silver tube to the diffuser, 
G, submerged at least 4 ft. in the sewage. This diffuser is composed of a 
composition sponge of fine porosity held in a non-corrodible casing. "The 
sponge is kept saturated with water by capillary action of the material of 
which it is composed, and the chlorine in passing through the sponge becomes 
thoroughly mingled with the water and is discharged in this condition into 
the sewage. 

Use of solution-feed chlorination, while generally more satisfactory in 
operation, is dependent upon a supply of water under adequate pressure 
to operate the auxiliary apparatus. Diffusers used on direct-feed installations 
must be submerged to a sufficient depth (commonly 4 ft. or more) to prevent 
escape of chlorine. 


Chlorine gas is extremely corrosive in the presence of moisture, 
and gas lines, valves and pressure apparatus must, therefore, 
be kept free from moisture or be constructed of resistant materials, 
such as silver, hard rubber or glass. At low temperatures 
chlorine hydrate is sometimes formed in the measuring apparatus. 
Under these conditions heat must be supplied during cold 
weather to the apparatus or to the chlorinating room or house. 

The liquid chlorinating apparatus should be placed in a 
well-ventilated room, so that in case there is any escape of gas 
it can be removed immediately. This room should open out 
of doors. The treatment of a person affected by the gas is to 
give fresh air and ether; the latter must be administered carefully, 
and only in sufficient amount to relieve pain. 

Bleaching Powder.—W here bleaching powder is to be employed 
instead of liquid chlorine, provisions must be made to (1) dissolve 
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the powder and (2) measure the volume of solution added to the 
sewage. Naturally the strength of the solution must be known. 
One or more mixing tanks, solution tanks and feed tanks must 
be provided. The materials employed for the construction of 
these tanks may be wood, tile, concrete or cast iron. The 
bleach is first dissolved in the mixing tanks, which commonly 
should hold 4 or more gallons of water for each pound of bleaching 
powder. Mixing may be done by hand, or by a paddle stirring- 


Inlet Valve 


| ee ———— ———  ——— 


Га. 217.—Orifice feed tank (Pittsburgh). 


mechanism. From 12 to 24 hours are required to ensure complete 
dissolving and clarification of the solution. The inert constit- 
uents of the bleach are drawn off through a drain pipe, the 
clear solution being led to the solution tank, where it generally 
is diluted to а strength of 1 or 2 per cent and stirred to 
maintain uniform strength. The hypochlorite solution may be 
fed to the sewage from an orifice feed tank in which a constant 
head is maintained on an adjustable orifice (Fig. 217). The 
orifice must be inspected frequently, as it is likely to become 
clogged with suspended matter carried overfrom the mixing tank. 
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Ап example of a simple apparatus for temporary, small-scale 
use is shown іп Fig. 218.1 It was constructed by the Indiana 
State Board of Health from three barrels, a commercial constant- 
level regulating box, а small quantity of piping and a geared 
mixing contrivance much like that used on some types of ice- 
eream freezers. 


Fia. 218.—Emergency disinfecting apparatus, Indiana State Board of Health. 


In practice, the preparation of a disinfecting solution from 
bleaching powder is disagreeable work on account of the dust 
and fumes, and more or less unsatisfactory because of the 
irregularity in the composition of the powder and consequent 
care needed to maintain a solution of proper strength, and the 
tendency of the measuring orifice to become clogged. 

444. Chlorine Dosage.—As pointed out in Section 327, much 
of the chlorine added to sewage is used up by unstable sewage 
matters, before it can destroy the living organisms contained in 


! Engineering and Contracting, 1912; 38, 72. 
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the sewage. Chlorine demand may be exerted by certain kinds 
of mineral matter and by organic substances. 

The oxidizable mineral substances are chiefly hydrogen 
sulphide, sulphites, nitrite nitrogen and ferrous iron. The 
important deodorizing effect of chlorine in sewage treatment is 
associated chiefly with its great affinity for H.S, a foul-smell- 
ing gas. The quantity of chlorine used up by these mineral 
substances can be calculated readily from their combining 
weights. Thus 1 p.p.m. of HS will combine with 7144 = 2.1 
p.p.m. of Cle. 

Since the constitution of the organic matter cannot be deter- 
mined, its chlorine demand can only be found by test. Generally 
speaking, the chlorine demand of sewage parallels its oxygen 
demand. 

For odor control a chlorine dose somewhat in excess of the 
amount theoretically required to combine with the hydrogen 
sulphide is required, because of the interfering demand of other 
sewage matters. For disinfection enough chlorine must be added 
to provide what is known as a “residual chlorine" content. 
State authorities have specified а disinfecting dosage varying 
from 20 to 25 p.p.m. for raw sewage to 15 to 20 p.p.m. for 
settled sewage and 5 to 15 p.p.m. for completely treated sewage. 
Since sewages and sewage effluents vary greatly in character it 
seems better practice to base the dosage on theresidual chlorine to 
be secured. Values of 0.2 to 0.5 p.p.m. of residual chlorine after 
10 to 15 min. contact appear to be adequate. The method of 
determining the residual chlorine should also be specified, as the 
starch-iodide test and orthotolidin test yield somewhat different 
results. Generally the latter is employed. 

445. Efficiency of Disinfection.— The efficiency of disinfection 
depends upon (1) the quantity of chlorine added to the sewage 
and (2) the period of contact. Tiedeman! reports that at 
Huntington, N. Y., settled sewage could be disinfected satis- 
factorily when a residual of 0.2 p.p.m. after 15 min. by the 
orthotolidin test was obtained. From his studies he concluded 
that the Huntington effluent did not require a contact period in 
excess of 5 min. Contact periods of 15 min. or more are advised 
generaly. While fine solids seem to be penetrated readily by 
ehlorine, destruction of organisms imbedded in the coarser solids 
contained in raw sewage cannot be accomplished. The results 

1 Eng. News.-Rec., 1927; 98, 944. 
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obtained by Tiedeman at Huntington, N. Y., are shown in 
Fig. 219. 

In order to exemplify the relative destruction of bacteria by 
chlorine, in comparison with their removal by other sewage 
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Fia. 219.—Efficiency of chlorination of settling tank effluent, Huntington, №. Y. 


treatment methods, Table 108! is presented. It must be remem- 
bered, however, that the figures given are only approximations. 


Taste 108.—Removat on Destruction OF BACTERIA BY DIFFERENT 
TREATMENT PROCESSES 


Process 


Process 


removal 


Coarse screens...........-: Trickling filters 90-95 
Fine всгеепв............... Activated-sludge process...| 90-98 
Grit chambers...........--. Intermittent sand filters....| 95-98 
Plain sedimentation........ Chlorination of settled sew- 

ВЕРНО tanks: бубна 90-95 
Chemical precipitation...... Chlorination of oxidized 

Contact Ъейв.............. sewage 98-99 


1 RosENAv: “ Preventive Medicine and Hygiene," p. 1113. 
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446. Reduction of Biochemical Oxygen Demand by Chlorina- 
tion.— The fact that much of the chlorine is used up by unstable 
sewage matters is reflected in а reduction of the biochemical 
oxygen demand of the sewage. А decrease in the 5-day, 20?C., 
demand of about 25 p.p.m. has been reported. This observation 
should probably be regarded as an oxidation of the readily 
oxidizable substances rather than as a delay of putrefaction. 
Reduction of the biochemical oxygen demand may be of impor- 
tance in preventing nuisances below treatment works discharging 
their effluent into small streams which provide adequate dilution 
only by accession of other waters or by emptying into larger 
bodies of water. 


DISPOSAL OF INDUSTRIAL WASTES! 


447. The Problem of Industrial Wastes.—Stream pollution by 
industrial wastes has assumed increasing importance during the 
last fifty years, coincident with rapid industrial development. 
Conditions vary greatly, due to diversity of volume and quality 
of wastes and to differences in relative volumes of available 
diluting water. 

The effect of many wastes upon waters into which they are 
discharged is similar to that of sewage, causing discoloration, 
turbidity, stimulation of fungal and algal growths, depletion of 
dissolved oxygen, extermination of fish life, putrefaction accom- 
panied by objectionable odors, and deposits affecting navigation. 

Unlike sewage, certain industrial wastes contain constituents 
sufficiently toxic directly to destroy fish life, while others, like 
acid mine waters, phenol wastes from gas plants and saline 
wastes from salt works and oil wells, render purification of waters 
suitable for domestic use difficult and in some cases impractic- 
able. Most wastes, if discharged into bodies of water sub- 
sequently used for water supply, tend to increase the burden 
placed on plants for the purification of water for domestic uses. 

Streams carrying tannery wastes may convey anthrax bacilli to 
large areas of grasslands, thus endangering cattle grazing thereon; 
relatively small quantities of glue factory wastes have caused 
excessive foaming of waters of large rivers, seriously interfering 
with their use for recreation; while waters have been rendered 


! Adapted from Eppy, Н. P.: "Disposal of Industrial Wastes in the United States,” 
Trans., Internationa! Conference on Sanitary Engineering, 1924. 
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unsatisfactory for irrigation of crops by the wastes from mines 
and oil refineries. 

There has been a tendency toward strict prohibition of the 
introduction of sewage and industrial wastes into streams without 
& high degree of prior purification. Such action tends to delay 
progress in securing reasonable control of pollution. 

The magnitude of the problem of industrial wastes disposal 
is realized by few engineers, manufacturers and legislators. 
There are many single industries the polluting properties of 
whose wastes are equivalent to those of the domestic sewage from 
a city of 100,000 persons, and some of the wastes are far more 
expensive to treat than the sewage from an equivalent population. 
It is therefore of the utmost importance that stream pollution 
laws be administered with due regard for the “гие of reason," 
that treatment be regulated according to the actual needs in 
each case, and that treatment plants be designed and operated 
with a keen appreciation of cost on the one hand, and the 
accomplishment of the requisite results on the other. 

448. Classification of Industrial Wastes.—Industrial wastes 
may be grouped into three main classes—animal, vegetable and 
mineral, according to the nature and origin of their predominant 
ingredients. This grouping indicates roughly the relative 
rapidity of putrefaction. 

Some of the more common wastes are: 


Wastes of animal origin, from 
Dairies 
Fertilizer industry (also mineral) 
Glue industry 
Leather-board industry 
Packing houses 
Soap industry (also vegetable) 
Tanneries 
Wool scouring plants 
Woolen textile mills 

Wastes of vegetable origin, from 
Beet-sugar industry 
Canning industry 
Corn products industry 
Cotton textile mills 
Distilleries 
Paper industry 
Pulp industry 
Rubber industry 
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Saw mills 

Straw-board industry 

Wood distillation industry 
Wastes of mineral origin, from 

Bleacheries 

Chemical industry 

Dye works 

Gas plants 

Metal industry 

Mines (coal mine drainage, coal washing, etc.) 

Munitions factories 

Oil refineries 

Oil wells 

Salt works 

Water purification plants. 


Wastes are often mixtures of materials of more than one class. 
For example, tannery wastes may contain animal fleshings, 
bark extractives and spent lime. 

449. Effect of Industrial Wastes upon Municipal Sewage.— 
The influence of wastes upon the character of sewage depends 
upon two principal factors: (1) the relative volumes of wastes 
and sewage and (2) the composition of the wastes. 

The great increase in weight of sewage constituents due to 
wastes has been illustrated in Section 269. 

The increments of wastes such as those noted in Section 269 
add greatly to the cost of treating sewage, by increasing the load 
upon the plants. Moreover, some wastes, such as acid pickling 
liquors, and copper and paint wastes, are detrimental to biological 
action and may necessitate modification in plants and processes 
otherwise suitable for sewage treatment. 

Occasionally, however, wastes may be utilized to advantage, 
as formerly at Worcester, where the quantity of iron sulphate 
from pickling liquors was at times sufficient, with addition of lime, 
to cause excellent chemical precipitation. 

Large quantities of heavy oils from industries апа garages 
have formed troublesome seum in channels and tanks. In one 
town wool scouring liquors made treatment of the sewage upon 
intermittent filters impracticable, owing to clogging of the sand. 
At Atlanta carbide plant wastes caused a thick scum to form on 
the surface of the sedimentation compartments of Imhoff tanks. 

Some cities have required partial treatment of wastes before 
their discharge into sewers, as at tanneries, where tanks and 
screens have been installed for removal of suspended solids; and 
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many cities have ordinanees prohibiting the discharge of sub- 
stances which will injure sewers and other structures or interfere 
with the treatment of sewage, but they have not always been 
enforced. 

450. Treatment of Industrial Wastes.—Where industrial 
wastes must be disposed of separately, treatment of the wastes 
generally has been demanded to prevent: 


Contamination of and esthetic damage to water supplies. 

Damage to commercial fisheries, particularly contamination of shellfish. 

Annoyance due to offensive odors. 

Pollution of waters used for industrial processes. 

Infection of cattle and pollution of their water supplies. 

Pollution of streams to an extent which will interfere with their use for 
reereation—fishing, boating, bathing and camping. 


The methods commonly used for the treatment of sewage 
are applicable to the treatment of many wastes. With others 
special adaptations of existing methods must be made, or new 
methods developed. 

The volume of industrial wastes sometimes is increased 
unnecessarily by mixing relatively clean wastes resulting from 
one process with the concentrated wastes resulting from others. 
Separation of wastes for disposal of clean wastes without treat- 
ment and for treatment of objectionable wastes can often be 
effected with success. In other cases, mixing of different concen- 
trated wastes will make them more easily amenable to treatment, 
and precipitating reactions frequently are observed. In still 
other cases the process waters can be used again and again until 
the waste products are sufficiently concentrated to render 
recovery or treatment economically attractive or practicable. 


CHOICE OF SEWAGE TREATMENT METHODS 


451. Governing Factors.—A number of different factors 
govern the choice of sewage treatment methods for any given 
municipality, sewerage district or sanitary district. Among 
them may be listed: 


1. The character and volume variations of the sewage to be treated, 
taking into account the concentration, composition and condition of the 
sewage when it reaches the treatment and outfall works. 

2. 'Тһе required degree of treatment with respect to the ultimate disposal 
of the sewage by dilution or irrigation and the satisfactory disposal of the 
sewage sludge. 


716 SEWERAGE AND SEWAGE DISPOSAL 


3. The practicability of obtaining sites for the treatment works and the 
conditions imposed by different sites, both as regards treatment methods 
and ultimate disposal of sewage and sludge. 

4. The relative cost and efficiency of different treatment and disposal 
methods. 


'The important bearing of these factors upon sewage treatment 
has been touched upon in preceding chapters. It is well to 
point out at this time some of the intimate relations which 
exist between the treatment works and the remaining parts of 
the sewerage system. 

То а certain extent, for example, the arrangement of the 
collecting system dictates the choice of the treatment methods 
апа vice versa, because the treatment processes must be adapted 
to the requirements of the disposal site and to the facilities for 
ultimate disposal of sewage and sludge. The nature of the 
eollecting system, furthermore, affects the composition, concen- 
tration and condition of the sewage delivered to the treatment 
works. Treatment methods vary for combined sewage and 
separate sewage, and for fresh and stale sewage. Different 
disposal sites may call for alternative plans of sewerage and 
sewage treatment. In a large city two or more treatment plants 
may be cheaper and betterthanasingleone. Where land is expen- 
sive certain processes may become economical, while others are 
best suited where landischeap. This is brought out in the follow- 
ing schedule prepared by one of the authors in a study of three 
different types of treatment works for a city of 600,000 persons. 


Area and volume of 
treatment plant 


Million 
Acres cu. ft. 
1. Settling tanks, sludge beds and intermittent sand 
Пе онооно UD CECI 800 140 
2. Imhoff tanks, sludge beds and trickling filters.... 60 17 
3. Activated-sludge ргосевв...................... 10 5 


In compiling figures for judging the relative merits of different 
methods of treatment, the cost of pumping, of a trunk sewer 
to convey sewage to the works, and of outfall sewers from 
the works must be considered a part of the total expense; 
sometimes these items are a large part of the entire amount. 
Interest, maintenance and sinking-fund charges on such struc- 
tures must be combined with the fixed, operating and mainte- 
nance charges on treatment works in order to reach a true estimate 
of the annual cost of the method of treatment. 
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In preparing estimates of cost, the provision of land for 
extensions to meet future requirements must receive attention. 
This is particularly important where the treatment includes 
intermittent filters or other structures of large area in proportion 
to their capacity, and where it is probable that the degree of 
purification effected by the works must be inereased with the 
lapse of time. Overworking treatment plants which it is 
impracticable to enlarge usually results in offensive conditions, 
and no plans for sewage treatment should be adopted which do 
not provide for a suitable increase of capacity during the period 
for which the works are designed. "This period may be somewhere 
between 25 and 40 years, depending on local conditions. For 
example, it might be reasonably certain that clarification of sewage 
by screening and sedimentation, with disinfection of the effluent, 
will be a satisfactory treatment for 25 years, and enough land 
may be available near the city for works adequate for the 
requirements during that period, but no longer. Such a plant 
may prove more economical than the construction of a trunk 
sewer to a site much farther away but large enough for works of 
several times the utmost capacity of those nearer the city. It is 
true that the works close at hand may be serviceable for only & 
comparatively short period, but their total cost during that period 
may be less than the total cost during the same period of the 
works at a more distant site. It is hardly possible to estimate 
closely the future requirements of a city for more than 35 or 40 
years, and in such a period of time sewage treatment may progress 
in many ways, so that it is unwise to plan works ‘‘for all time." 

In all problems of sewage disposal, dilution as a means of 
disposal should be considered. "The joint trunk sewers serving 
many of the cities and towns about Boston, Mass., and 
Newark, N. J., are examples of works constructed coóperatively, 
which relieve inland communities of treatment problems which 
would be serious in some cases. At Los Angeles, after an unsuc- 
cessful experience with sewage irrigation, it was considered 
best to construct an outfall sewer, 12.4 miles long, to the 
Ocean. Seasonal changes in operation also must be considered, 
partial treatment in winter often sufficing, with complete 
treatment in summer. 

452. Common Combinations of Treatment Processes.— With 
the many types of treatment processes available, it is only 
natural that the works of different communities should vary 
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appreciably in the combination of treatment processes employed. 
In order to acquaint the student with some of the most common 
ones the treatment methods used by a number of American 
municipalities are listed in Table 109. 


TABLE 109.—TvricAL SEWAGE TREATMENT PLANTS IN THE UNITED STATES 


Sewage Sludge 
City 
Treatment Disposal | Treatment Disposal 
Bridgeport, Conn.....| Fine screens Dilution 
Dayton; Q. м vuv s Racks, detritus tanks | Dilution | Sludge-drying| To farmers, or 
and Imhoff tanks beds used for filling 
Marlborough, Mass...| Racks, plain sedimen- | Dilution | Sludge-drying| Used аз fer- 
tation tanks and inter- beds tilizer 
mittent sand filters 
Alliance, O.1......... Racks, plain sedimen- | Dilution |Sludge-drying| Used as fer- 
tation and Imhoff beds tilizer 
tanks, contact beds 
and intermittent filters 
Akron, АБСА Racks, detritus tanks, | Dilution |Sludge-drying | To farmers or 
Imhoff tanks, trickling beds used for filling 
filters and humus tanks 
Milwaukee, Wis...... Racks, grit chambers, | Dilution | Conditioning, | Sold as ferti- 
fine screens, aeration Oliver filters | lizer 
tanks and sedimen- and heat 
tation tanks dryers 


1 This plant was replaced in 1929 by racks, grit chambers, Imhoff tanks, trickling filters 
and humus tanks. 


453. Value of Experimentation.— The great advances in 
sewage treatment which have been made since the growth of 
cities and industries forced attention to this problem upon 
engineers, are associated, apart from laboratory research, with 
the studies at experimental plants of large communities. These 
were undertaken chiefly in order to select the most economical 
method of treatment under the given local conditions. Partic- 
ularly noteworthy in this country are the studies made at 
Baltimore, Chicago, Cleveland, Milwaukee, New Haven, Phila- 
delphia and Worcester. 'There can be no doubt that these 
studies paid for themselves, while advancing at the same time 
the art of sewage treatment and disposal. Sewage treatment 
remains а young art, and local conditions are so variable that 
new methods or combinations of old methods will continue to 
develop in the future. 
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CHAPTER XXI 
FINANCIAL CONSIDERATIONS 


In every engineering project, financial considerations are of 
great importance. The engineer must be able to estimate the 
cost of work to be done, to compare the costs of alternate projects, 
and to give advice upon methods of raising money to meet the 
eost of construction and of operation of engineering works. 


COST ESTIMATING 


454. Definition.—EHEstimating involves the exercise of judgment 
in forming an opinion as to the value or quantities involved 
in operations concerning which the data are incomplete or 
inaccurate. Im common usage, however, estimates include 
not only these approximate figures, in which the exercise of 
judgment is an important factor, but also precise arithmetical 
computations from known quantities and prices, as in ‘‘ progress 
estimates" and ''final estimates" for payments to contractors. 

455. Kinds of Estimates.—Cost estimates are required for 
many purposes and are made in a variety of ways. Sometimes 
they are based largely or wholly on judgment, with little but the 
previous experience of the estimator to serve as a guide; again 
they are based on approximations as to the quantities and types 
of work to be done, with approximate prices for these items; 
at times quantities are accurately known while the prices must be 
approximated; and finally, both quantities and prices may be 
accurately known, and the “estimate” can be computed with 
precision. 

456. Preliminary estimates are almost invariably required 
before the construction of any engineering work is undertaken. 
Two classes of preliminary estimates are recognized. The first 
is of a general nature in which the probable cost is estimated 
by comparison in a general way with the total costs of other 
works, adjusted merely for the relative size; for instance, the 
cost of a sewage treatment plant of a particular type to 
serve 100,000 persons may be approximated roughly from the 

120 
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known cost of a similar plant designed to serve 125,000 
persons. The second type of preliminary estimate is that 
prepared after drawings have been made in more or less detail 
for the work to be done. From such drawings the quantities of 
materials and of work of various classes can be computed satis- 
factorily and with a fair degree of accuracy; to these items are 
applied estimated unit prices based upon such pertinent data 
as the engineer can obtain, and the approximate total cost of 
each item of work is obtained by multiplying the estimated 
quantities by the estimated prices. Adding suitable allowances 
for other items of a general character not included in the items 
listed gives the total amount of the itemized preliminary estimate. 
Such an estimate is almost invariably required of the engineer 
in order to inform the client how much money he must raise 
for the work to be undertaken. 

457. Contractors’ preliminary estimates are made in a some- 
what similar manner and serve as bases for the proposals 
submitted by bidders. The quantity under each item used in 
such an estimate is that given by the engineer or obtained by the 
contractor, who must estimate carefully the cost to him of doing 
each item of work, including proper allowances for contingencies, 
Overhead expenses and profit. 

458. Progress and final estimates, so called, are prepared 
by the engineer from time to time during the progress of con- 
struction work executed by contract and upon its completion. 
They are really computations of the sums of money due the 
contractor, and are based upon measurements of the quantity 
of work accomplished, to which the agreed prices are applied in 
accordance with the contract. The final estimate shows the 
amount of money to be paid to the contractor upon the com- 
pletion of his work. It does not represent the total cost to 
the owner, as it does not include the cost of real estate or right- 
of-way, of materials furnished by the owner, of engineering 
Services, and the like. 

459. Estimates of value of existing works are occasionally 
required. Sometimes these are of a rough nature and are based, 
like general preliminary estimates, upon a mere comparison on 
the basis of size or of capacity with other works of which the cost 
is known. Sometimes they are itemized, the quantities being 
determined by measurements so far as practicable, with estimated 
prices applied to the items. In some cases, estimates of quantity 
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may be very precise where everything is accessible and can be 
accurately measured; in others, it may be difficult or impossible 
to determine accurately the quantities involved in parts of the 
work which are covered up or otherwise inaccessible. 

Estimates of value prepared in this way generally are made 
on the basis of **reproduction costs.” That is to say, the prices 
are those current at the time of the estimate, although the 
construction may have been done many years previous; and the 
resulting total represents approximately the cost of reproducing 
an identical structure. In order to obtain a fair figure for actual 
value it is necessary to make an allowance for depreciation, 
which is loss of value, the amount of which depends upon the 
kind of structure, its age, condition, and probable future term of 
service. 

460. General Estimates.— Total costs of completed works may 
be reduced to unit costs on certain general bases such as capacity, 
population served, area, or other appropriate unit. Within 
reasonable limits such unit costs, particularly if derived from a 
number of plants recently constructed, may serve as а basis of 
estimating roughly the total cost of similar projects. 

461. Unit Prices.— The determination of the appropriate 
prices to use in estimating the cost of any proposed construction 
is difficult. The most common method is by the application 
of unit costs for structures actually completed, particularly if 
they have been done in the same general locality and in recent 
times. Figures in cost data handbooks may sometimes be of 
service, but many times are unsatisfactory because the work 
was done years ago, or in a distant locality, or because the de- 
scriptions of the work are incomplete and make it impossible to 
judge whether all items of cost are included. Trade journals 
and professional periodicals occasionally contain articles describ- 
ing construction work with cost details, and comparisons of the 
bids received on large contracts are sometimes given. These 
data are useful if carefully analyzed, and if sufficient information 
is available as to local conditions and the items included in the 
work to be done. Differences in methods of grouping items may 
make such figures misleading unless the user is thoroughly 
familiar with the details. For instance, an item which is on the 
bid sheet as “‘pipe laying’’may include excavation and backfill 
of the trench, with the laying and jointing of pipe furnished by 
the owner; in another case it may include the same items of 
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work and also furnishing the pipe; in still another case it may 
include merely handling and jointing the pipe, while excavation 
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and backfill may be paid for by the linear foot or the cubic yard 
under another item. 
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Fig. 220 shows a daily force account sheet which has been used 
by the authors for securing data upon cost of construction 
work. This form has proved satisfactory, the data obtained 
in this way being analyzed later in the office. 

462. Fluctuations in Cost (Index Numbers).—Changes in 
basie conditions, partieularly those caused by the war, have 
resulted in considerable changes of unit costs as compared with 
those prevalent in earlier years. Curves showing the fluctuation 
of index numbers, representing average current costs of certain 
commodities which are assumed to be typical, have been prepared 
by various agencies with the object of making it possible to reduce 
eost figures to а uniform basis of comparison, or to utilize the 
cost figures of earlier years by the application of suitable factors 
to make them comparable with current costs. Rates for labor 
have inereased considerably, particularly during the war, but 
also to a lesser degree since the war. Prices for most commodities 
inereased markedly during the war, and some have continued 
to increase while others have decreased since that time. The 
developments in the use of machinery, however, have been very 
great, resulting in increased production, and have had an impor- 
tant effect upon unit costs of engineering construction. 

Fig. 221 represents а typical fluctuation curve of the index 
numbers published monthly in Engineering News-Record, based on 
prices of cement, steel, lumber and labor. These index numbers 
are more properly applicable to building costs than to general 
engineering construction, although they have been used to a 
considerable extent for the latter purpose. Curves showing the 
fluctuation of cost of cement, vitrified pipe and common labor 
have been added to the diagram. 

The engineer may obtain original cost data from records 
kept by his own field force or from the contractor, if he keeps 
adequate records. While some contractors refuse to furnish 
such data, others generously coóperate with the engineer, many 
times to the advantage of both. 

'The best means available to the engineer for obtaining actual 
cost data are through the efforts of his resident engineers and 
inspectors, working in coóperation with the contractor. The 
labor rates, cost of equipment, supplies and materials, and 
overhead expense often may be obtained from the contractor, 
but if he prefers not to furnish such information, it can usually 
be estimated with moderate accuracy from such information 
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as the resident engineer can obtain. Intimate aequaintance 
with conditions under which the work is done makes the data 
obtained by the engineer of much more value to him than data 
derived from any other source. А fund of such data accumulated 
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Fig. 221.—Curves showing fluctuations of construction costs, wages of common 
labor in New York City, prices of cement and of vitrified clay sewer pipe. Curves 
based on average prices in 1913 = 100 per cent. 


over many jobs will prove of substantial value to him in preparing 
estimates. 

In compiling cost data it is necessary to remember that 
results obtained for a day or other short period of time cannot be 
taken as representative. The output of men and machinery 
fluetuates from day to day for many reasons, and only the average 
for the whole work should be considered in estimating other work. 
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lf it be assumed that the Eng. News-Rec. index numbers are 
applieable to the type of construction under consideration, an 
estimator having cost data obtained in 1914 and wishing to use 
them in connection with work planned in August, 1928, would 
proceed as follows: the index number for 1914 was 88, and for 
August, 1928, it was 207.29; then, if the unit cost in 1914 was 
$1.50, the corresponding price in August, 1928, would be $1.50 x 
207.29/88, or $3.54. 

Such curves of index numbers should be used very cautiously 
if at all. Their indiscriminate use may give misleading results. 
'This is particularly the case with regard to cost of excavation 
done by machinery, which bears little relation to cost of labor 
or of such commodities as are utilized in making up index 
numbers. 

'The index number properly applicable to а large undertaking, 
the construction of which extended over a period of several years 
and which may have been handled in several contracts, must 
be chosen with caution. The selection of a number with reference 
to a single date, such as that of the beginning of the work, is 
likely to be erroneous, since some large contracts may have been 
let a year or two later at а time when conditions differed materi- 
ally from those at the outset. A weighted average value of the 
index number may be obtained, if the date of letting and the 
contract price of each of the major contracts are known, by multi- 
plying each contract price by the index number corresponding 
to the period just preceding the receipt of bids, adding the results 
together and dividing by the sum of the contract prices. 

Knowing the cost of a particular kind of work in a given 
locality, the wages of labor in that locality and the proportion of 
the total cost applicable to labor, it is possible to approximate 
roughly the cost of similar work elsewhere and with the labor 
rates different by pro-rating the labor portion of the cost according 
to the change in labor rates. If considerable time has elapsed, 
however, involving changes in methods and the use of machinery, 
such estimates are likely to be inaccurate. 

463. Synthetic estimates of unit prices sometimes may be 
prepared, and if the data are sufficient for their proper compila- 
tion, they may be more trustworthy than those derived from 
costs of other work. In particular, contractors’ estimates of 
probable cost often are made up in this way, combining the 
costs of labor, materials and equipment in accordance with the 


FINANCIAL CONSIDERATIONS 727 


circumstances. Few engineers have sufficient data of a character 
to enable them to prepare such estimates with accuracy, and 
unless founded upon reliable data or mature experience figures 
of this kind may be distinetly misleading. It is particularly 
important in preparing such estimates to have accurate records 
of cost of plant and output of each unit, for with the development 
апа rapid progress in the use of machinery, unit costs are being 
affected by it more than by any other factor. 

464. Overhead.—In addition to the costs of the several 
items involved in a construction project, there will be other 
substantial costs which have no more relation to one part of the 
work than to another, but are necessarily met in connection with 
the job as a whole. These costs are classed as “overhead,” 
and may include the wages of superintendent, timekeeper, 
clerks, watchmen and other employees whose time cannot be 
allocated to definite parts of the work; the payments for insurance, 
surety bonds, field office, telephone, light, heat, water, permits 
and licenses, small tools and equipment, and sometimes many 
other items. There is no uniformity of practice regarding items 
included in overhead. On a large piece of work, overhead costs 
may be many thousands of dollars; on a small job where the 
contractor acts as his own superintendent and does not require 
an office they may be very small, but may well constitute a larger 
proportion of the total cost of the job than in the case of the 
larger undertaking. 

It is customary in engineers’ detailed estimates to price the 
items at direct cost, as nearly as possible, without allowance for 
overhead and contractors’ profit. Allowances for these items 
may then be made by adding a percentage for each or covering 
both in one computation. In a contractor’s estimate made as a 
basis for bidding on a unit price contract, the allowances for 
overhead and profit must be distributed to the individual items; 
otherwise an increase or decrease in the quantities will not 
correctly affect these allowances. 

465. Contractors’ Profit.—It is obvious that a contractor 
cannot continue in business unless he makes a profit. A reason- 
able profit on all work best serves the interest of both the owner 
and the contractor. Proper allowance for such profit should 
therefore be made in all estimates. It may be and frequently is 
considered in connection with overhead, and a single percentage 
taken to cover both items. 
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466. Contingencies.—It is rarely the case that everything to be 
done in carrying out construction work of considerable magnitude 
has been foreseen and included in the estimates, and there is also 
a real possibility that quantities may over-run those estimated. 
Moreover, various causes may make the cost of doing certain 
work greater than was anticipated. The result will be that the 
total cost of the work will exceed the sums of the costs estimated 
by items. The various causes which may produce such increased 
zost are classed as contingencies. 

The engineer must consider contingencies as likely to involve 
items not included in his estimate, and also to increase the 
quantities of the items listed; it is possible too that conditions 
encountered in the work may demonstrate that his unit prices 
were too low. He must provide for these possibilities by adding 
an allowance for contingencies. 

The contractor is not so much concerned with possible omissions 
or increases in quantities if the contract is on a unit-price basis, 
since he will be paid in proportion to the actual quantity for each 
item; but in case of a lump-sum contract the possibility of addi- 
tional items or increased quantities is of importance to him. 
Whatever the type of contract, he must give particular consider- 
ation to matters which may increase the cost of his work, 
such as storms, fires, accidents, greater difficulties than were 
anticipated, delays, increase in prices of materials to be used, 
and the like; and the only way in which he can meet such 
conditions is by suitably increasing the unit prices for the 
several items in his estimate. 

The allowance for contingencies should be varied in accordance 
with the degree of uncertainty involved. In a preliminary 
estimate, where comparatively little has been done in the way 
of investigating possible difficulties, an allowance of as much as 
20 per cent may be appropriate, whereas in cases where the plans 
have been matured after thorough study and detailed investiga- 
tion, including adequate exploration of underground conditions 
when such are involved, the allowance may be reduced to 10 per 
cent or less. 

467. Engineering Costs.—Allowance for the cost of engineer- 
ing frequently is combined with that for contingencies, in 
estimates of cost, although they are obviously distinct items. It 
is a fact, however, that the more liberal the allowance for engineer- 
ing, the smaller will be the cost of contingencies; and therefore 
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the percentage allowance for ‘ contingencies and engineering" 
may logically vary less than that for either of the items taken 
singly. The provision of funds for engineering is sometimes 
inadequate to permit the thorough studies required for first- 
class engineering. Under such circumstances the cost of the 
completed work, whether measured in first cost or in value of the 
structure, may greatly exceed the additional cost of the engineer- 
ing which would have been involved if more thorough studies had 
been made. 

A common allowance for ‘‘contingencies and engineering" 
is 15 per cent. This may be adequate in cases where the study is 
sufficiently detailed to justify the allowance of but a small amount 
for contingencies, and where the magnitude of the work is such 
that the engineering cost alone will not involve a comparatively 
high percentage; but in many cases, particularly on work of 
moderate size; an allowance of 20 per cent would be better. On 
rough preliminary estimates it may be wise to allow as much as 
25 per cent. 

468. Interest during Construction.— The interest upon money 
invested in the construction before its completion is an item of 
eost of construction, and in a large enterprise requiring several 
years to build this may amount to a considerable sum. For 
instance, if 3 years elapse from the beginning of the enterprise 
to its completion, and the money is paid at a uniform rate 
throughout that time, the cost of interest during construc- 
tion will be one and one-half times the annual interest on the 
entire cost. 

469. Illustrative Example.— What will be the cost of substruc- 
ture for a small pumping station to be built by contract, with data 
as given for each type of estimate? 

(A) Preliminary general estimate in 1928. 


Data.— Cost of a similar structure under comparable conditions in 1923 
was $9,400. Index number in 1923, 220; in 1928, 207. Estimated cost in 
1928, 207620 X $9,400 = $8,850. 


Note that such an estimate assumes that the index figures 
represent fairly the relative effect on cost of machinery and 
equipment, which is somewhat inaccurate. 

(B) Preliminary itemized estimate of contract cost, made 
by engineer after completing his plans and quantity surveys, 
which will be used as the basis of comparing bids. 
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Item Quantity us Amount 
price 

Excavation, including pumping water. 300 eu. yd. | $10.00 | $3,000 
Bastüllng панну,» 60 cu. yd. 0.50 30 
Gonerete io oim siis ieeisiesisis sto Miis 133 cu. yd. 20.00 | 2,660 
Reinforcing steel... s ceres 16,000 Ib. 0.05 800 
DAmp-Dro0BDRg- ОУ „л у жэл ил жерлер, 2,000 sq. ft. 0.05 100 
Hithoe entes and'standB: у ШЕ EE ste оС КУЛИ. 300 
(ant ron pipe ONG алле, МЕ eni | ete 300 
Miscellaneous steel and iron......... Б Б 150 
$7,340 

Contractor’s overhead and profit, 20 
т ОБА coves INE eet etre e EM MPO] eiiim PN 1,468 
Estimated amount of contract........| ...........ee | eee $8,808 
Contingencies, 10 per centr... зы] esee ор. 881 
Estimated total cost of contraet...... Er SISSE АЫ атаах $9,689 


(C) Contractor’s bid, being his estimate of cost with over- 
head and profit distributed to the several items. ` 


Item Quantity 


Excavation, including pumping water. 


Baolcfilling 25590258051 heels fe T 

Conorete. -emae -. 6. онии и" 3,192 
Reinforcing steel..............--.-- 960 
Бахтар-ргоойпр........... 5895-5 130 
Sluice gates and stands. jc). cre ses] ee |6 350 
Cast iron pipe ANG: Stüngs.—. ie ое аем | освете 360 
Miscellaneous iron and steel. ........| ............. | eevee 125 


Compared with engineer's estimate of $8,808. 


(D) Synthetic estimate upon which contractor based his 
unit price of $12.00 for excavation. 
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Crane rental and operating supplies, 2 weeks at $120............. $ 240 
Пчапарогта ното тазе. 436. ды erede E esee m ed ete OE 50 
Compressor, 2:weeks:86:$00... ee eee ese relie [Raja elo coelos 120 
Sheeting hammer, 2 weeks at $20............................. 40 
Pump, 2-weeks 46940,7003 Р, Ае SEAT, Ie is 80 
Truck, 0 days at.$25. 20008 S аа UN NETS ee S telo 150 
Steel sheet piling, 30 tons at $55 = $1,650, less salvage, $400...... 1,250 
Lumber for bracing, 1.5M.8t.$00..........:... comode 90 
Foreman, 2 wesks ates ое аЛ ән melee eee epe 150 
Crane operator, 2 weeks at $75......-....- Жаз dre o eR enes 150 
Carpenter and mechanic, 24 days at $12........................ 288 
Daborers;-72/daye БУЕ БЕ Р rete e edes ise site sn. oie 360 
Small tools and miscellaneous items, including fuel............... 75 

$3,043 
Contingencies, overhead and profit, 20 per cent.................. 609 

$3,652 


$3,652 + 300 cu. yd. = $12.17, say $12.00. 


(E) Final estimate for payment to contractor. 


Item | Quantity ка | Amount 
Excavation, including pumping water. 312.4 cu. yd. 812.00 |$3,748.80 
BACKING: ccs ао 72.0 cu. yd. | 0.60 43.20 
Concrete ИИ БЕТА te ats 141.2 cu. yd. | 24.00 | 3,388.80 
Reinforcing steel. ............- ee 15,870 Ib. 0.06 952.20 
Damp-proofing. ое. 1,948 sq. ft. 0.065| 126.62 
PWC WALSH ANG AtADUB Satie. siete cs ciate Сү ee SIUE сүү А 350.00 
Cast. iron pipes and бешпент enne niei 360.00 
Miscellaneousdron and utéel.... eel e rre ener она 150.00 
Extra work (would be shown in detail) 
MOtAL Goat De ЕУ TIE NA $74.88 
LO рег сеп Оев 11.23 86.11 
rises eaput foam ts $9,205.73 


Note that prior payments to the contractor, if any, made upon the basis 
of progress estimates, must be deducted to show the amount payable under 
the final estimate. 


COMPARING COSTS OF ALTERNATE PROJECTS 


470. Construction Costs.— The preceding sections of this 
chapter relate to the costs of construction of engineering works. 
Comparison of estimated construction costs of alternate pro- 
jects frequently is made, but does not constitute a fair comparison, 
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unless the costs of maintenance and operation are the same for 
both projects, and their useful lives identical. If works may be 
expected to last forever, and to involve no costs of operation and 
maintenance, then construction costs (including cost of land 
required) may be compared with advantages. 

471. Maintenance and Operation Costs.— The work of oper- 
ating and of maintaining sewerage works generally is done by 
one organization, and while there is a distinction between opera- 
tion and maintenance, the importance of keeping the accounts 
separated is not sufficient to justify the care required on the part 
of the accountant to divide the labor into separate accounts. 
For this reason these accounts usually are combined. Operating 
costs have to do with running the plant; maintenance costs are 
for keeping the works in running order. 

472. Total Annual Charges.— The annual charges include 
the cost of maintenance and operation; interest upon the con- 
struction cost; and a replacement item sufficient to replace, 
at the end of their useful life, those parts of the plant which wear 
out or become useless. 

Interest.—From the point of view of economies, it is immaterial 
whether a capital expenditure is made out of funds on hand, thus 
losing the interest upon that sum, or whether the money is 
borrowed for all time, requiring an annual payment of interest 
in perpetuity. The annual cost to the owner of the plant for 
interest is the same in either case, if the rates of interest are 
identieal. It is not good publie policy, however, to plan for 
interest payments over a very long time, say in excess of 20 to 40 
years, for sewerage works of the several kinds. 

Replacement Fund.—1f a plant wears out in a definite term of 
years, and must be replaced at the same cost as that of the 
original plant, while the new one will wear out in the same number 
of years, then а sum can be set aside annually which, put at 
interest, at the end of the useful life always will amount to the cost 
of the plant to be replaced. The annual replacement fund is this 
amount which must be contributed annually to a sinking fund 
to provide for the renewal of the plant at the end of its life. If 
there were no changes in cost of construction or rate of interest, 
and if the identical plant were to be replaced each time it wore out, 
the annual contribution to the replacement fund would be the 
same for all time; these assumptions will seldom if ever be correct, 
but provide a basis for comparisons. This cost of replacement is 
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sometimes figured as equivalent to an annual depreciation of a 
givenpercentage. Assuming the life of the part of the plant under 
consideration as 20 years, the depreciation might be taken at a 
uniform rate of 5 per cent perannum. This is an easier, though 
less logical, method for determining the replacement cost. It 
neglects interest earned upon the sums set aside for depreciation, 
and is not to be recommended, although it may be sufficiently 
near for rough comparisons. 

473. Comparison of Annual Charges.— The foregoing are all 
the items of theoretical annual eost; and if there is no change in 
costs or interest rates and no larger or different plant becomes 
necessary, the perpetual payment of the total annual charges will 
take care of the plant and of the operating and maintenance 
costs. Such annual charges may therefore be compared directly, 
and the project involving the lowest annual cost will be economic- 
ally the most advantageous, if the assumptions made are justified. 

As a matter of fact, however, construction costs do vary 
materially, and the cost of replacement may be greater or less 
than that of the original plant; interest rates also change; and 
there is frequently a difference between the rate of interest 
to be paid upon borrowed money and that which a sinking 
fund can earn. Moreover, it is impossible to estimate exactly in 
advance the useful life of a plant, and when it requires renewal it 
is likely that it will also require enlargement, while possibly an 
entirely different type of plant may be advantageous. Operating 
conditions and consequent costs of operation and maintenance 
do not remain constant. For these reasons it is not possible 
to make a true comparison of relative economic advantages of 
various projects, but comparisons on the basis described are of 
value as guides to judgment. 

474. Capitalized Costs.— The capitalized value of any con- 
stantly recurring cost is the sum of money which, put at interest, 
will produce the income necessary to pay such recurring cost. 
Thus, if the operation of a plant costs $400 per year, and the 
interest rate be 4 per cent, the capitalized cost of operation is 
$400 + 0.04 = $10,000. 

Comparisons of alternate projects are made more frequently 
upon the basis of capitalized costs than of annual charges. If all 
items are included, the results will be the same by both methods. 
Obviously the capitalized value of the interest upon cost is the 
cost itself. Consequently the sum of the construction cost and 
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the eapitalized values of the cost of operation and maintenance 
and of the contribution to replacement fund provides the proper 
figure for comparison. 

These comparisons are helpful, but not conclusive. It is not 
good publie poliey to spread payments of principal and interest 
over a longer term of years than is necessary, even though it may 
be theoretically advantageous. 

475. Illustrative Examples.—A typical example illustrating 
this method of comparing costs involved in two alternate projects 
may demonstrate the method of procedure. A trunk sewer 
carrying a flow of 750,000 gallons per day is to be built. The 
sewer must either go through a hill, requiring a tunnel 1,000 ft. 
long in rock, or be built over the hill in a trench at ordinary 
depth, in which case it will be necessary to pump the sewage 
to a height of 75 ft. and then let it flow down the hill by gravity. 
The latter scheme involves the provision of a pump house with 
screens, two pumps and a pipe 100 ft. longer than the tunnel. 
Estimated costs for the two projects are as follows: 

Construction cost of gravity sewer through tunnel.. $20,000 


Construction cost of works including pump house, 
two pumps, screens and pipe sewers............- 12,000 


The high level sewer would be the cheaper in first cost, but if 
the cost of operation, interest and replacement are taken into 
account, the following comparison results: 


Tunnel High devel 
sewer 
Operating and maintenance expenses: 

Power, supplies, repairs, attendance.......... $100 $2,500 
Interest on construction cost at 4 per cent...... 800 480 
Replacement TUN А tele sU ferc o e Леа» 200 300 
DOG AAT RL СОН. е Унт» айе ERES $1,100 $3,280 

Capitalized at 4 per сеп$.................. $27,500 $82,000 


This would indicate that it would be cheaper in the long run 
to build the tunnel, although the first cost is much higher. 

476. Data for Use in Problems.— Table 110 contains figures 
of approximate unit costs of construction and operation of two 
types of sewage treatment plant, which may be used in the 
solution of problems in this chapter. No attempt has been 
made to go into detail, and obviously actual costs would vary 
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considerably with the size of the plant as well as with local 
conditions. The figures should be taken as illustrative rather 
than authoritative statements of actual costs. 


TABLE 110.—Approximate Unir Costs or CONSTRUCTION AND OPERATION 
ОЕ SEWAGE TREATMENT PLANTS AND ALLOWANCES FOR REPLACEMENT; 
FOR USE IN SOLUTION OF PROBLEMS 


| Cost of construction Cost of operation 
Annual 
replacement 
^ А Рег : Per allowance, 
Туре o piene Рег capita | million | Per capita | million | рег cent 
aban e gallons | served y r | gallons of construc- 
сие daily uw treated Mon сон 
capacity y 
"Tanks and trickling filters $13.00 $120,000 $0.30 $7.60 2.401 
Activated sludge......... 11.00 101,500 1.00 25.30 1.783 


rel tii ii МАЙДА | Ro La oti al ea МА ы Tl ar ee ЫШ at ers || gy 
The figures in this table, while providing a basis for solving illustrative problems, should 
not be taken as typical of actual costs in any particular locality. 


METHODS OF FINANCING 


Municipalities have four methods of raising money for the 
construction and operation of sewerage works, viz., by issuing 
bonds, by general taxation, by special assessments, and by 
charges for service. 

Still another method by which sewer construction is sometimes 
financed to a limited extent is through private enterprise, no 
public funds being used. 

477. Bonds.— The construction of sewerage works of con- 
siderable magnitude usually involves a cost which cannot be met 
out of the taxation or other municipal revenues of a single year, 
and it is therefore necessary to borrow money on bonds in order 
to provide the necessary funds. 

Bonds are promises to pay definite sums of money at stip- 
ulated dates, together with interest (generally payable semi- 
annually) at a fixed rate. Three types of bonds have been used 
in municipal financing: those containing no definite provision 
for payment, and therefore likely to involve the issuance of a new 
set of bonds to refund the debt upon the maturity of the original 
bonds; those providing for the establishment of a sinking fund! 


! A sinking fund is usually built up by annual installments, with their accumulations of 
interest, compounded. If S is the amount of the debt, J the annual installment, r the rate 
of interest (written as a decimal) and n the term in years, and if interest is compounded 
annually, then 

YA ӨТ Н. 
1+" – 
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designed to accumulate sufficient funds to pay the bonds when 
due; and those providing for serial payments, so that some of 
the bonds mature and are paid each year until the whole issue 
is retired. Table 111 contains figures of sinking fund contribu- 
tions required for several periods and rates of interest. 

The term of years for which municipal bonds may be issued is 
regulated by law in many states. It should never exceed the 
useful life of the works to be built with the proceeds of the 
bond issue. It is not considered good publie policy to issue 
bonds for longer terms than 40 years, even though the works 
to be built may last for centuries. 

478. Relative Economy of Various Bonds.—As a matter of 
economies, there is no difference in the relative economy of bonds 
of the several types, and of different terms of years, if a single 
rate of interest is applicable to all; nor is there any difference 
between paying cash in full and borrowing in perpetuity. How- 
ever, the interest rate on sinking fund deposits is frequently 
less than that paid on the bonds, and this difference may affect 
the relative costs. 

The true basis for comparisonis the present worth of all thesums 
to be paid under any plan of financing. For instance, if the rate 
of interest be 4 per cent, there is no economic difference between 
paying out $1,000 in cash or paying $40 per year for all time. 
Taste 111.—Da'ra ror CowPurTING SINKING Funds AND REPLACEMENT 


CHARGES, GIVING YEARLY PAYMENTS REQUIRED TO REDEEM $100 AT 
Enp or ANY YEAR 


Rate of interest, per cent 


Years 
3 | 314 | 4 | 415 | 5 

5 8.84 8. 8. 18.10 
10 8.72 8. 8. 8. 7.95 
15 5.38 5. 4. 4. 4.63 
20 3.72 3. 3. 3. 3.02 
25 2.74 2. 2. 2. 2.10 
30 2.10 1 1% d. 1.51 
35 1.65 T. T: д 1.14 
40 1.33 1: » 0. 0.83 
45 1.08 0. 0. 0. 0.63 
50 0.89 0. 0. 0. 0.48 


Annual payments are made at the end of each year, and interest is com- 
pounded annually. 


FINANCIAL CONSIDERATIONS 737 


Frequently it is argued that the total amount of money paid 
out in interest and capital payments is the significant matter, 
and attention is called to the fact that a $100,000 serial bond 
issue at 4 per cent will involve total payments of $122,000 if it 
runs for 10 years; $142,000 if for 20 years; and $202,000 if for 
50 years. Similar payments for a sinking fund bond (sinking 
fund drawing 316 per cent) will be $125,241, $150,722 and $207, 
309.1 While these statements are correct, they take no account 
of the present worth? of future payments, and the comparison 
is somewhat misleading. 

There are certain advantages and disadvantages in the use of 
each type of bond. Experience indicates that officials have 
sometimes mismanaged or misused sinking funds, and in at 
least one state (Massachusetts) sinking fund bonds cannot now 
be used for financing publie improvements. They have the 
advantage of requiring a uniform payment throughout the life of 
the bond, while serial bonds require a high initial payment, 
decreasing as the bonds are retired. Since the relative ability 
of the municipality to pay is just the reverse of this, the serial 
bond imposes an unbalaneed burden upon the community. 
However, as a matter of public policy there is serious objection 
to long terms for bonds, and to the continuance of interest 
payments for many years. 

479. General Taxation.— t is usually impracticable to raise 
by general taxation in а single year sufficient funds for the 
construction of major sewerage works, although the cost of 
minor extensions may be included in a tax levy. The money 
required for important works must usually, as already noted, 
be raised in the first instance by an issue of bonds. The money 
for paying interest on such bonds and the contributions to sinking 
funds or payments of bonds maturing serially must usually be 
obtained partly or wholly from the proceeds of general taxation. 
Oftentimes the money required for operation and maintenance 
must also be included in the tax levy. 

Unless provision is made for raising at least a part of the funds 
required annually through special assessments or charges for 
service, or both, the requirements must be met by generai 

1 Eng. News-Rec., 1917; 79, 407. 1 

2 The present worth Р of a sum A to be paid at the end of n years is 

A 
Pu 


r being the rate of interest which is to be compounded annually. 
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taxation. It is а common provision of law that, unless funds 
for bond interest and sinking funds or maturing bonds are 
provided from some other source, assessors shall include them in 
making up the tax levy. 

480. Special Assessments.—In many cases special assessments 
are made against property especially benefited by the construc- 
tion of а sewer, to cover а part or all of the cost. Such special 
or benefit assessments can only be levied when the property 
so taxed is increased in value or otherwise benefited above 
and in addition to the general benefit accruing to the entire 
community, and the amount of the special assessment must not 
exceed the value of the benefit obtained. 

In the case of lateral sewers, & considerable proportion of 
the cost, often from one-third to three-fourths, is adopted as a 
proper benefit to be assessed against abutting property, the 
remainder being assumed by the community as a whole. In 
some cases an additional amount is assessed to include a small 
proportion of the cost of main sewers and of treatment works, 
since the lateral sewer could not actually benefit property but 
for the main sewers and perhaps the treatment works, which 
convey away and dispose of the sewage. 

Special assessments are frequently payable in installments 
over a term of years, commonly 3 or 5 years, and are usually 
collected in the same way as general taxes. 

Several methods of computing the assessments have been 
used; the most common are based upon frontage, upon area, or 
upon a combination of frontage and area. 

Fixing the assessments upon the basis of frontage is the sim- 
plest to apply, but unless lots are of the same shape and size 
this may be distinctly inequitable. It is conceivable that an 
abuttor might have a very small frontage upon the street, but 
maintain a large building upon a rear lot; and if he paid only on 
the basis of frontage would pay much less than another owning a 
shallow lot with considerable frontage. Moreover, a corner lot 
might be assessed upon frontage on two streets, although the 
property might be fully served from one street. The latter 
objection is frequently met by exempting a certain frontage, such 
as 60 to 100 ft., from assessment on a second street. 

Assessments based upon area alone are also likely to be inequi- 
table, especially if lots are irregular. In any event, land lying 
more than 100 or 125 ft. back from the street may be benefited 
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little if any by the presence of the sewer, and such distant land is 
usually exempt from such assessment. 

In basing assessments upon а combination of the frontage and 
area, the total cost which is to be assessed is divided into parts, 
as one-third to be assessed upon frontage and two-thirds to be 
assessed upon area. "The net assessable frontage, after deduct- 
ing exemptions, divided into the amount to be assessed upon 
frontage gives the assessment rate per linear foot; and the net 
assessable area divided into the amount to be assessed upon 
area gives the assessment rate per square foot. The sum of the 
frontage and area assessments gives the total assessment for each 
lot. 

In some cases the problem of equitably distributing special 
assessments is complicated. Where a district under development 
ineludes much farming land not yet subdivided but nevertheless 
benefited by a sewer, it may be possible to compute the present 
worth of a future benefit so as to assess such farming land its 
reasonable proportion of the cost.' 

481. Charges for Service.— Until recent years, charges for 
sewer service have not been common, but there is now (1929) 
a distinct tendency to make such charges. There can be no 
doubt of the propriety of annual charges for the use of sewers, 
sufficient at least to pay the costs of maintenance and operation, 
including the costs of treatment and disposal of the sewage. 

Where such charges are made they may well include a sum for 
"readiness to serve," which may be based upon the number 
and kind of fixtures connected; and another for use of the system, 
based upon the quantity of sewage discharged, as nearly as it is 
practicable to ascertain it. In general, the quantity may be 
taken as equivalent to the volume of water consumed. 

Since the payment of charges for sewer service cannot be 
enforced by cutting off the sewer connection, it is important that 
there be laws, regulations, or contracts enabling the municipality 
to collect bills for such service. Where state laws permit mak- 
ing such charges liens upon property, the collections may be 
made in the same way as taxes. In other cases it may be 
possible to collect bills for sewer service with those for water, 
and to enforce their payment by cutting off the water service 
if necessary. 


! Brappury: “County Sewer District Work in Ohio and Assessments of Cost According 
to Benefits," Proc., A. S. C. E., 1928; 54, 2061. 
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482. Private Financing.—It may sometimes be impossible to 
induce à municipality to construct sewers in newly developed 
streets, and in such cases the sewers may be constructed at the 
cost of the owner of the property. Sometimes such sewers are 
immediately donated to the municipality, the owners considering 
the cost as representing in effect a benefit assessment upon 
their land. Sometimes they remain private sewers for a time, 
but are later purchased by the municipality, or taken when the 
streets are accepted as publie ways. | 

When sewers which are to discharge into the publie sewers 
and will eventually form part of the municipal gystem are con- 
strueted by private enterprise, they should be laid out by or 
subject to the approval of the city authorities, and should be 
constructed under the same specifications as sewers built by the 
city. 


Problems 


1. Estimate the cost of a 12-in. vitrified pipe sewer in a city street if the 
average depth to invert is 10 ft.; length of sewer, 575 ft.; two manholes 
required; width of trench, 3 ft. 

Unit prices: excavation and backfill, $1.50 per cubic yard; 12-in. vitrified 
pipe laid, $1.00 per linear foot; manholes, $15.00 per foot of height above 
invert, including castings; paving, $1.75 per square yard, Allow 15 рег cent 
for overhead and profit, and 10 per cent for contingencies and engineering. 

2. The solid lines on Fig. 222 show a pipe sewer as originally laid out. 
During construction a pipe was discovered at Sta. 0 + 95, which could not 
be disturbed, and a new layout to clear the obstacle had to be made as 


Ee 


к=к of Pipe 106.0 __ 
— 


e 
42" V Pipe” 5:00/* Б 


1720 


x: in 


p 
Profile 
Fia. 222,— Pipe sewer layout for Problem 2. 


shown by dotted lines. A 15-in. pipe was required to replace the 12-in. 
sewer in this stretch. Using the same prices as given in Problem 1, what is 
the estimated cost of the sewers on original and revised locations? No 
intermediate manhole was needed for the original line. Width of trench, 3 
ft. Cost of 15-in. vitrified pipe in place, $1.50 per linear foot. Make same 
allowances as in Problem 1 for overhead, profit, contingencies and engineering. 


FINANCIAL CONSIDERATIONS 741 


3. Estimate the cost of the Oak Grove Ave.-Shattuck St. sewer, the 
profile of which is given in Fig. 53. Use the unit costs and trench width 
given in Problem 1, with the following additions: 


8-in. vitrified pipe laid, at $0.75 per linear foot 
15-in. vitrified pipe laid, at 1.50 per linear foot 
18-in. vitrified pipe laid, at 2.00 per linear foot 


Compute excavation to 2 in. below invert grade. 

4. Make an estimate of the cost of the combined settling tanks and dosing 
tank shown in Fig. 223. 

Allow 2 ft. excavation on all sides for formwork; excavation, $1.50 per 
cubic yard; backfill, $0.50 per cubic yard; concrete, $18.00 per cubie yard; 
forms, $0.35 per square foot; reinforcing steel, 100 Ib. per cubic yard of 
concrete, $0.05 per pound; damp-proofing outside of walls and roof, $0.05 
per square foot; manhole frames and covers, $20.00 each; manhole steps, 
$0.60 each. These unit prices include contractor’s overhead and profit. 
Allow 5 per cent for omissions and 15 per cent for contingencies and engineer- 
ing. (Note that pipes through walls, dosing siphon, etc., are omitted.) 


Settling Tank |} 


керш ee Sah aay Section B-B 


Section C-C 


Section A-A 
Fig. 223.—Settling tanks and dosing tank for Problem 4. 


5. Estimate the cost of two square trickling filters, one 200 by 200 ft. 
inside of walls with stone 10 ft. deep (Fig. 224), and the other of twice the 
area with stone 5 ft. deep. Make the following assumptions: original 
ground is level and at same elevation as stone in filter; excavation 2 ft. 
beyond neat: lines of structure on all sides; thickness of floor, 12 in.; concrete 
walls 12 in. thick, 12-in. freeboard; 24-in. cast iron distributing pipe and 
12-in. laterals; laterals 13 ft. on centers; nozzles 15 ft. on centers along 
laterals. Unit prices: earth excavation, $1.25 per cubic yard; concrete, 
including forms and reinforcing steel, $35 per cubic yard; filter floor, $5.00 
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per square yard; 24-in. cast iron distributor, $5.50 per linear foot in place; 
12-in. cast iron pipe laterals, $2.50 per linear foot; nozzles, $5 each; filter 
stone, $3.50 per cubic yard. Assume profit included in prices given. Add 
5 per cent for omissions and 15 per cent for contingencies and engineering. 


Plan of Trickling Filter 


, 
POO! ana aga ----3 


Section of Trickling Filter 
Fra. 224.— Plan and section of trickling filter for Problem 5. 


6. With the construction and operation costs of tanks with trickling 
filters and activated-sludge plants as given in Table 110, compute the cost 
of construction and the operating cost of each type of plant for an average 
flow of 10 m.g.d. Assuming that the city borrows money at 4 per cent, 
that the replacement fund is as given in the table and that costs are capital- 
ized at 4 per cent, determine the capitalized cost of each type. 

7. What is the total amount of money paid on a $10,000 serial bond which 
is to be paid off in $1,000 yearly payments with interest paid semi-annually 
at an annual rate of 5 per cent? 

8. What is the present worth of the amounts to be paid in the preceding 
problem if the value of money to the taxpayers is 6 per cent? 

9. Fig. 52, shows the sewerage map for sewers in the Carlisle Brook 
Drainage District of Springfield, Mass. Fig. 53 is a profile of the main 
sewer of this district. The estimated cost of the sewers must be paid 
by special assessment based upon frontage. Figure the rate of assess- 
ment per foot of frontage of property served. Exempt corner lots for a 
depth of 60 ft. on one street. Use cost estimate determined in Problem 
3, estimating the cost of all laterals at the cost per linear foot computed for 
the 8-in. Oak Grove Ave. sewer, except the Burr St. sewer, which costs 
$1.00 per linear foot additional. 

10. At a sewage treatment plant it is estimated that the screening equip- 
ment, valued at $10,000, has a useful life of 10 years, while the pumps at the 
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same plant, valued at $15,000, require replacement in 30 years. Compute 
from Table 111 the fund to be set aside annually at 4 per cent to take care 
of these replacements. 

11. Table 110 gives approximate unit costs of construction and operation 
of sewage treatment plants. If we assume the costs are as of Jan., 1929, 
and that the Eng. News-Rec. curve (Fig. 221) applies to this type of con- 
struction, what would have been the cost of tanks and trickling filters per 
million gallons daily if built in Jan., 1916? 
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ATOMIC WEIGHTS OF CERTAIN CHEMICAL ELEMENTS 


Symbol Name Atomic weight 
TEEN ature cele STER e i | Silver 107.880 
ANS MT OE rne ES | Aluminum 26.96 
Жа ais cto ie таа | Arsenic 74.96 
LASER UPS SEES SEA. DAD UR рл Gold 197.2 
Ба Met s IRE OS S eee Barium 137.37 
VU LESS NATRI Mee TA DECIES Bismuth 209.00 
BRI ces ieee Кыллы лкы К Ness telo Bromine 79.916 
OEIL Ap RA aea NM le a rc Carbon 12.000 
tN es рш EINES Co d NONE Calcium 40.07 
ТИТА ЦИЕ ЕА А Chlorine 35.458 
CU res eene iiir eire SIS wer Cobalt 58.97 
(Oro C isis КОКТАУ РУЛ ЧУУСУ Chromium 52.01 
КИЛЫ EE eee ыер Уда Соррег 63.57 
е е аЬ Iron 55.84 
EE cate sse cres e eiae Hydrogen 1.0077 
Tom A eere e nettle me eios Mercury 200.61 
Кый. Жэне ops а INI s ome Iodine 126.932 
i ONU DEED О A E Potassium 39.095 
ME се ее meie e эжеке e eere Magnesium 24.32 
Were omoes UA THIS Ses de Manganese 54.93 
lesse rs arcs SU SORA EDU ч, Nitrogen 14.008 
NR ат Sodium 22.997 
оаза ребре Nickel 58.69 
Asma ONT e ЕЕ Oxygen 16.000 
Dem RN бы RNAi Phosphorus 31.024 
Ph eee tes vu oleate Lead 207.20 
DE s е ле Кер pi T Platinum 195.23 
CS EAMUS Аун А US Ap dtt РЕ Sulphur 32.065 
БЫК ат кшз Antimony 121.77 
S m hf d mee Mut ection Silicon 28.06 
аА асаа Tin 118.70 
ААУ ERES: Zine 65.38 


чо 
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A Activated sludge process, period of aeration, 
656 
Achéres, sewage farm, 437 physical action, 481 
Achorutes viaticus, 575 power consumption, 653, 667 
Activated sludge process, see Aeration; pre-treatment, 643-644 
Contact aerators. problems, 678 


action, 481 
activity, establishing, 644 
aeration, 481, 636-638 
agitation, 658 

diffused air, 672 

mechanical, 639—640, 669, 673 


purification secured, 650—651 
reactivation, 649 

results, 650, 656 

return sludge, 481, 660 

ridge and furrow tanks, 638-639 
San Marcos, 651 


air compressors, 665-668 seeding, 481 
requirements, 658 sludge, analysis, 699-700 
Ardern and Lockett, 482, 636 artificial, 645 


area, 716 

bacterial action, 646 
removal, 711 

bio-aeration, 637 

Birmingham, 653 

Bolton, 641-642 

bulking, 639, 646 

Chicago, 649, 672 

coagulation, 482 

combined with other processes, 653 

Decatur, 672 

described, 479, 481 

design features, 656 

development, 636 

diffused air aeration, 637—638 
agitation, 672 

effluents, analysis, 650—651 

Essen-Rellinghausen, 643, 655 

excess sludge, 654, 661 

flocculation, 482 

Gastonia, 649 

Hartley system, 640, 642, 663 

Houston, 651, 672 

inception, 636 

Indianapolis, 649, 651, 653, 662 

Link-Belt, 641-642, 651 

literature, 677—678 

Manchester, 638, 672 

mechanical aeration, 637, 638 
agitation, 639-640, 669, 673 

Milwaukee, 645, 647, 649, 651, 656, 
672 

named, 482 

oxygen demand of process, 482 
of effluents, 650-651 

partial treatment, 652-654 

Pasadena, 649, 651, 672 


bulking, 369, 646 
digestion, 654-655 
excess, 654, 661 
piping, 671 
properties, 645, 681 
pumping, 671 
return, 652, 656 
seeding, 481 
Sheffield, 640 
Sherman, 651 
Simplex, 640, 642, 657, 663 
volume produced, 648-649, 680 
spiral flow tanks, 638-639 
temperature of digestion, 655 
Toronto, 672 
treatment of effluent, 649 
winter operation, 650 
worms, 369 
* Acts of God," 86 
Adams, J. W., Brooklyn sewerage, 10 
storm water formula, 104—105 
Adiabatic compression, 668 
Aerating filters, 562 
Aeration, 481, 636, see also Activated 
sludge; Air compressors. 
air diffusers, 664 
piping, 665 
required, 658 
arrangement of units, 662 
bio-aeration, 637 
Black and Phelps, work of, 636 
Bolton, 641, 642 
carried too far, 646 
Clark and Gage, work of, 636 
cleaning air, 668 
diffused air, 638, 664, 672 
and mechanical system, 643 
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Aeration, early experiments, 636 
endless channel tanks, 662 
Filtros plates, 664 
Hartley system, 640, 642, 653, 662 
in irrigation process, 429 
Indianapolis, 630 
Link-Belt, 641—642 
Manchester, 638 
mechanical agitation, 639—640, 669, 673 
of bodies of water, 392 
once-through tanks, 662 
oxidation, 380 
period, 656 
power required, 653, 607 
problem, 678 
requires power plant, 24 
ridge and furrow tanks, 638-639, 663 
Sheffield system, 640—642 
Simplex system, 640—642 
Smith's experiments, 636 
spiral flow tanks, 638-639, 663 
stage system, 662 
velocity of circulation of sludge, 661 
Air compressors, 665 
adiabatic compression, 668 
blowers, 666 
centrifugal compressors, 665-666 
isothermal compression, 668 
Nash Hytor compressors, 665 
positive pressure blowers, 665—666 
power required, 667 
single stage piston, 665—666 
types, 665—606 
Air washers, 669 
Air-lock feeds, 612 
Akron, design data for trickling filters, 634 
final sedimentation, 632 
Imhoff tanks, 718 
industrial wastes, effect on sewage, 384 
infiltration, 51 
miles of sewers, 51 
population increase, 35 
siphon spillway, 229 
skimming tank, 515 
Albany, population, 69 
temperature of sewage, 367 
Algae, 368, 370, 393 
Allen, C. A., Worcester sewage disposal, 14 
Allen, K., sludge storage space estimate, 549 
Alliance, basis of design, intermittent 
filters, 632 
contact bed effluents, 579 
Imhoff tanks, 718 
Allis Chalmers pumps, 241 
Altoona, area, 41 
infiltration, 51 
miles of sewers, 51 
population density, 41 
Alvord, Whipple and Eddy, Milwaukee 
investigation, 408 
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American Concrete Institute, requirementa 
for reinforced concrete pipe, 272 
American Public Health Association, bac- 
teria, standards for bathing 
beaches, 415 
defines contamination, pollution, 389 
definitions, 1-2 
relative stability numbers, 378 
sewage analysis methods, 348, 350 
subsurface irrigation, report on, 445 
tests, 373 
American Society for 'Testing Materials, 
cement concrete pipe, 271-272 
pipe standards, 264 
vitrified clay pipe, 266-269 
Amherst, sand filter efficiency, 577 
Andover, population, 54 
sand filter efficiency, 577 
sewage, 54 
Angle of repose, 303 
Antigo, separnte sludge digestion, 
559-560 
Aqueduct, results of head in Tulsa, 145 
Archer, losses of head determination, 143 
Arches, 292—293 
Ardern and  Lockett, 
experiments, 482 
early work at Manchester, 636 
Area, determining tributary to combined 
sewers, 179 
to laterals, 171 
effect of increase on population, 39 
flood flow from large, 108 
for various treatment processes, 716 
forecast, 39 
of 52 American cities, 41 
ratio of at outlet to time of flow, 96 
rational method applied to large, 109 
relation of flood runoff to, inset 111 
runoff from rectangular, 103 
Assessments, special, 738 
Astoria, tidal range, 405 
Athens, irrigation at, 12 
Atlanta, carbide plant wastes, 714 
trickling filter effluents, Intrenchment 
Creek plant, 579 
Peaehtree Creek plant, 579 
Atlas dryers, 695 
Atomic weights, 744 
Attleborough, population, 54 
sewage, quantity, 54 
Austin excavator, 321 
Automatic flush tanks, see Flush tanks. 
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Babbitt, H. E., critical depths for circular 
conduits, 149 
non-uniform flow, 146 
side weirs, 225 
simplified Kutter formula, 125 


INDEX 


Babylon, sewers, 2 
Bach, contact aerators, 037 
Bacilli, 370, see also Bacteria. 
Backwater curves, 146, 151-152 
gates, 222 
Bacteria, 370 
action in activated sludge process, 646 
aerobic, 371, 374, 429 
anaerobic, 371, 374, 711 
B. coli indieators, 373-374 
standard for waters, 414 
Bacilli, 370 
bio-chemical oxygen demand, 349, 360 
cocci, 370 
culture media, 372 
decomposition by, 374 
denitrifying, 356 
destruction by various processes, 711 
determination of, 372 
die in polluted waters, 410 
effect of seasons, 374 
enzymes, 371 
Escherichia coli, 374 
ferments, 371 
fission, 370 
flora, 373 
growth on filters, 479 
in Genesee River water, 396 
in sewage, 374 
life processes, 371, 393 
mortality, 485, 698 
Ohio River studies, 411 
oxidation, 356, 359, 374 
oxidyzing, 356, 429 
parasitic, 370 
pathogenic, 345, 382 
protoplasm, 370 
protozoa, 309, 393, 469 
quantitative test, 373 
resistance to disinfection, 485 
saprophytic, 370 
septic producing, 371 
sewage, 345, 368, 374 
shellfish contamination, 411 
sludge digestion process, 468—469 
spirilla, 370 
standard for waters, 414 
temperature affects, 403 
tests, 347 
typhoid, 345, 370 
viability, 698 
vertical distribution by winds, 407 
zoógloea, 371 
Baker, determination of angle of repose, 303 
Ballast, 564 
Baltimore, activated sludge experiments, 
636 
area, 41 
centrifuges, 694 
complete system designed, 17 
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Baltimore, data for design of combined sys- 
tem, 188 
drum screen, 499 
head varying valve, 625 
house connections forbidden, 10 
inlet channel to sedimentation tanks, 
538 
plan of sewerage system, 18 
population 
density, 41 
growth, 35-36 
pumping sewage, 18, 233 
separate system, 17 
temperature of sewage, 367 
tidal range, 405 
trickling filter distribution system, 498 
effluent analyses, 579 
Banking on curves, 146 
Barbour, F. A., contact bed underdrains, 
601 
dosing apparatus, 615 
sheeting, effect on load, 301 
Barr, studies with triangular weirs, 159 
Bartow and Mohlman, activated sludge 
experiments, 483 
Bathing beaches, bacterial standard for 
waters, 415 
Batten, setting, 254 
Batter boards, 258 
Bayonne, area, 41 
population density, 41 
Bazalgette, J. W., chief engineer, Metro- 
politan commission on sewers, 5 
mean velocity of flow allowance, 6 
Bechman, Paris sewage farm, 440 
Bellmouth, 190, 208 
Bench levels, establishing, 247, 253, 256 
Bends, losses of head at, 144—146 
Berlin, analyses of sewage and effluents, 440 
radial sewerage, 17 
sewage farm, 436-438 
Bernoulli, theorem, 118, 212 
Berrigan press, 692 
Bibliography, activated sludge, 480, 077 
chlorination, 485, 719 
contact aerators, 677 
disposal by dilution, 425 
dosing tanks, 635 
filters, 634—635 
fine screens, 516 
grit chambers, 516 
Imhoff tanks, 560 
industrial wastes treatment, 719 
irrigation, 448 
sedimentation, 485 
separate sludge digestion, 560 
sewage characteristics and behavior, 
385 
treatment methods, 486 
sludge digestion, 486 
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Biilings, infiltration, 51 
miles of sewers, 51 
Bio-aeration, 637 
Biochemicai oxygen demand, 349, 360 
Birmingham, activated sludge process com- 
З bined with other treatment, 653 
design of activated sludge plant, 673 
Hartley aeration tanks, 653 
return sludge, 661 
stage system, 662 
Black and Phelps, aeration experiments, 636 
New York Bay studies, 416 
Blankenstein, contact aerators, 676 
Blasting, 325 
Bleaching powder, 704 
Blowers, see Air compressors. 
Bohr and Bock, carbon dioxide solubility, 
386 
Bolton, mechanical agitation, 641 
Bond issues, 735 
relative economy of, 736 
Boonton, contact beds, 568 
separate sludge-digestion tanks, 559- 
560 
Boston, 
area, 41 
forecasts, 39 
basic data for combined sewers, 188 
Chestnut Hill rainfall curves, 76-77 
cooperative sewer construction, 717 
Deer Island outlet, 421 
early sewerage, 10 
excreta excluded from early sewers, 10 
float observations, 406 
horseshoe section, 285 
inlet castings, 197-198 
manhole head, 207 
Moon Island outlet, 406 
population, at beginning of decade, 36 
density, 41 
growth, 35-36 
rainfall diagram, 74 
rectangular section, 287 
runoff from different classes of surface, 
95 
semi-elliptical section, 283 
sewer outlets, 420 
tide gate, 232 
Boston-Metropolitan Sewer District, infil- 
tration into North, 52 
outfalls of cast iron, 273 
rack screens, 491 
screenings, 504 
Ward Street pumping station, 240, 242 
screen chamber, 494 
Metropolitan Water District, record- 
ing rain gages, 87 
Boundaries, policy regarding extension, 40 
Bracing, see Excavation. 
Bradford, chemical precipitation of grease, 
462 


Branches, location, 257 
recording, 257 
Brick, see Sewers, brick. 
Bridgeport, area, 41 
fine screening plant, 718 
population density, 41 
Bridges, see Sewer bridges. 
Bristol Company, diaphragm pressure gage, 
113 
Broad irrigation, 428 
Brockton, estimate of water supply reaching 
sewers, 44 
metering, 45 
pH control of sludge, 475 
population, 54 
sand filter efficiency, 577 
sewage quantity, 54 
temperature of sewage, 367 
trickling filter operating results, 580 
water consumption, 45 
Weand screen, 499 
Bronx, Borough of, basic data for combined 
sewers, 188 
inlet castings, 199 
pipe cradle, 276 
outlets, 22 
Brooklyn, Borough of, Adam's storm water 
formula, 104 
basie data for combined sewers, 188 
circular section, 281 
combined sewers, 20, 188 
early sewerage, 10 
flushing tunnels, 422 
Fulton Street sewer, 10 
inverted siphon, 218 
population growth, 35-36 
sewer outlets, 22 
step forgings, 205 
Brownian movement, 352 
Bryant and Kuichling, runoff studies, 95 
Buffalo, area, 41 
basic data for combined sewers, 188 
industrial water consumption, 44 
population density, 41 
growth, 35 
Buffer action, 366, 475 
Bugbee, J. W., slope of sedimentation tank 
bottoms, 540 
Builders Iron Foundry, 
pendulum, 162 
water level recorder, 112 
Building connections, advantageous size, 
174 
danger of with separate systems, 15, 
63 
defined, 2 
forbidden in early sewerage, 10 
no ancient, 2 
Roman, 2 
Bulking, 369 
Bunzlau, irrigation at, 12 


diaphragm 
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Bürkli-Ziegler, storm water formula, 104— 
105 

Bury, aeration periods, 657 
design of activated sludge plant, 673 
mechanieal agitation, 073 
Simplex system, 669 

Buswell, contact aerators, 637, 674, 677 
theory of filtration, 480 
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C, values in Chezy formula, 120, 126-127 
California, University of, fertilizing value 
of sludge, 683 
Calumet River, map showing, 424 
Calumet-Sag Canal, map showing, 424 
Cambridge, Mass. area, 41 
population density, 41 
Cambridze, Ohio, phenomenal storm, 87 
Camden, area, 41 
population density, 41 
Canton, analysis of effluents from contact 
beds, 579 
Carbon cycle, 355-357 
dioxide solubility, 386 
Carlisle Brook drainage district, Spring- 
field, plans, 168, 170 
rainfall and runoff curves, 180 
Carriéres-Triel, sewage farm, 437 
Castings, see Inlets; Manholes, etc. 
Catalysts, 469 
Catch basins, 190, 195 
castings, 197 
bedding, 199 
Chicago, cleaning, 196 
cleaning, 196 
Manhattan type, 197 
materials for, 197 
need for, reduced, 195 
Newark type, 196 
Rochester does not use, 196 
Centrifuges, for dewatering sludge, 694 
Cesspools, disadvantages, 9 
leaching, 442—443 
London, 4 
Paris, 9 
Chadwick, Edwin, separate sewerage, 11 
Channels, Chezy formula, 120 
chute, 151 
critical depth, 147-148 
formulas for flow in open, 120 
Hazen and Williams work, 126 
Kutter formula, 121-124 
losses of head, 141—146 
Manning formula, 125 
problem of design, 166 
simplified Kutter formula, 125 
values of n, 122-124 
velocity head, 142 
in open, 135-137 
Charges for service, 739 
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Charles River Dam, dilution requirements 
in basin, 413 
Charleston, area, 41 
infiltration, 51 
miles of sewers, 51 
population density, 41 
tidal range, 405 
Chatham, contact beds, 568 
Chemical precipitation, 461 
action, 462, 465 
adsorption, 466 
alum, 462, 466 
bacterial reduction, 711 
Bradford, 462 
coagulation, 461 
copperas and lime, 463 
defined, 461 
flocculation, 457, 461 
hydrogen-ion concentration, 467 
ionization, 466 
iron and lime process, 463 
wastes, 464 
lime, 464 
precipitants, 461, 466 
precipitates, formation of, 466 
problems, 486, 487 
sludge, character of, 682 
handling and disposal, 462 
sulphur dioxide, 465 
sulphuric acid, 462, 465 
tanks, see Sedimentation tanks. 
volume of sludge produced, 680 
Chesapeake Bay, 17 
Chesbrough, Е. 8., Boston sewerage, 10 
Chicago sewerage, 10 
Paris sewers, 8 
Chester, area, 41 
population density, 41 
Chestnut Hill Reservoir, see Boston. 
Cheyenne, irrigation, 438 
Chezy formula, 120 
problem for use of, 167 
values of C, 120, 126-127 
Chicago, activated sludge tests, 654 
air piping, 665 
area, 41 
bacteria in sewage, 374 
basic data for combined sewers, 188 
eatchbasin cleaning, 196 
design of plant using diffused air, 672 
dilution provided in drainage canal, 412 
drainage arens, 55 
canal, 412, 423-424 
dropdown curves, 146 
dry weather runoff, 55 
early sewerage, 10 
flushing tunnels, 422 
gas collection, Calumet plant, 555-556 
production problem, 511 
industrial wastes, effect on sewage, 384 
location of rivers and canals, 424 
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Chicago, manhole head, 208 
map of drainage district, 470 
North Side pumping station, 243 
population density, 41, 55 
growth, 35 
reversible manhole frame, 206 
semi-cireular sewer section, 288 
siphon spillways, 243 
sludge production, Des Plaines plant, 
649 
temperature of sewage, 367 
Chicago Pump Company, Flush-Kleen 
ejector, 241 
Chlorination, 703 
bleaching powder, 484, 704, 707 
Boston, 703 
calcium hypochlorite, 484 
chemical reactions, 484 
chlorine and chlorine compounds, 703 
gas, 484, 707 
contact periods, 710 
dosage, 709 
electrolytic chlorine, 704 
emergency disinfection apparatus, 709 
germicidal action, 711 
hypochlorites, 484 
liquid chlorine, 704-705 
methods, 705 
Milwaukee, 696 
odor control, 710 
orifice feed tank, 708 
Pittsburgh tank, 708 
Red Bank, 703 
reduces B.O.D., 712 
residual chlorine, 485 
theory, 484 
Wallace and Tiernan chlorinator, 706 
Cholera outbreaks, 5 
India, 5 
London, 5 
Paris, 7 
Chute, 151 
Cincinnati, area increase, 40 
bacteria in sewage, 374 
in Ohio River water, 411 
basic data for combined sewers, 189 
commercial districts, sewage flow, 60, 
61 
gaging chamber, 115 
ground water allowances, 65 
industrial districts, flow from, 61-62 
wastes, 383 
intercepter estimates, 63-68 
metering, 45 
population, 61, 64 
density, 64 
problem, intercepter design, 70 
reaeration of a stream, 398 
sewage flow, commercial districts, 60-61 
industrial districts, 61-62 
maximum to provide for, 66—68 
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Cincinnati, sewage flow, variations in, 59 
sewer districts, populations and areas, 
64 
Cippoletti weir, 159 
Circular sewers, critical depths, 149 
hydraulic diagrams, inset 128 
Claims, account flooding, 25, 186 
pollution, 389 
contractors', 246 
Clark, filter bed depths, 570, 587 
Clark and Gage, aeration experiments, 636 
dosing contact beds, 608 
Cleaning, methods of, see Deposits. 
bucket and hoist for catch basins, 196 
ejector for catch basins, 196 
flush tanks, 190, 219-220 
flushing from brooks, 219 
of inlets, 190 
manholes, 190, 219 
of inverted siphons, 213 
siphons, 219 
Cleanout chambers for inverted siphons, 213 
Cleveland, area, 41 
basic data for combined sewers, 188 
grit chambers, 507, 509 
used for filling, 512 
Imhoff tank design problem, 560 
intercepters, 22-23 
metering, 45 
outfalls of cast iron, 273 
Parmley storm water formula, 104 
population, density, 41 
growth, 36 
screen problem, 517 
screenings, 504 
side weir, 224 
sludge analyses, 699 | 
disposal in Lake Erie, 696 
temperature of sewage, 367 
water consumption, 45—46 
winter operation, 652 
Clifford, W., trickling filter tests, 585 
Clinton, distribution of sewage on sand 
filters, 591 
population, 54 
sand filter efficiency, 577 
sewage quantity, 54 
Cloud-bursts, 85 
Coagulation of sewage matters, 366, 393 
Cocci, 370 
Coefficients, average according to zone 
principle, 94 
distribution of rainfall, 92 
hydraulic formulas, 122-129 
interfacial contact, 660 
problem for use in sewer design, 116 
retardation, 92 
retention, 92 
runoff, 90, 188 
determination of, 177 
impervious surfaces, 98 
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Coefficients, runoff, in streams during floods, 
109 
pervious surfaces, 100 
soil friction, 299, 301 
solubility, 363 
surface loads, 313 
Coffin regulator, 223 
Cohn, selling sludge to farmers, 697 
Coleman, С. 8. and Dempster Smith, side 
weirs, 225 
Colorado Agricultural College, Venturi 
flume, 164 
Columbus, area, 41 
dosing contact beds, 608 
population density, 41 
sludge analysis, 699 
trickling filter, distribution system, 598 
grouping, 590 
influent and effluent analyses, 579 
underdrains, 603 
Combined sewers, 175 
Baltimore, 188 
Boston, 188 
Brooklyn Borough, 20, 188 
Buffalo, 188 
Carlisle Brook drainage area, Spring- 
field, 168, 170, 180 
Chicago, 188 
Cincinnati, 189 
Cleveland, 188 
compared with separate, 15 
defined, 2, 168 
design data, 179, 183, 188-189 
designed to run full, 89 
Detroit, 189 
dry weather flow, 185 
economic considerations, 177 
grades, 179 
inlet time, 178 
laterals, 182 
Louisville, 189 
low flow conditions, 182 
Manhattan Borough, 19, 188 
manholes, 182 
New York City, 188 
period of design, 178, 182 
. Philadelphia, 189 
Portland, Ore., 189 
problems in design, 187 
rainfall curve adoption, 176 
rational methods used, 187 
regulating devices, 190 
Richmond Boro., 188 
Rochester, 189 
roof water allowance, 181 
runoff coefficients, 177 
curves, 176, 178 
St. Louis, 189 
San Francisco, 189 
Schenectady, 189 
slopes, 179 
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Combined sewers, special structures, 190 
Springfield, 180, 189 
storm frequency, 184 
submains, 182 
Washington, D. C., 189 
Commercial districts, sewage flow from, 
60-61 
Concord, intermittent filter design, 032 
manhole invert, 202 
population, 54 
sand filter efficiency, 577 
sewage flow, 54 
Concrete, see Sewers, concrete. 
Conduits, formulas for estimating flow, 120 
hydraulics, 117 
velocities, 134 
Conference of State Sanitary Engineers, 
bacterial standards for bathing 
beaches, 415 
Contact aerators, 674 
air distribution, 677 
Blankenstein, 676 
brushwood, 677 
Buswell, 674 
cinders, 077 
coke, 677 
described, 637 
design factors, 676 
developed in Germany, 674 
Hagen, 676 
Imhoff, 674 
laths, 677 
literature, 677 
mats, 677 
Menden, 676 
operating results, 675 
problem, 678 
single story, 675 
stringers, 677 
tests of Mahr and Sierp, 675, 676 
two story, 675 
Velbert, 676 
Contact beds, 564 
Alliance plant, design data, 632-633 
analyses of influents and effluents, 
579 
arrangement, 504 
automatic dosing, 609 
bacterial removal, 711 
cleaning, 573 
clogging of beds, 571-574 
defined, 479 
depths of beds, 587 
design data, 633 
distribution, 593 
dosing cycles, 607 
double, 564 
early use, 14 
effect of depth on loading, 569 
efficiency, 576 
effluents, 567, 579, 581 
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Contact beds, final sedimentation required, 
581 
grouping, 590 
loading, 569 
Madison-Chatham, design data, 632- 
633 
Manchester beds, 590, 602 
Mansfield beds, 590, 593, 601 
maturing of beds, 571 
media, 564, 565, 583, 586 
odors, 574 
Plainfield beds, 590 
preliminary treatment essential, 566 
primary bed, 564 
problems, 635 
secondary bed, 564 
subsurface distributors, 593 
triple contact, 565 
typical installations, 
632-633 
voids, 565 
Contamination defined, 389 
Contingencies, allowances for, 728 
Contours, defined, 93 
in sewerage mapping, 168 
time, 94-95 
Contract drawings, Louisville sewer, 251 
Contracts, preparation of, 250 
Convection currents, 117 
Copeland, activated sludge at Milwaukee, 
645, 656-657 
Corbett, trickling filter development, 562 
Corwin, T. J., manhole cover tests, 206 
Costs, bonds, 735-736 
capitalized, 733 
computation of annual charges, 733 
estimating, 720 
examples, 734 
fluctuating, 724 
curves showing, 725 
index numbers, 724 
maintenance, 732 
methods of financing, 735 
operating, 732 
sinking fund, 735-736 
total annual charges, 732 
working up data, 720 
Coulomb, determination of pressure, 304 
Covington, area, 41 
population density, 41 
Cradles, Bronx, 276 
Medford, 276 
Philadelphia, 276 
types, 276 
use in pipe laying, 275 
Craigentinny meadows, irrigation, 12 
Creager and Justin, Scobey's hydraulic 
diagram, inset 128 
Crenothrix polyspora, 587 
Critical depth, 147 
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Crops, irrigation, 430 
prejudice against sewage as fertilizer, 
442 
Croydon, failure of separate system, 12 
Crustacea, 369, 393 
Culvert pipe investigations, 315 
Current meters for measuring sewage, 166 
Currents at Milwaukee, 407—409 
effect on sedimentation, 457 
thermophone measurements, 408 
vertical, 407 
wind produces, 406 
Curves, banking on, 146 
loss of head, 144-146 
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Danbury, sewage farm, 438 
Dayton, area, 41 
Imhoff tank plant, 167, 718 
industrial wastes, effect on sewage, 384 
population, density, 41 
problem on influent conduit to Imhoff 
tank, 167 
Decatur, activated sludge plant, 653, 672 
Deer Island outlet, 421 
Deflecting bulkhead for side weir, 228 
Degradation, 393 
zone of, 394 
Denitrification, bacterial, 356 
Density, see Population density 
Denver, sewage discharge, 48 
water contributed to sewage, 47-48 
Deposits, adhesive, 138 
decomposition, 410 
erosive action, 140 
from unsettled sewage, 345 
in bodies of water, 409 
in catch basins, 196 
in grit chambers, 507 
in Illinois River, 410 
in intercepters, 62 
in inverted siphons, 212 
in junction chambers, 211 
Louisville, 140 
transporting power of water, 136-139 
Worcester, 140 
Depressed sewer, 212 
Des Moines, population, 69 
Des Plaines River, Lake Michigan water 
diversion, 423 
map showing, 424 
reaeration studies, 399 
Detroit, area, 41 
basic data for combined sewers, 189 
infiltration, 51 
miles of sewers, 51 
population, density, 41 
growth, 36 
runoff coefficients for rectangular areas, 
103 
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Detroit, runoff curves, 102 
tunnelling, 341 
Diamond versus North Attleborough, 25 
Dibdin, intermittent sand filters, 562 
Diénert, Paris sewage farm, 440 
Diffused-air aeration, 637—638 
air diffusers, 664 
functions, 638 
ridge and furrow tanks, 638 
spiral flow tanks, 638 
Digestible solids, 546 
Digestion tanks, stabilize fresh solids, 380 
Dilution method of disposal, 21 
artificial dilution, 422 
bibliography, 425 
cheap but satisfactory, 24 
Chicago drainage canal require- 
ments, 412 
defined, 428 
economic considerations, 389 
English standards for effluents, 412 
esthetic considerations, 389 
factors, 413 
fish ponds, 423 
hygienic considerations, 389 
inception, 387 
increasing restriction, 388 
lake outfalls, 418 
legal considerations, 389 
limitations, 388-389 
problems, 426 
projects, 417 
ratio, 414 
regulated on basis of oxygen 
demand and supply, 414 
requirements, 411 
river outfalls, 418 
standards of, 411 
Direct oxidation process, 467 
Disinfection, 483, 703, see also Chlorination. 
action of chemicals, 393 
chlorination, 484 
contact periods, 710 
defined, 483 
efficiency, 710 
Huntington, 710-711 
methods, 484 
problem, 486 
sterilization, 484 
Tiedeman, 710-711 
Dispersion, 392 
Distributors, 598 
nir lock feeds, 612 
automatic, 609 
Baltimore, 598 
Barbour apparatus, 615 
Columbus system, 598 
Fiddian, 595 
Fitchburg system, 598-599 
mechanically controlled, 615 
Miller siphons, 610, 613 
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Distributors, moving, 593 
nozzles, see Nozzles. 
pipe, 591, 593 
revolving, 593-594 
siphons, 610 
splash plates, 593, 595 
spraying nozzles, 593 
stationary, 593 
timed siphons, 613-614 
tipping trays, 593, 595 
traveling, 593 
trough, 591, 593 
water wheel, 594-595 
Ditch conditions, 315 
Dorr detritor, 511—512 
digester, 531 
sludge equipment, 524, 531, 553 
Dorrco screen, see Screens, fine. 
Dortmund tank, see Sedimentation tanks; 
Settling tanks, final. 
Dosing tanks, 620, see also Siphons. 
cost estimate problem, 741 
Fitchburg 621, 623 
hydraulics, 620 
losses, 623 
Pacific Flush Tank Co. studies, 623 
problems, 635, 741 
shape, 620 
single, 621 
twin, 621-622 
types, 621 
Drag line, 321 
Drains, building defined, 30 
defined, 168 
Marston's culvert pipe investigations, 
270, 315 
typical system in buildings, 27 
Drawdown curve, 146, 148-149 
Dresden, weir studies, 224, 226 
Drills, jackhammer, 324 
Sergeant, 324 
Drop manholes see Manholes. 
Dropdown curve, Hill's use at Chicago, 146 
Husted's method, 146 
Dry-carriage system, 9 
Dryers, sludge, 695 
Atlas, 695 
Dunbar, Berlin sewage farm, 440 
filter experiments, 585 
theory of biological action on filter, 
480 
Dyes for measuring sewage, 165 
as pH indicators, 360 
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Earth pressures, see Soil, 
East Aurora, infiltration, 51 
miles of sewers, 51 
East Orange, area, 41 

infiltration, 51 
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East Orange, miles of sewers, 51 
population density, 41 
Eastern Clay Products Company, standards 
for vitrified pipe, 207 
Eberth, discovers typhoid, 13 
Eddy, H. P., industrial wastes disposal 
study, 712 
study of loss of head due to curvature, 
144-145 
Eductors, 512 
Effiuents, from activated sludge process, 
650—651 
from filtration plants, 567 
problems, 427 
standards for, 412 
Ejectors, electric centrifugal, 240 
Flush-kleen, 241 
pneumatic type, 238, 240 
Shone, 239 
Electric car loadings, 309, 311 
Electrolytic treatment, 467 
direct oxidation process, 467 
flocculation and sedimentation, 457 
Elizabeth, area, 41 
population density, 41 
Empirical formulas, 104 
comparison of formulas, 105 
methods for estimating storm water 
flow, 103 
Emscher tank, see Separate digestion tanks; 
Sedimentation tanks. 
Emschergenossenschaft, rack, 490 
Engels, Hubert, side weir studies, 224, 226 
Engineering 
costs, 728 
during construction, 252 
backfill, 263 
batter boards, 258 
claims of contractor, 246 
cross-sectioning surface, 257 
excavation, 263 
field notes, 255 
inspection, 259 
laying out trenchwork, 252 
quantity surveys, 256 
recording pipe sizes and locations, 
257 
records, 255 
reference marks, 252 
relationship to contractor, 263 
*heeting, 263 
atructural surveying, 258 
England, aeration tanks, 639 
air piping practice, 665 
early sewage, 4 
intensive sewerage treatment, 13 
irrigation, 12-13, 433-434 
Local Government Board, 14 
Metropolitan Board of Works, 5 
Metropolitan Commission of Sewers, 5 
nuisances removal act, 13 
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England, rainfall, 11 
Rivers Pollution Prevention Act, 13 
Sanitary code, 7 
separate sewerage, 11 
storm flow limitation, 20, 63 
treated on irrigation areas, 434 
use of sludge for fertilizer, 700 
Entry head, 118, 143 
Eosin, use for measuring sewage, 165 
Equation of continuity, 120 
Erie, lake, sludge disposal in, 696 
Erosion, by deposits in sewers, 140 
Escherichia coli, 373 
Essen-Rellinghausen, activated sludge plant 
design, 673 
aeration units, 643, 655 
air required, 658-659 
period of aeration, 657 
Estimates, 720 
alternate projects, 731 
based on reproduction cost, 722 
bonds, 735 
capitalized costs, 733 
comparison of annual charges, 733 
construction costs, 731 
contingencies, 728 
contractor's preliminary estimates, 721 
profit, 727 
data for problems, 734-735 
defined, 720 
engineering costs, 728 
Engineering News-Record index prices, 
726 
examples, 729, 734 
final, 720-721 
force account sheet, 723 
general, 722 
illustrative example, 729 
index numbers, 724, 726 
interest during construction, 729 
kinds, 720 
methods of financing, 735 
of value, 721 
overhead, 727 
preliminary, 720 
progress, 720-721 
reproduction cost, 722 
synthetic, 726 
total annual charges, 732 
unit prices, 722 
Ether soluble matter, 360 
Excavation, 318 
backfill, 260 
behavior of soils, 330 
blasting, 325 
box sheeting, 329, 335 
bracing, 318, 328, 334, 330—340 
check depth of cut, 256 
classification of materials, 318 
cross bracing, 329 
drilling, 323-324 
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Excavation, embankment loads, 315 
explosions, 325 
extension bracing, 340 
for masonry sewers, 290 
hand work, 319 
jetting, 338 
loads, see Loads. 
materials and tools for sheeting, 339 
opening trench, 319 
poling boards, 336 
pumping trenches, 326 
quantities, 256, 342 
quicksand, 332 
rangers, 329 
rock, 318, 323 
seasonal element, 318 
sheeting, left in place, 301 
skeleton, 337 
types, 333 
vertical, 333 
shoring, 328-329 
tunnels, 341 
skeleton sheeting, 337 
stay bracing, 337 
timbering, 338 
trenching machinery, 320-323 
vertical sheeting, 333 
waling, 327 
Evansville, area, 41 
population density, 41 
Excreta, excluded from early sewers, 10 
Experimental plants, 718 
Baltimore, 718 
Chicago, 718 
Cleveland, 718 
Milwaukee, 718 
New Haven, 718 
Philadelphia, 718 
Worcester, 718 


F 


Fair, С. M., citation, 674 
pH of sludge, 475 
Fairbanks-Morse, centrifugal pump, 235 
impeller, 236 
Fall, defined, 117 
through treatment plant, 21 
Fall River, industrial water consumption, 44 
Fertilizer, commercial use, 701 
Glasgow sludge, 701 
in England, 700 
ingredients of sludge, 683 
literature, 702 
Milwaukee sludge, 700 
moisture content of sludge to be sold, 
681 
problem, 702 
use of sludge, 698, 700 
value, activated sludge, 654 
grit, 512 
sewage, 430 
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Fertilizer, value, sludge, 698, 700 
Fiddian distributor, 595 
Field notes, 255-256 
Filtration, 478 
action, 479 
bacterial development, 479 
Buswell's theory, 480 
Clark's observations, 570 
cleaning, 573 
clogging of bed, 571-573 
contact beds, 479, 564 
depth of beds, 586 
design principles, 581 
development, 562 
distribution of sewage, 501 
dosing, 606 
Dunbar theory, 480 
effect of depth on loading, 569-571 
efficiency, 576 
effluent, 507 
filter loading, 508 
final treatment, 567 
general features of filters, 563 
grouping of beds, 589 
Hampton theory, 480 
in irrigation process, 429, 431 
loading, 569, 586 
maturing of beds, 571 
media, 581—586 
nozzle clogging, 566 
odors from filters, 574 
of activated sludge, 690 
oxidation, 380 
pooling, 573 
preliminary treatment, 566 
“ripe” beds, 571 
sand, 581 
storage period, 572 
trickling filters, 479, 565 
unloading of beds, 572 
winter operation, 575-578 
worms on bed, 573 
Filtros plates, for aeration, 664 
for filtering sludge, 691 
*' First flushings,” 62 
Fischer and Quimby, 
digestion, 557 
Fish, conservation of, 415 
ponds, 423 
Fitchburg, design data for trickling filters, 
634 
dosing tank, 621, 623 
final settling tanks, 632 
flies on filters, 575 
Imhoff tanks, 558-559 
industrial district sewage flow, 61 
wastes, 383 
population, 54 
trickling filter influent and effluent 
analyses, 579 
operating results, 580 
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FitzGerald, Desmond, rain gage, 74 
Flies, about sewage filters, 575 
Achorutes viaticus, 575 
Fitchburg filters, 575 
irrigation areas, 441 
Psychoda alternata, 575 
Flight sewers, see Sewers, flight. 
Flocculation, 457 
chemical, 457 
electrolytic, 457 
salt water induces, 457 
Floats for measuring sewage, 166 
for determining currents, 405 
Flooding, claims for, 25 
liability for, 186 
Flow, see Sewage flow. 
in sewers, Bazalgette's mean velocity 
allowance, 6 
Flush tanks, 190, 219 
Miller Potter, 220, 222 
Miller type, 220-221 
Rhoads-Miller, 220, 222 
Folsom, Dr. C. F., Boston sewage, 10 
Report on European Disposal, 14 
Folwell, manhole height, 203 
Force account sheet, 723 
Fort, E. J., Brooklyn sewerage, 20 
Fort Collins, Venturi flume studies, 165 
Fort Wayne, area forecast, 39 
Fort Worth, industrial wastes, effect on 
sewage, 384 
Fowler, aeration experiments, 636 
Foxboro Company, diagram pressure gage, 
114 
Framingham, population, 54 
sand filter efficiency, 577 
sewage flow, 54 
Francis, weir formula, 156 
Frank, activated sludge experiments, 636 
Frankfort, rack problem, 517 
Frankland, development of 
sand filters, 562 
Franklin, population, 54 
sewage flow, 54 
Freeman, transporting power of water, 136 
Freight car, londings, 308, 311 
Fresno, sewage farm, 438 
Frictional loss in head, 118, 120 
Friez, Julien P. and Son, recording rain 
gage, 72-73 
Fritzsche formula, 665 
Frontinus, use of water for flushing, 3 
Fteley and Stearns, weir formula, 156 
Fuertes, water consumption data, 46 
Fuller, G. W., dissolved oxygen require- 
ment, 416 
Fuller and McClintock, air piping, 665 
rack screens, 490 
Fungi, 369, 393 


intermittent 


SEWERAGE AND SEWAGE DISPOSAL 


G 


Gages, see Rain gages; Sewage gages. 
Galveston, rainfall curves, 79 
tidal range, 405 
Ganguillet and Kutter, values of n in 
Kutter's formula, 122-124 
Garbage, see Refuse. 
Gardner, population, 54 
sand filter efficiency, 577 
sewage flow, 54 
Gary, population increase, 34 
Gas collection, 554 
Birmingham, 555 
calorific value of gases, 556 
Chicago Calumet plant, 555, 561 
problem, 561 
Gascoigne, Cleveland grit chambers, 509— 


510 

Gastonia, volume of activated sludge 
produced, 649 

General Filtration Company, diffusion 
plates, 664 

Genesee River, effect of sewage discharges, 
395-396 


problem on, 426 
zones of pohution, 396 
Gennevilliers, sewage farm, 437 
Germany, early sewage treatment, 14 
typhoid discovered, 13 
Gilbert, Grover K, transporting 
of water, 137 
Glasgow, return sludge studies, 660 
problem on sludge, 678 
use of sludge as fertilizer, 701 
Gloversville, design data for 
filter, 634 
final settling tanks, 632 
industrial wastes, 383-384 
inlet to vertical flow tanks, 539 
intermittent sand filters, 568 
suspended matter removed by vertical 
sedimentation tank, 534 
temperature of sewage, 367 
trickling filter drains, 604 
vertical] flow sedimentation tanks, 
537, 558 
Goldsboro, infiltration, 51 
miles of sewers, 51 
Goodell, Edwin B, water pollution, 391 
Goodnough, X. H., dilution requirments, 
413 
Gow, C. R., quicksand, 333 
Grade boards, 253, 256 
Grades, ascertain existing, 247 
combined sewers, 179, 182 
defined for trenchwork, 253 
drains, 179, 182 
European maximum, 141 
flat, 139 
slopes with separate sewers, 174 


power 


trickling 
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Grades, giving minimum velocities, 139 
hydraulic grade lines, variations in, 
136 
lines for, 253-254 
pipe sewers in the separate system, 
140 
relation between street grade and 
inlet capacity, 192 
self-cleansing, 139 
separate sewers, 169, 174 
uniform velocity, 135 
Grease removal, grease traps, 516 
skimming detritus tanks, 516 
skimming tanks, 513 
traps, 516 
Great Britain, see England. 
Great lakes, currents, 406, 409 
Grecian, ancient sewers, 2 
Gregory, C. E., run-off computation, 89 
storm water formula, 104—105 
Grit catcher, 506 
chamber, 506 
as preliminary treatment for filtra- 
tion, 566 
bacterial removal, 711 
burial of deposit, 512 
character of deposit, 507 
cleaning, 510—512 
Cleveland, 507, 509-510 
described, 506 
design, 508-510 
detention period, 508 
disposal, 512 
Dorr detritor, 511-512 
exclusion of organic matters, 506 
-hand cleaning, 511 
literature, 516 
mechanical, 511 
object, 506 
problems of design, 486, 517 
on velocity, 166-167 
quantity of deposit, 507 
removal of mineral solids, 451 
Rochester, Irondequoit plant, 459 
-storage space, 509 
use, 506 
previous to activated sludge treat- 
ment, 644 
Ground water, see Infiltration. 
estimate of quantity, 49 
infiltration, 50 


H 


Hagen, design features of contact aerators, 
676 
Hamburg, Lindley's sewerage, 3 
rack problem, 517 
screen, 494 
Hampton theory, filter straining, 480 
Hansen, Paul, density of population, 42 
Harris, return sludge studies, 660 
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Harrisburg, area, 41 
population density, 41 
water consumption, 46 
Hart vs. Neillsville, 25 
Hartford, area, 41 
metering, 45 
population density, 41 
water consumption, 45 
Hartley system of mechanical agitation, 640 
Hartwell, D. A., Fitchburg trickling filters, 


565 
Hatton, T. C., activated sludge experi- 
ments, 636 


Hawksley, storm water formula, 104—105 
Haworth, mechanical agitation, 641 
Haywood, W., engineer for City Comrs. 
of Sewers, 5 E 
work, 5-6 
Hazen, Allen, dilution requirements, 413 
formula, 126 
sand tests, 452, 581 
theory of sedimentation, 453, 509, 517 
application of, 459 
limitation of, 457 
Hazen and Williams, comparison of sewer 
sizes, 128 
formula, 126 
Hazlehurst, J. N., tamping loads, 314 
Head, curves, 144 
defined, 117 
entry, 143 
losses, 141 
from changes in cross-section, 143 
in fine screens, 497 
in manholes, 174 
in valves, 144 
recovery of velocity, 142 
U. 8. Reclamation Office experiments, 
142 
Heisig and Wilson, sludge dewatering, 688 
Henry, Prof. A. J., maximum intensity of 
downpour, 90 
Hering, Rudolph, advantages of separate 
system, 16 
European investigation of sewerage, 12 
influence of topography on sewerage, 19 
runoff measurements, 01 
storm water formula, 104—105 
Hering and  Trautwine, translation of 
Ganguillet and Kutter, 124 
Hering, Williams and Artingstall, dilution 
requirements for Chicago drainage 
canal, 412 
Herschel, Clemens, citation from Frontinus, 3 
Hill, C. D., dropdown curve, 146 
Hinds, Julian, siphon and flume design, 212 
Historical resumé, 2 
ancient, 102 
development of sewage treatment, 12 
disposal by dilution, 387 
early American, 9—10 
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Historical resumé, early English, 4 
modern, 3 
Paris, 7 
introduction of separate system, 10 
renaissance, 3 
Hoboken, area, 41 
population density, 41 
Hobrecht, radial sewerage, 17 
Hofer, B., fishponds, 423 
Holmes, Glenn D, Syracuse baffled side weir, 
226-227 
Hope Creek flume, velocity head studies, 
142 
Hopedale, population, 54 
sand filter efficiency, 577 
sewage flow, 54 
Horner, W. W., inlet capacity tests, 192 
runoff percentages, 97 


studies, 89 
Horton, Robert E. values of n, 124 
House connections, see Building соп- 


nections. 
Houston, analysis of effluent from activated 
sludge plant, 651 
design of activated sludge plant, 672 
sludge analysis, 699 
Hudson, population, 54 
sand filter efficiency, 577 
sewage flow, 54 
Hughes and Safford, Kutter formula, 125 
Venturi meter tube discharge, 160 
Hugo, Victor, citation, 436 
Humblot, Paris sewers, 8 
Humus 
sludge, 469, 680 
tanks, 522 
volume of sludge, 680 
Huntington, chlorinator, 710-711 
efficiency of disinfection, 710 
Hurd, velocity of sludge circulation, 662 
Husted,Alva G., backwater and dropdown 
curves, 146 
Hydraulic 
grade line, 118 
jump, 153 
defined, 153 
Hind's studies, 146 
in a chute, 151 
recovery of velocity head, 141 
Hydraulics of sewers, 117 
problems, 166 
Hydrogen-ion concentration, 364, 467, 475- 
476 
in sludge dewatering, 689 
problems, 487 ^ 
Hydrolysis, 358, 392 
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Illinois River, Lake Michigan water diver- 
sion, 423 
map showing, 424 
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Illinois River 
reaeration studies, 399 
sludge deposits, 410 
Illinois, University of, side weir experiments, 
225 
Imhoff, K., cone, 353 
contact aerators, 637, 674, 677 
Essen-Rellinghausen aeration units, 643 
skimming tanks, 514 
sludge digestion studies, 655 
Imhoff tanks, foaming, 369, see also sedi- 
mentation tanks, septic. 
for digesting activated sludge, 655 
gas collection, 554—555 
problem of influent conduit design, 167 
Rochester, 419 
Impervious surface, considered in runoff 
computation, 90 
for typical block, 42 
Index numbers, 724 
Engineering News-Record, 726 
India, cholera outbreak, 5 
Indiana State Board of Health, emergency 
disinfecting apparatus, 709, 
Indianapolis, aeration tanks, 639 
analysis of effluent from activated 
sludge plant, 651 
design of activated sludge plant, 
672 
metering, 45 
spiral flow tanks, 663 
velocity of sludge concentration, 
662 
volume of activated sludge pro- 
duced, 649 
water consumption, 45 
Industrial districts 
sewage flow, 61 
wastes, 355, 362, 383 
acid, 712 
brewery, 383 
carbide plant, 714 
classification, 713 
coagulation action, 464 
copper, 384 
defined, 344 
disposal, 712 
effect on activated sludge process, 652 
on municipal sewage, 714 
sludge digestion adversely, 477 
gas house wastes, 712 
germicidal action, 363, 393 
gingham mill, 383 
glue wastes, 712 
iron wastes, 385, 464 
literature, 719 
mine waters, 712 
oil wells, 712 
packing house, 383-384 
phenol, 712 
paper mill, 383-384 
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Industrial wastes, pickling liquors, 714 Interfacial contact, coefficient of, 660 


problems, 386 Intermittent filtration, at Lawrence, 14 
render water purification difficult, requirements, 24 
712 sand filters, 716 
rubber, 384 area required, 716 
salt works, 712 automatic dosing, 609 


tannery, 383-384, 712 
toxic properties, 712 
treatment, 715 
woolen, 383 


Infiltration, 50 


allowance for Cincinnati intercepters, 
65 

amounts at various places, tabulated, 
51 

manhole covers, 208 

masonry sewers, 292 

measurement during inspection, 262 

North Metropolitan sewers, 52 

Toledo, 53 

Worcester, 52 


Ingersoll Rand Co., drills, 324 
Inlet time, 89, 178 


allowance in 17 American cities, 188 


Inlets, 190-191 


bedding, 199 
Boston, 197-198 
Bronx, 199 
capacity, 192 
castings, 197 
flushing, 190 
grating, 192 

head, 199 

locating, 191 

Los Angeles, 193 
Manhattan, 193-194 
St. Louis studies, 192 


Inspection, concrete materials, 261 


daily, 262 

final, 262 

object of, 259 

relationship to contractor, 263 


Intercepters, advantages, 22 


Cincinnati, estimates, 63-68 
Cleveland, 22-23 

defined, 2 

ground water allowances at Cincinnati, 


65 
introduced by Bazalgette, 5 
London, 5 
Paris, 8 
period of design, 33, 63 
problem, capacity, 69-70 
provision for storm flow, 62 
regulating devices, 190, 222 
sewage flow allowances for Cincinnati 
intercepters, 59-68 
siphon spillway, 229 
surplus capacity, 62 


Interest during construction, 729 


bacterial removal, 711 
basis of design at 
Alliance, 632 
Concord, 632 
Marlborough, 632 
cleaning beds, 573 
clogging of beds, 571 
contact method, 562 
defined, 479 
depth of bed, 587 
described, 431 
distribution, 592 
distribution of sewage, 591 
dosing cycles, 606 
early developments, 562 
effect of depth on loading, 569 
efficiency, 576-577 
Amherst, 577 
Andover, 577 
Brockton, 577 
Clinton, 577 
Concord, 577 
Framingham, 577 
Gardner, 577 
Hopedale, 577 
Hudson, 577 
Leicester, 577 
Marion, 577 
Marlborough, 577 
Milford, 577 
Natick, 577 
North Attleborough, 577 
Northbridge, 577 
Norwood, 577 
Pittsfield, 577 
Southbridge, 577 
Spencer, 577 
Stockbridge, 577 
Westborough, 577 
Worcester, 577 
effluents, 567—568 
fill and draw method, 562 
Frankland, work of, 562 
Gloversville, 568 
grouping, 589 
Manchester distribution, 592 
Marlborough distribution, 592 
mat formation, 564 
maturing of beds, 571 
media, 581 
odors, 574 
operation at high rates, 568 
preliminary treatment not essen- 
tial, 566 
problem, 635 
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Intermittent sand filters, removal of mat, 
564 
sand, 581 
temperature, effect of, 578 
underdrains, 589, 599-600 
omission of, 503 
winter operation, 575 
International Joint Commission on Pol- 
lution of Boundary Waters, 414 
Inverted siphons, see Siphons, inverted. 
Inverts, erosion, 140 
lining, 141, 204 
Iowa, University of, load tests, 270, 297, 
307, 312, 315-316 
Irrigation, 428 
aeration, 429 
American farms, 438 
analyses of effluents, 440 
ancient, 12 
application of sewage, 431 
area required, 435 
areas, construction of, 431—432 
Athens, 12 
bacterial action, 429 
beds, 431—432 
Berlin farm, 436—438 
broad irrigation, 428 
chemical processes, 429 
Cheyenne, 438 
crop cultivation, 430 
Danbury, 438 
defined. 428 
effluents, 440—441 
Erzland, 12-14, 433 
filtration, 429, 431, 441 
flood, 432 
Fresno, 438 
land treatment, 428 
leaching cesspool, 443 
leasing areas, 436—438 
little used, 387 
loads, 433—435 
Nottingham, 434, 440—441 
oxidation, 429 
Paris farm, 436—437 
Pasadena, 438 
Pomona, 438 
pooling, 432 
present status, 442 
problems, 448—449 
public health aspects, 441 
Pullman, 438 
rest period, 433 
ridge and furrow method, 431—432 
San Antonio, 438 
sanitation of arens, 441 
sewage farming, 428 
soils, 429, 435 
South Norwood, 434, 440—441 
subsurface irrigation, 428, 442, 448 
surface irrigation, 441 
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Irrigation, underdrainage, 432 
Isothermal compression, 668 


J 


Jacksonville, infiltration, 51 
miles of sewers, 51 
Janssen, pressures on grain bins, 207 
Jepson, citation from, 4 
Jersey City, area, 41 
population density, 41 
Jerusalem, ancient sewers, 2 
Johnson, dosing contact beds, 608 
Johnstown, area, 41 
population density, 41 
Jointing, see Pipe sewers 
Joliet, Des Plaines River at, 399 
Junction chambers, 190, 208 
application of Benouilli's theorem, 
212 
bellmouth, 208-209 
design, 211 
flat-top, 210 
locating, 208 
material, 211 
Philadelphia bellmouth, 209 
Pittsburgh flat-top, 210 
trumpet-arch, 208 


K 


Kadish, fertilizer value of sludge, 698 
Kershaw, underdrainage of irrigation areas, 
433 
Ketchum, pressures on grain bins, 297 
Kewanee, infiltration, 51 
miles of sewers, 51 
Key West, tidal range, 405 
King and Wisler, losses of head, 144 
King's Handbook on Hydraulics, values of 
n, 124, 126 
weir formula, 157 
Kinnicutt, L. P., Worcester sewage plant, 
14 
Kitchener, infiltration data, 51 
miles of sewers, 51 
Kjeldahl method, 359 
Kremer-Kusch, separate sludge digestion 
tank, 531 
Kutter formula, 121-125 
computation of sewer sizes, 128 
diagrams showing use, 129, insets, 
128 and 130 
flow in a chute, 151 
limitations of, 124 
not applicable to wide range of 
depths, 130 
problems on use, 166, 295 
simplified, 125 
used to determine capacity of drains, 
181 
values of n in, 122-124, 126 
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L 


Lacustrine current, 408 
Lakewood, Link-Belt tanks, 557-558 
Lancaster, area, 41 
circular sewer section, 281 
cunette section, 286 
parabolic sewer section, 286 
population density, 41 
Land treatment, 428 
Lane, Moses, Boston sewerage, 10 
Laterals, adequacy, 110 
defined, 2 
design for combined system, 182 
for separate system, 170 
determining tributary areas, 171 
flushing, 174 
period of design, 33 
trickling filter distribution system, 598 
Lawrence, area, 41 
Clark's observations, 570 
Merrimack River at, 416 
population density, 41 
Lawrence Experiment Station, 
experiments, 636 
biology of sewage disposal, 13 
development of intermittent sand filter, 
562 
established, 14 
intermittent filtration, 14 
tests, 584 
Layard, reveals ancient sewers, 2 
Leakage, see Infiltration. 
Leaping weirs, 191, 230 
Syracuse type, 231 
Least crown thrust, 293 
Lederer, winter operation, 652 
Leicester, sand filter efficiency, 577 
Lexington, trickling filter effluent, 579 
Liability for inadequate sewers, 25 
Light, disinfecting action of, 392 
Limnodrilus, 394 
Lindley, W., biographical note, 3 
Hamburg sewerage, 3 
Liner plates, 141, 294 
use at Los Angeles, 295 
Lines, defined, 253 


aeration 


Link-Belt, sludge removing equipment, 
524, 553 
mechanical agitation system, 
641 


Lipman and Burgess, investigation of 
fertilizer value of sludge, 683 
Literature, see Bibliography. 
Livy, Roman house connections, 2 
Loads, 297 
Baker's angle of repose values, 303 
coefficients of surface, 313 
cohesion, 301 
comparative diagram for loads on 
conduits, 316 
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Loads, Coulomb, 304 
dead, 310 
earth pressures, 301 
electric car loadings, 309 
Enger tests, 314 
external on pipe, 297 
freight car loadings, 308 
friction, 299, 301 
Goldbeck tests, 314 
graphical determination of pressures, 
306 
Hazlehurst, 314 
Janssen tests, 297 
live, 307 
locomotive loadings, 308 
Marston and Anderson's tests, 207—298, 
301, 312, 314 
maximum, 300 
Mohr’s method of determining earth 
pressures, 305-306 
pressures on grain bins, 297 
problems, 317 
proportion transmitted to sewers, 312 
Rankine's formula for earth pressures, 
302-303 
road rollers, 310-311 
safe working, 298 
sheeting, effect if left in place, 301 
surface, 311, 313 
tamping backfill, 314 
Terzaghi's studies, 304 
traction engine loadings, 310 
truck loadings, 310 
Local Government Board, 14 
aeration experiments, 636 
Locomotive loadings, 308, 311 
London, cholera, 5 
City Commissioners of Sewers, 5 
Commissioners of Sewers, 4 
early sewerage, 3-7 
excreta excluded from early sewers, 10 
Hawksley storm water formula, 104 
interception introduced, 5 
sewage progress opposed, 5-7 
Victoria sewer, 5 
Long Beach, infiltration, 51 
miles of sewers, 51 
Los Angeles, Dorrco screens, 499, 502 
inlet, 193 
irrigation abandoned, 717 
outfall sewer, 717 
use of liner plates, 295 
Loss on ignition, 353 
Louisville, area, 41 
basic data for combined sewers, 189 
contract drawings, 250 
cunette section, 286 
erosion of inverts, 140 
excessive rainfall, 84 
hydraulic elements of semi-elliptical 
section, 132 
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Louisville, industrial districts sewage flow, 


61 

intensity, duration and frequency of 
rainfall, 83 

inverted siphon design problem, 214- 
218 

Middle Fork inverted siphon, 217 


population density, 41 
rainfall intensity, 80-81 
semi-elliptical sewer section, 283 
transverse weir, 226 
Lowcock, development of trickling filter, 562 
Lowell, Merrimack River at, 416 
Lyman, R. R., weir formulas, 157 
Lynn, area, 41 
maximum residential] sewage flow, 58 
population density, 41, 57 
problem in sewage flow, 69 


M 


Mackinac, Straits of, currents, 408 
MeMath, problem on use of formula, 116 

storm water formula, 104—105 

use, 105-108 
MeNulty Engineering Co., tide gate, 232 

toggle joint regulator, 223-224 
Magnetic north, indicate on maps, 250 
Mahr and Sierp, tests of contact aerators, 
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Mains, adequacy, 110 

defined, 3 

flushing, 175 

trickling filter distribution system, 598 
Manchester, contact beds, 590, 593, 602 

design of activated sludge plant, 672 

diffused air tanks, 638 

distributor, 593 

early aeration experiments, 636 

water consumption, 47 
Manhattan, Borough of, basic data for 

combined sewer design, 188 

Canal Street sewer, 10 

catchbasin type, 197 

combined system, 19 

early sewers, 10 

inlet, 192-193 

manhole covers, 206 

sewer outlets, 22 

Venturi flume for gaging sewage, 110 
Manholes, 191, 200 

Boston, 207 

bottoms, 201 

Brooklyn steps, 205 

castings, 203-208 

Chicago, 206, 208 

Concord, 202 

covers, 206 

design, 202 

disadvantages, 200 

drop, 190, 203-204 
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Manholes, drop in, 174 
flushing, 190, 219 
frames, 206 
heads, 206-208 
ironwork for, 203 
locating, 200 
on combined system and storm drains, 
182 
on inverted siphons, 213 
on separate system, 171 
losses of head, 174 
materials, 200 
Memphis, 202 
mirrors, use of, 247 
Newark, 203, 204 
Philadelphia, 203, 205 
placing with respect to sewer, 201 
St. Louis, 201 
Seattle, 202 
size, 200 
spacing, 200 
steps, 203-205 
Syracuse, 202, 205 
Manning, Robert, flow in а chute, 151 
formula, 125, 147 
hydraulic jump computations, 154 
problem for use of formula, 167 
Mansergh, J., Worcester sewage disposal, 14 
Mansfield, contact beds, 590, 601 
water consumption, 47 
necessary in designing sewerage 
system, 168 
obtain all available, 246 
office work, 249 
preparation of, 179 
Marion, sand filter efficiency, 597 
temperature of sewage, 367 
Marks, calorific value of gases, 556 
Marlborough, distributor, 592 
intermittent sand filter data, 632 
population, 54 
sand filter efficiency, 577 
sedimentation tanks, 557-558 
sedimentation-trickling filter plant, 
718 
sewage flow, 54 
Marston and Anderson, load tests, 297, 301, 
312, 314 
Marston, Anson, culvert pipe investigations, 
315 
diagram for computing loads, 316 
pipe strength tests, 270, 307 
Marston, Frank A., records of rain gages, 87 
studies on distribution, 92 
Masonry sewers, see Sewer Sections. 
arches, 292 
plain concrete, 292 
reinforced concrete, 293 
stresses, 293 
Turneaure and Maurer, 294 
built in place, 280 


Maps, 
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Masonry sewers, construction, 289 
cost, 290 
embankment, 291 
erosion, 141 
imperviousness, 291 
in tunnel, 289 
infiltration, 292 
inspection of material, 261 
inverts lined, 141, 294 
live loads, 307 
loads, 301-317 
materials, 290, 292 
problems of design, 205-296 
space required for construction, 289 
stability, 291 
types of cross-section, 280 
Massachusetts Institute of Technology, 
side weir experiments, 225, 228 
siphon spillway tests, 230 
triangular weir studies, 159 
Massachusetts Metropolitan system, see 
Boston-Metropolitan District. 
Massachusetts State Board of Health, see 
Lawrence Experiment Station. 
dilution requirements, Stearns, 412 
Goodnough, 413 
filter depths, 587 
float observations, 406 
Folsom’s report on European disposal, 
14 
Medford, pipe cradle, 276 
Memphis, early sewerage, 12 
manhole invert, 202 
Menden, design factors of contact aerators, 
676 
Menilmontant sewer, 7 
Merchantville-Pensauken, separate sludge 
digestion tanks, 559-560 
Merckel, Carl, cites ancient sewer, 2 
Meriwether, Niles, Memphis sewerage, 12 
Merrimack River, pollution, 416 
Merriman, transporting power of water, 136 
Mery-Pierrelaye, sewage farm, 437 
Metcalf, Leonard, water consumption study, 
45-46 
Metcalf and Eddy, diagram for standard 
semi-elliptical section, 129, 132 
Fitchburg trickling filters, 565, 589 
Metering, 44 "P 
in typical American cities, 
мене Board of Works (England), 5 
Metropolitan Commission of Sewers (Eng- 
land), Bazalgette, chief engineer, 5 
created, 5 m 
Metropolitan Sewerage Commission (Mas- 
sachusetts) see Boston. ' 
Metropolitan Sewerage Commission (New 
York) 
dilution requirement, 413 
velocity to move deposita, 137-138 
Miami River, runoff during flood, 109 


763 
Michigan, Lake, diversion of waters from, 
423 
map showing Chicago streams flowing 
into, 424 
Michigan, University of, triangular weir 
studies, 159 
Mileage of sewers in some American cities, 
51 


Milford, population, 54 
sand filter efficiency, 577 
sewage flow, 54 
Miller flush tank, 220-221 
Miller Potter siphon, 220, 222, 611 
Miller-Adams siphon, 613-614 
Mills, Hiram F., misuse of Dubuat's obser- 
vations, 137 
Milwaukee, activated sludge experiments, 
636, 645 
activated sludge plant, 672, 718 
air valve in aeration system, 665 
Alvord, Whipple and Eddy investiga- 
tion, 408 
analysis of effluent, 651 
Atlas dryers, 695 
chlorine treatment, 696 
conditioning sludge, 690 
design of activated sludge plant, 672 
digestion of screenings, 505 
fertilizer value of sludge, 698 
flushing tunnels, 422—433 
industrial districts, sewage flow, 61 
wastes, 383—384 
lake currents, 406, 408 
metering, 45 
oil cleaners, 669 
Oliver vacuum filters, 692 
population density, 41 
purification to be expected, 650 
rate of sedimentation of activated 
sludge, 647 
reactivation of activated sludge, 649 
ridge and furrow tanks, 663 
Sewage Disposal Commission, estimate 
of municipal water reaching 
sewers, 43 
sludge analyses, 699—700 
Tark screen characteristics, 502 
tests on periods of aeration, 657 
volume of sludge produced, 649 
water consumption, 45 
winter operation, 650 
Minneapolis, duplex outlet, 231 
sewer outlets, 418 
Mirrors, use in manholes, 247 
Miserables, les, citation, 436 
Mohr, determination of earth pressure, 305 
Monitors, 512 
Monte Vista, infiltration, 51 
miles of sewers, 51 
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Morris Machine Works, pump impeller, 236 
Ward St. units, 243 

Morristown, contact bed, 568 

Morse, H. B., sewage gage, 113-114 

Muckleston, H. B., Venturi flume studies, 

165 
Munich, University of, fish ponds, 423 
Muntz, oxidation of organic matter, 13 


N 


n, values of: comparison of Kutter and 
Manning formulas, 126 
effect of curvature, 145 
hydraulic diagrams showing use, 
insets 128-130 
Kutter's formula, 122-124 
Manning formula, 125 
problems on, 166 
Nash-Hytor compressor, 665—666 
Natick, population, 54 
sand filter efficiency, 577 
sewage flow, 54 
National Board of Health, Hering's report 
cited, 16, 19 
Neponset River intercepter, sewage flow, 61 
New Bedford, metering, 45 
water consumption, 45 
New Britain, screenings, 504 
New Haven, area, 41 
copper wastes, 384 
infiltration, 51 
miles of sewers, 51 
population density, 41 
New Orleans, complete system designed, 17 
metering, 45 
phenomenal storm, 87 
screw pump, 238 
water consumption, 45 
New York City, see under Boroughs. 
area, 41 
basic data for combined sewer design, 
188-189 
dilution required in harbor, 413 
gaging sewers, 110 
Gregory storm water formula, 104 
Hering storm water formula, 104 
inverted siphons, 218 
location of recording rain gages, 87 
Metropolitan Sewerage Commission, 
velocities to move deposits, 137— 
138 
phenominal rainfall, 86 
population, density, 41 
growth, 35-36 
rate of growth, 35 
Rex screen, 502 
screenings, Canal St., 504 
Dyokman St., 504 
sewage constituents, 345 
sewer outlets, 22 
tidal range, 105 
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New York City, Venturi flume, 110, 163 
New York Harbor, dilution requirement, 
413 
oxygen requirement, 415 
sewer outlets, 22, 422 
tidal range, 405 
New Rochelle, 505 
Newark, area, 41 
catch basin, 196 
cooperative construction, 717 
manhole height, 203-204 
population density, 41 
Newton, N. J., dosing apparatus, 617 
Nimino, W. H. R., side weir, 225, 227 
Nineveh, ancient sewers, 2 
Nitrification, 356 
Nitrogen cycle, 355-357, 483 
Norfolk, area, 41 
population density, 41 
North Attleborough, Barbour dosing appa- 
ratus, 615 
intermittent sand filters, 563 
population, 54 
sand filter efficiency, 577 
sewage flow, 54 
North Platte projects, velocity head studies, 
142 
North Toronto, Dorr tanks, 557-558 
Northbridge, population, 54 
sand filter efficiency, 577 
sewage flow, 54 
Norton Company, filtros plates, 664 
Norwood, population, 54 
sand filter efficiency, 577 
sewage flow, 54 
Nottingham, analyses of sewage and efflu- 
ents, 440 
filtration, 441 
irrigation, 434 
Novo Engine Co., trench pimp, 326 
Nozzles, arrangement, 599, 619 
circular spray, 618 
computations for nozzle field, 626 
design requisites, 597 
distribution system, 619 
Fitchburg, 620 
hydraulics, for trickling filters, 617 
literature, 634 
problems, 635 
Salford, 596 
selection, 627 
spacing, 620 
spray, 596 
square spray, 620 
supply mains, 598 
Taylor, 597 
tests, Pacific Flush Tank Company, 618 
Purdue University, 618 
Worcester, 597, 618-619, 627 
Nuisance, prevention of, 412 
Nuisances Removal Act, 13 
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Odors, chlorination to control, 710 
from sewage filters, 574 
from tank treatments, 24 
in plumbing systems, 26 
Ohio River, bacteria in, 411 
dilution problem, 427 
reaeration studies, 399, 402 
Ohio State Board of Health, 
requirements, 413 
Oil cleaners, 669 
Okanogan project, velocity head studies, 
142 
Oliver vacuum filter, 693-694 
Ontario, Lake, discharge of Genesee River 
into, 395 
paths of pollution, 419 
Rochester sewer outlet, 418 
sludge disposal in, 697 
Outfall sewer, see Outlets. 
Outlets, avoid long expensive, 24 
Boston Harbor, 420 
Deer Island, 421 
duplex, 231 
locating, 407, 418 
Minneapolis, 231, 418 
Moon Island, 406 
New York Harbor, 22, 422 
ocean, 419 
problems, 427 
Rochester, 231, 418 
Skaneateles, 402 
Overflow weirs, 23 
Overhead, 727 
Oxidation, action of bacteria, 356-358, 
374—380 
defined, 479 
in bodies of water, 392 
Oxygen, 349, 359, 363-364 
absorption from air, 398, 429 
balance, 397 
biochemical-demand, 349, 360 
chlorinating reduces B.O.D., 712 
consumed test, 359 
demand and supply regulates dilution 
requirement, 414 
Des Plaines River, 399 
determination, 363 
dissolved, 363-364, 400—402, 567 
fish requirement, 415 
Illinois River, 399 
Ohio River, 399, 402 
Potomac River, 398 
requirements, 374, 478 
sag, 400—102 
Skaneateles outlet, 402 
temperature, effect on reaeration, 402 
to sustain aquatic life, 415 
Oysters, 4.7 
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P 


pH control, see Hydrogen-ion concentra- 
tion. 
Flush Tank Company, 
feeds, 612 
nozzle tests, 618 
siphon, 611 
studies of dosing tanks, 623 
Pacific Gas and Electric Company, manhole 
cover tests, 206 
Parasitic, 369 
Paris, analyses of sewage and effluents, 440 
cholera, 7 
early sewerage, 7 
egout de ceinture, 7 
excreta excluded from early sewers, 10 
farm, 436 
Menilmontant sewer, 7 
Parmley, storm water formula, 104—105 
Cleveland side weir, 224 
Parshall, Ralph L., Venturi flume studies, 
164—165 
Pasadena, analysis of effluent from activated 
sludge plant, 651 
design of activated sludge plant, 672 
sewage farm, 438 
volume of activated sludge produced, 
649 
Passaic, area, 41 
population density, 41 
Passaic Valley Intercepter, outlet, 422 
sewage flow, 61 
Passaic Valley Sewerage Commission, 
sedimentation tanks, 557-558 
Patapsco River, 17 
Paterson, area, 41 
population density, 41 
sewage flow from industrial districts, 61 
Payment, based on quantity surveys, 256 
on trench length, 256 
for excavation, 343 
unit price, 256 
Pearse and Mohlman, sludge dewatering, 
688 
Percolating filters, 562 
Period of concentration, 99 
of design, combined sewers, 33, 178, 
182 
intercepters, 33, 63 
laterals, 33 
pumping stations, 33 
separate systems, 33 
sewage treatment plants, 33 
storm drains, 178, 182 
Philadelphia, area, 41 
basic data for combined sewers, 189 
bellmouth junction, 209 
commercial district sewage flow, 60 
industrial water consumption, 44 
manhole, 203, 205 


Pacific air-lock 
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Philadelphia, pipe cradle, 276 
population, density, 41, 57 
growth, 35, 36 
residential districts, 57 
semi-elliptical section, 283 
Phillips, John, egg-shaped section, 130 
London sewage, 4, 6 
Phillipsburg, sedimentation tank, 458 
Photosynthesis, 356, 392 
Pipe 
buggy, 274 
cast iron, 272 
Boston outfalls, 273 
Cleveland outfalls, 273 
inspection, 262 
use for sewers, 265 
cement-concrete: 
American Concrete Institute require- 
ments, 272 
American Society for Testing Mate- 
rials, standards, 271-272 
dimensions, 271 
loads, see Loads. 
manufacture, 270 
physical properties, 271 
reinforced, 271 
requisites, 264 
sewers, cement concrete 
Chezy formula, 120 
cradles, 275 
discharge at different depths, 130 
effect of method of laying on strength, 
275 
first class, 275 
formulas for estimating flow, 120 
Hazen and Williams, 126 
high velocities objectionable, 141 
hydraulics, 117 
jointing, 277 
Kutter formula, 121-124 
laying, 273 
effect of method on strength, 275 
loads, 297-317 
losses of head, 142-146 
Manning formula, 125 
minimum size, 173 
velocities, 140 
platforms, 275 
problems of design, 166-167 
requisites, 264 
Scobey diagram, 128, inset 130 
simplified Kutter formula, 124 
sizes, 264 
tamping loads, 314 
values of n for, 122-124 
velocity, at different depths, 130 
distribution of, 134 
ratio of mean to maximum, 134 
vitrified clay, see Pipe, vitrified clay. 
steel, use for sewers, 273 
vitrified clay, American Society for Test- 
ing Materials, standards, 266—269 
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Pipe vitrified clay, culvert strengths, 315 
dimensions, American Society for 
Testing Material, 268 
Eastern Clay Products Association 
standards, 267 
inspection, 263 
loads, see Loads. 
manufacture, 265 
Marston, Anson, strength tests, 
270, 315 
physical properties, 269 
requisites, 264 
resists abrasion, 140 
shapes and dimensions, 266 
strength tests after laying, 269 
wood, use for sewers, 273 
Pittsburgh, area, 41 
junction chamber, 210 
orifice feed tank, 708 
population density, 41 
growth, 36 
Pittsfield, population, 54 
sand filter efficiency, 577 
sewage flow, 54 
Plainfield, conditioning sludge, 690 
contact beds, 590 
Imhoff tank, 558-559 
screenings, 504 
Planimeter, use for determining acreage, 
171 
Plankton, 368, 393 
algae, 368, 370, 393 
crustacea, 369, 393 
fungi, 369, 393 
Genesee River water observations, 
396 
identification, 370 
protozoa, 369, 393 
rotifera, 369, 393 
Platform, use in pipe laying, 275 
Pleasantville, screenings, 504 
Plumbing, basic principles, 27 
building connections defined, 2 
danger of connecting with separate 
system, 15 
drainage system, 30 
relation to health, 26 
roof water, 15 
soil and waste stacks, 31 
system, 26 
typical system, 27 
water closets, 31 
piping, 29 
Pollution defined, 389 
Pollutional loads, 388 
Pomona, sewage farm, 438 
Population, accuracy of estimates, 42 
arithmetical rate, 35 
averages for 52 cities, 41 
Baltimore, 35-36 
Boston, 35-36 
Brooklyn, 35-36 
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Population, Buffalo, 35 
by decades, 39 
by geographical divisions, 38 
Chicago, 35-36, 41, 55 
Cincinnati sewer districts, 64 
Cleveland, 36 
curvilinear rate, 35 
decrease in percentage rate, 36 
decrease with increase in area, 58 
Detroit, 36 
forecasting increase, 34 
increase in area, 39 
large American cities, 35, 41 
Lynn, 57 
Manhattan, 36 
Philadelphia, 35-36, 47, 57 
Pittsburgh, 36 
problems in forecasting, 68-69 
relation of to total population, 36 
residential districts, 57 
St. Louis, 35-36 
uniform percentage rate, 34 
United States, 37 
zoning, 42 
Portland, Ore., basic data for combined 
sewers, 180 
Portsmouth, Va., area, 41 
population density, 41 
Potomac River, reaeration, 398 
Potter, A., asphalt and tar joints, 279 
Pratt and Gascoigne, winter operation at 
Cleveland, 652 
Precipitation, see Rainfall. 
chemical, 13 
of sewage constituents, 366 
Worcester, 14 
Preliminary investigations, 246 
bench levels, 247 
character of soil, 249 
field work, 246 
freight rates, 249 
inspections, 250 
materials of construction, 249 
problem in surveying, 263 
rainfall data, 249 
runoff data, 248 
sewers, note existing, 247 
structures, note existing, 247 
substructures survey, 247-248 
surveying, 247 
wages, 249 
Princeton, design of activated sludge 
plant, 673 
Prior appropriation, 390 
Private financing, 740 
Problems, activated sludge, 678 
aeration tank, 678 
chemical precipitation, 486 
combined sewers, 187 
contact aerators, 678 


beds, 635 
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Problems, cost estimates, 740 
dilution, 405, 426-427 
dosing, 635 
final settling tanks, 678 
fine screens, 517 
grit chambers, 486 
hydraulics of sewers, 166-107 
intermittent sand filter, 635 
inverted siphons, 214 
loads on sewers, 317 
masonry sewers, 295 
nozzles, 635 
preparation of field notes, 263 
pump design, 245 
pumping station design, 245 
quantity of sewage, 68-70 
of storm water, 115-116 
racks, 516-517 
sedimentation tanks, 486 
separate sludge digestion tanks, 560- 
561 
sewage characteristics and behavior, 
385 
siphons, 635 
trickling filter design, 635 
Profiles necessary in designing sewerage 
system, 168-169, 179, 247, 250 
plotting, 249-250 
“Projection condition,” 315 
Protozoa, 369, 393, 469 
Providence, area, 41 
early chemical precipitation, 544 
metering, 45 
population, 69 
density, 41 
quantity of chemicals used in precipita- 
tion, 544 
ratio of sewage to water supply, 44 
sewage flow from industrial districts, 61 
sewerage, 10 
sludge disposal at sea, 696 
water consumption, 45 
Psychoda alternata, 575 
Pullman, early sewerage, 12 
irrigation, 438 
Pumping stations, 233 
Baltimore, 18, 234 
Boston, 234, 240, 242 
Chicago North Side pumping station, 
243-244 
Flush-kleen ejector, 241 
general considerations, 233 
need of, 233 
period of design, 33 
problem of design, 245 
structural surveying for, 258 
Ward Street, 240, 494 
Pumps, 233 
centrifugal, closed impeller, 235 
double suction, 235 
economical, 234 
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Pumps, centrifugal, Fairbanks Morse, 235 

horizontal, 237 
impellers, 236 
multistage, 236 
North Side pumping station, 243-244 
open impeller, 236 
single suction, 235 
size, 237 
vertical, 237 
Ward St. pumps, 243 
Worthington volute, 237 

four types, 233 

pneumatic, 233, 238 
ejectors, Shone, 239 

positive-displacement, 233 

problems, 245 

reciprocating, 233 
Allis Chalmers, 240 
Baltimore, 234 
Boston, 234 
costly, 234 
necessitates previous settling, 234 
problems, 245 
rare now, 234 
Ward St. station, 240 

screw type, 233, 238 
New Orleans, 238 

Purdue University, nozzle tests, 618 


Q 
Quarterly-area method of determining 
velocity, 133 
Queens, Borough of, basic data for circular 
section, 281 
combined sewers, 188 
sewer outlets, 22 
Quicksand, 332 
Quincy, ratio of sewage to water supply, 44 


R 


Racine, area, 41 
population density, 41 
Racks, see Screens, coarse. 
Rain gages, FitzGerald, 74 
Friez tipping, 72-73 
recording, 72 
setting, 75 
U. 5. Weather Bureau, 71 
Rainfall, adoption of curve for combined 
sewers, 176 
as ground water, 50 
Chestnut Hill Reservoir, 76-77 
coefficient of distribution, 92 
of retardation, 92 
of retention, 92 
of runoff, 90 
curves for Carlisle Brook District, 180 
combined sewers, 176 
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Rainfall, curves for Carlisle Brook District, 
form of, 80 
intensity-duration-frequency, 83 
plotting, 78-80 
time-intensity-frequency, 75 
distribution of intense, 86 
duration at Louisville, 81, 83 
English and American compared, 11 
excessive, 84, 91 
Louisville, 84 
St. Louis, 91 
Savannah, 91 
Washington, 91 
frequency at Louisville, 81, 83 
Galveston, 79 
intensity, 75 
allowance in 17 American cities, 188 
at Louisville, 80-83 
ratio of average to maximum, 88 
Marston's studies, 87 
maximum intensity of downpour, 91 
“ordinary” storm, 186 
phenomenal, 85 
in New York City, 86 
problem, intensity determination, 115 
rate determination for combined sewer 
design, 180 
rational method of estimating runoff, 87 
runoff, 87 
storm frequency, 184 
time-intensity-frequency curves, 75 
travel of storm, 93 
Rankine, earth pressure formula, 302 
Rational method of estimating runoff, 87 
applied to large areas, 109 
data for use in 17 American 
cities, 188 
Rawlinson, Sir Robert, advocates separate 
system, 11 - 
contemporary of Lindley, 3 
Reading, Pa. area, 41 
butterfly valves for dosing, 625 
population density, 41 
problem, population forecast, 68 
trickling filter, 579 
Weand screen, 499 
Reasonable use, 390 
Rectangular section, 129 
Reduction, bacterial, 356, 392 
Refuse, defined, 1 
Regulating devices, 190, 222 
automatic, 191 
backwater gate, 222 
Coffin regulators, 223 
leaping weirs, 230 
locating, 190 
McNulty toggle joint, 223-224 
outlets, 231 
regulators, 223 
siphon spillways, 228 
storm overflow, 222, 224 
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Regulating devices, tide gate, 222, 232 
use of intercepters, 190, 222 
Rehbock, weir formula, 157 
Relative stability, 300, 378-379 
Relief drains, 181 
sewers, to relieve laterals, 110 
Reproduction cost estimates, 722 
Residential districts, density, 57 
sewage from, 57-60 
Respiration, 356 
Retardation, coefficient of, 92-93 
Retention, coefficient of, 92 
Return sludge, 481 
Rex screen, see Screens, fine. 
Rhoads-Miller siphon, 220, 222 
Richmond, Borough of, basic data for 
combined sewers, 188 
sewer outlets, 22 
U-shaped section, 286 
Richmond, Va., population, 69 
Riensch Wurl screen, see Screens, fine. 
Riparian rights concerning pollution, 389 
Rivers Pollution Commission, intermittent 
sand filter development, 562 
Rivers Pollution Prevention Act, 13 
Road rollers, loadings, 310-311 
Rochester, area, 41 
basic data for combined sewers, 189 
catch basins not used, 196 
effect of sewage discharges on Genesee 
River, 395-396 
grit chambers, 459 
problem, 518 
Imhoff tanks, 419, 558—559 
Irondequoit plant, grit chambers, 459 
outlet, 231, 418 
population density, 41 
Riensch-Wurl screen, 502 
screenings, 504 
sludge analysis, 699 
temperature of sewage, 367 
trickling filter influence and effluent 
analyses, 579 
Rock, classification, 318 
Roe, table of sewer sizes, 6 
Rome, ancient sewers, 2 
Roof water, allowance for combined sewers, 
181 
in plumbing systems, 32 
for storm drains, 181 
eliminate from separate systems, 15 
Rosenau, removal and destruction of 
bacteria, 711 
Rotifera, 369, 393 
Royal Commission on Sewage Disposal, 
clogging of filter beds, 572 
dosing contact beds, 608 
irrigation, 434, 441 
Nottingham sewage farm, 440 
trickling filters, grouping, 590 
tests, 585 


Rudolfs, pH control, 476 
screenings, digestion of, 505 
sludge digestion, 470, 473 
temperature of digestion, 655 
well-digested sludge in terms of B.O.D., 
683 
Runoff see Rainfall. 
assumed percentage, Horner, 97 
average coefficient according to zone 
principle, 94 
basic coefficients selected, 97 
coefficient, 90 
determination of, 177-178 
of distribution of rainfall, 92 
of retardation, 92 
of retention, 92 
rectangular areas at Detroit, 103 
values of, 90 
computation of average coefficient, for 
impervious surfaces, 98 
pervious surfaces, 100 
determination for combined sewers, 
176, 180 
Detroit curves, 102 
difficulty of determining, 111 
empirical formulas, 104 
methods of estimating storm flow, 
103 
formulas, Adams, 104—105 
Bürkli-Ziegler, 104-105 
Gregory, 104—105 
Hawskley, 104—105 
Hering, 104-105 
MeMnath, 104-105 
Parmley, 104-105 
from different classes of surface, 95 
problems on determination of, 115-116 
ratio of area tributary at outlet to 
time of flow, 96 
rational method, applied to large areas, 
109 
of estimating, 87 
Rutherford, infiltration, 51 
miles of sewers, 51 
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St. Louis, area, 41 
basic data for combined sewers, 189 
excessive precipitation, 91 
Horner's runoff studies, 89, 97 
inlet tests, 192 
location of recording gages, 87 
MeMath storm water formula, 104 
manhole, 201 
population, density, 41 

growth, 35-36 

semi-circular section, 288 

St. Petersburg, infiltration, 51 
miles of sewers, 51 
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Salem, infiltration, 51 
miles of sewers, 51 
Salford, spray nozzles, 596 
Salinometer, 404 
Salt Lake City, infiltration, 51 
miles of sewers, 51 
San Antonio, metering, 45 
sewage farm, 438 
water consumption, 45 
San Diego, tidal prism, 405 
San Francisco, area, 41 
basic data for combined sewers, 189 
metering, 45 
population density, 41 
tidal range, 405 
water consumption, 45 
San Luis Obispo, infiltration, 51 
miles of sewers, 51 
San Marcos, analysis of effluent from acti- 
vated sludge plant, 651 
Sand, 581 
Hazen's tests, 452, 581 
Santa Cruz, infiltration, 51 
miles of sewers, 51 
Saprophytic, 369 
Savannah, area, 41 
intensity during excessive precipitation, 
91 
population density, 41 
tidal range, 405 
Schenectady, area, 41 
basic data for combined sewers, 189 
Imhoff tanks, 546, 558-559 
population density, 41 
sludge disposal to farmers, 697 
temperature of sewage, 367 
trickling filter operating results, 580 
Schick and Warren, ancient sewers, 2 
Schoder and Turner, weir formulas, 158 
Scioto River, runoff during flood, 109 
Scobey, F. C., hydraulic diagram 128, inset 
130 
losses of head at Tulsa, 145-146 
velocity determinations, 131 
Scranton, substructure map, 248-249 
Screening, as preliminary treatment for fil- 
tration, 566 
coarse, 489 
fine, 489, 497 
removal of bacteria, 711 
of suspended matter, 380 
Screenings, burial, 505 
burning, 505 
character, 502 
composting, used for, 505 
defined, 489 
digestion of fine, 476, 505 
disposal, 503 
from fine screens, 497—499, 502 
from rack screens, 492-496 
handling, 503 
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Screenings, incineration, 505 
problems, 517 
prompt removal desirable, 505 
quantity, 502 
Boston, 504 
Cleveland, 504 
New York, Canal St., 504 
Dyckman St., 504 
Plainfield, 504 
Pleasantville, 504 
Rochester, 504 
Toronto, 504 
Worcester, 504 
Screens 
coarse, 489, 492, 494—496, 497 
bacterial removal, 711 
Boston, 491, 494—405 
cleaning, 492, 494—496 
Dorrco bar, 493, 489 
Emschergenossenschaft, 490 
Frankfort, 496 
Hamburg, 494 
Milwaukee, 494 
North Side 
Chicago, 243 
problem, 516 
rack defined, 489 
racks, 489 
cage, 493 
design, 490 
fixed, 489—490 
machine cleaned, 494—496 
movable, 493 
defined, 489 
fine, 489, 497 
bacterial removal, 711 
Baltimore, 499 
band, 497 
Brockton, 499 ? 
Canal Street screen, 502 
Chain Belt, 497 
cleaning, 497—502 
design characteristics, 502 
disk, 497—498 
Dorroo, 497, 499—502 
drum, 497, 499 
head loss, 497 
Link-Belt, 497 
literature, 516 
Los Angeles, 499, 502 
plate, 497 
problems, 517 
Reading, Pa., 499 
Rex, 497, 501-502 
Riensch-Wurl, 497-498, 502, 504 
Rochester, 502 
screenings, 502-506 
South Hyperion, 499 
Tark, 497, 500-502 
use previous to activated sludg 
treatment, 644 ‘ 


pumping station, 
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Screens, fine, Weand, 499 


wire cloth, 497 
fixed, 489 
hand cleaned, 489, 492 
machine cleaned, 489, 494—406 
movable, 489 
objects of screening, 488 
rack, 480 
size of openings, 489—490 
Syracuse conveyor, 493 
use previous to activated sludge 

treatment, 644 

Washington rack, 494 
wing, 496 


Seattle, infiltration, 51 


manhole invert, 202 
miles of sewers, 51 
tidal range, 405 


Sedimentation, 450, see also Chemical pre- 


cipitation; Settling tanks, final. 
application of Hazen's theorem, 459 
as preliminary treatment to filtration, 
566 
bacterial removal, 711 
bottom velocities, 457 
character of sludge, 682 
chemical, 519 
defined, 450 
detention periods, 458 
early use, 13 
electrolytic treatment, 467 
flocculation, 457 
flocculent solids, 457 
flowing-through period, 458 
granular solids, 457 
grit chamber performance-Rochester, 
459 
Hazen's theorem, 453 
in а body of water, 392 
limitation of Hazen's theorem, 457—459 
Phillipsburg tank, 458 
plain, 519 
problems, 486 
process, 450 
reduces putrescibility, 478 
removal of suspended matter, 380 
Rochester grit chambers, 459 
sludge, 467, 680 
Stokes' law, 452 
subsidence of suspended particles, 451 
tanks, see Settling tanks, final. 
area required for plant, 716 
bacterial removal, 532, 544, 711 
baffle plate, 438 
baffles, 539 
Baltimore, 538 
bottom slopes, 539-541 
Bugbee, slopes, 540 
character of sludge produced, 535 
chemical precipitation, 519 
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Sedimentation, tanks, classification of units, 


519 
combination, 521-522 
cost estimate problem, 741 
design, 535 
detention periods, 458, 535-536 
dimensions, 536 
horizontal flow, 536 
vertical flow, 537 
Dorr equipment, 524, 553, 557 
Dortmund, 519—520, 524, 644 
efficiency, 523-535 
Emscher, 520, 522, 527, 536 
final, 522 
flat-bottomed tanks, 519—520, 522- 
523, 525 
flowing-through period, 458 
gas collection, 554 
gates, 523 
Gloversville, 534, 537 
hopper bottomed, 522-523, 536, 552, 
557 
horizontal flow, 519 
hose connections, 523 
humus, 522 
hydrolytic, 521-522 
Imhoff, data, 520, 527—530, 536-538, 
542, 546, 558-559 
inlets and outlets, 536-537 
Link-Belt equipment, 524, 553 
mechanical sludge removal, 524 
plain, 519, 522, 542-543 
preliminary, 522 
pre-sedimentation, 522 
primary, 522 
problems of design, 486 
quantity of sludge produced, 535 
radial flow, 523 
rectangular, 524 
removal of suspended matter, 533 
riser pipes, 523 
scumboard, 539 
secondary, 522 
septic tanks, 525 
area required, 716 
bacterial removal, 711 
character of sludge, 542 
early use, 14 
flies, 526 
gases, formation of, 526 
molds and fungi, 526 
problems of design, 500—561 
scum, 526 
single story, 519, 525, 545, 558 
character of sludge, 682 
cleaning, 527 
disadvantages, 526 
little used, 526 
sludge analysis, 546-550, 699 
storage, 525, 542 
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Sedimentation tanks 
septic tanks, two story, 527 
colloiders, 527 
Imhoff or Emscher, 520, 
527-530, 536-538, 546 
described, 522 
Fitchburg, 558-559 
foaming, 529 
gas collection equipment, 
554 
gases, 528-529 
illustrated, 520 
Plainfield, 558-559 
Rochester, 558-559 
Schenectady, 558—559 
scum, 528-529 
sludge, 528-529 
analyses, 546—550, 699 
produced, 680 
radial flow, 528 
originated at Lawrence 
Experiment Station, 527 
Travis, 527-528 
volume of sludge produced, 
680 
settling basins, 522, 532 
sludge, analysis, 546-550, 699 
removal, 468, 524 
sluices, 523, 535, 552 
storage, 541, 542 
square, 524 
Travis, 521-522 
two story, 519, 527, 554, 558 
types illustrated, 520 
unwatering, 551 
use previous to activated sludge 
treatment, 641 
velocities, limiting, 536 
vertical flow, 519-520, 524, 533, 
537, 539 
volume of sludge produced, 680 
Seeding, 472-473 
Seine River, receives effluent from sewage 
farm, 436 
Semi-circular section, hydraulic elements, 
133 
Louisville dimensions, 132 
Metcalf & Eddy dimensions, 132 
Separate systems, advantages, 16 
alternate projects, 175 
Baltimore, 17 
basic design data, 170 
Carlisle Brook sewer design, 170 
Chadwick advocates, 11 
character of sewage, 33 
compared with combined, 15 
defined, 2, 168 
direction of flow, determining, 170 
disadvantages, 15 
entrance of storm water, 63 
failures, 12 


Separate systems, flat slopes, 174 
flushing, 174-175 
introduction of, 10 
low flow conditions, 174 
manhole covers, tight, 208 
manholes, locating, 171 
maps and profiles, 168 
minimum size of pipe sewers, 173 
Patapsco River, 17 
period of design, 33 
problems of design, 187 
provision for storm flow, 62 
reasons for adopting, 168 
roof connections, 15, 63 
slope, determining, 170 
special structures, 190 
Springfield, map, inset 168 
profile, 169 
tabulate basic data, 171-172 
Septic tanks, see Sedimentation tanks, 
septic. 
Settling tanks, final, 631 
Akron, 632 
capacity of sedimentation chamber, 
670 
design, 669 
detention period, 631 
Dortmund, 631 
Fitchburg, 632 
Gloversville, 623 
horizontal flow, 670 
problem, 678 
quantity of sludge, 631 
treatment of activated sludge efflu- 
ent, 644 
types, 631 
vertical flow, 670 
Sewage, acidity, 361, 365 
albuminoid nitrogen content, 349, 359 
algae, 368 
alkalinity, 349, 361, 365 
ammonia nitrogen content, 349, 359 
analysis, 346, 380 
acidity, 361 
agar, 372 
albuminoid nitrogen, 349, 359 
alkalinity, 361 
ammonia nitrogen, 349, 361 
bacteria, 347, 372 
B. coli indicator, 373 
biochemical oxygen demand, 349, 
360, 381 
carbonaceous matter, 359 
chloride radicles, 361 
chlorides, 349 
coefficient of solubility, 363 
colloidal matter, 353 
comparative analyses of American 
and foreign, 349 
cultural media, 372 
decomposition, 374 
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Sewage, analysis, dissolved solids, 349, 353 


dyes, use of, 366 
ether soluble method, 360 
expression of results, 348 
gases, 3602 
gelatine, 372 
hardness, 362 
hydrogen sulphide, 362 
hydrogen-ion concentration test, 364 
Imhoff cone, 353 
indicators, 366 
iron, 362 
Kjeldahl method, 359 
loss on ignition, 353, 359 
methods, 348 
methylene blue, 379 
mineral matters, 347, 361 
nitrate nitrogen, 349 
nitrite nitrogen, 349, 359 
nitrogen, 349, 359, 361 
organic matter, 345, 347-348, 354, 
359, 360 
nitrogen, 349, 359 
oxygen consumed, 349 
plankton, 347 
purpose, 382 
quantitative test, 372 
relative stability test, 360, 378-379 
sampling, 350 
scope, 346 
seasonal variation in composition, 350 
settling solids, 353 
significance of, 380 
solids, 349, 353 
suspended matter, 349, 352 
temperatures, 347 
tests, classification of, 347 
titration, 361, 362, 366 
total solida, 353, 359 
volatile solids, 353, 359, 362 
average composition, 348-349 
bacteria, 345, 368 
behavior, 344, 359, 379 
biological consistency, 345 
oxygen demand, 349, 360 
problem, 386 
buffers, 366 
carbohydrates, 354-355 
carbon dioxide, 364 
carbonaceous matter, 359 
characteristics, 344, 379 
chemical consistency, 345 
chlorides, 349, 361 
Cincinnati allowances, 59, 61-68 
colloids, 352, 353 
commercial, 60 
comparative analyses of American 
and foreign, 349 
composition, 345-349 
concentration, 345-346 
condition, 345-346 
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Sewage, consistency, 117, 344, 351, 354 


constituents, 117, 344, 351, 354 
daily flow for Massachusetts towns, 
54 
defined, 1, 33, 344 
denitrification, 356 
Denver discharge, 48 
deposits, 345 
dissolved matters, 349, 352-353 
oxygen, 363-364 
domestic, 344 
farming, 428, see also Irrigation. 
fats, 354-355 
fertilizer value, 430 
floating, 345, 421 
flow, average in Massachusetts cities, 
54 
Chezy formula, 120 
Cincinnati intercepters, 65-68 
commercial districts, 59-61 
daily, 53 
dry weather, 55, 185 
English standards of storm water 
to be treated, 20, 63 
equation of continuity, 120 
fall, 118 
formulas for flow, 120 
frictional loss, 118, 120 
gaging, 110 
Gregory's run-off formula, 91 
head, 118 
hourly variations, 56, 59 
hydraulic grade line, 118 
in pipe and conduits, 117 
industrial, 59, 61 
Kutter formula, 121 
losses of head, 141—146 
maximum, 140 
methods of measuring, chemical and 
electrical methods, 165 
dyes, 165 
floats, 166 
gages, 112-114 
Venturi meter, 160 
weirs, 156-160 
minimum, 135-139 
problems, 115-116 
residential, 57-59 
maximum at Lynn, 58 
resistances, 118 
variable, 120 
runoff for different classes of surface, 
Yo 
Gregory's computation, 89 
percentages, Horner, 97 
rational method of estimating, 87 
storm water, 62, 71 
time of concentration, 89 
total quantity estimate, 63 
velocity, 135-139 
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Sewage, gages, Builders Iron Foundry water 


level recorder, 112 
diaphragm pressure, 112-113 
float, 111 
gaging chamber, 115 
pneumatic pressure, 112-113 
setting, 114 
water level recorder, 112 

gases, 312 

germicidal substances, 362, 393 

hardness, 362 

hydrogen sulphide, 362 

hydrogen-ion concentration, 364 

industrial districts, 61 
wastes, 344, 355, 362, 383 

iron content, 362 

living matters in, 368, 303 

mineral matters, 347, 361 

New York constituents, 345 

nitrate nitrogen, 340 

nitrification, 376 

nitrite nitrogen, 349 

nitrogen content, 349 
cycle, 355 

odors, 362 

organic matter, 345, 347, 354, 358 
nitrogen content, 349 

oxidation, 356, 359, 374, 381 

oxygen, 349, 359, 363-364 
requirements, 375, 478 

plankton, 368 

problems, characteristics and behavior, 

385 

proteins, 354 

putrefaction, 374, 478 

quantity, 33, 63 

residential, 57, 58 

sampling, 350 

seasonal variation, 350 

septic, 346 

settling solids, 353 

solids, 349, 351, 353 

stale, 346 

storm water, see Sewage constituents; 

Storm flows. 

suspended matters, 344, 349, 352, 451 

temperatures, 367 

total quantity, 63 

treated as clean water, 117 

treatment, sce under each method. 
activated sludge process, 479, 636 
chemical precipitation, 461 
chlorination, 703 
choice of methods, 715 
combination processes, 717 
consider necessity, 24 
development of methods, 12 
dilution, 21, 717 
direct oxidation process, 467 
disinfection, 483, 703, 710 
electrolytic treatment, 467 
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Sewage treatment, filtration, 478-479, 562 


grease traps, 516 
grit chambers, 506 
industrial wastes treatment, 715 
influence of method on sewerage, 21 
irrigation, 428 
methods, 21 
necessity for, 20 
outline of methods, 379 
oxidation, 478 
period of design, 33 
plant, estimating cost problem, 742- 
743 
plants, locating, 23-24 
processes, 450 
purpose, 21, 24 
sedimentation, 450, 519 
significance of analyses, 380 
skimming tanks, 513 
sludge digestion, 467 
disposal, 679 

structural surveying for, 258 
typical plants, 718 

viscosity, 368 

volatile matters, 302 


Sewer 


air, from manholes, 200 
bridges, 190 
gas, 26 
sections, 
circular, 280 
Brooklyn, 281 
construction advantages, 289-290 
critical depths, 149 
hydraulic diagram, inset 128, 131 
Lancaster, 281 
problem of design, 166 
Queens, 281 
Wilmington, 281 
construction ease, 289 
cunette-shaped, 286 
Lancaster, 286 
Delta section, 286 
egg-shaped, 281 
construction advantages, 290 
hydraulic diagram, inset 130, 131 
Phillips, 130 
typical, 282 
elliptical, 290 
horse-shoe, 285 
Boston type, 285 
construction advantages, 289 
parabolic section, 286 
problem of design, 295 
rectangular, Boston type, 287 
construction advantages, 200 
hydraulic elements, 132 
selection of type, 288 
semi-circular, 288 
Chicago type, 288 
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Sewer sections, semi-circular, hydraulic ele- 
ments, 133, 288 
problem of invert design, 187 
St. Louis type, 288 
semi-elliptical, 283 
dimensions, 284 
hydraulic diagram, 129, 132 
types, 280 
typical, 283 
U-shaped, 286 
Richmond, 286 
Syracuse, 286 
service charges, 739 
slopes, see Grades. 
Sewerage, ancient, 1 
area increases, 39 
complete system designed, 17 
density of population, 46 
early American, 9 
English, 4 
modern, 3 
Paris, 7 
general factors, 16 
hourly variation in flow, 56, 59 
influence of method of disposal, 21 
of topography, 16 
period of design, 33 
population forecasts, 34 
and areas of Cincinnati sewer dis- 
tricts, 64 
preliminary investigations, 246 
zoning, 42 
Sewers, see also Pipe sewers; 
sewers. 
ancient, 2 
brick, erosion, 140 
circular, discharge of, inset 128 
cleaning, see Cleaning methods. 
combined, defined, 2 
concrete, see Masonry sewers; 
sewers, cement-concrete. 
cost estimates, 739—740 
depressed, 212 
design, 128 
discharge at different depths, 130 
early, see Sewerage, early. 
follow water courses, 50 
flight, 190 
flow in partly filled sections, 129 
grades, 135-139 
house sewer defined, 2 
inadequate, 25-26 
infiltration, 50-51 
intercepter, defined, 2 
lateral, defined, 2 
liability fer inadequate capacity, 25 
loads, 297 
main, defined, 2 
miles of at various places, 51 
period of design, 33 
pipe, see Pipe sewers. 


Masonry 


Pipe 
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Sewers, problems, cost, 741 
capacity, 115-116, 166 
profiles, 168-169, 179, 247, 250 
relief, defined, 2 
semi-elliptical, 129 
separate, defined, 2 
size, computation by formulas, 128 
early methods, 6-7 
quantity of sewage, 33, 43 
storm drains, defined, 2 
stormwater overflows, defined, 2 
submain, defined, 2 
trunk, defined, 2 
velocity at different depths, 130 
studies, 135-141 
Shedd, J. H., dilution requirements, 413 
Providence sewerage, 10 
Sheeting, see Excavation. 
Sheffield, aeration periods, 657 
design of activated sludge plant, 673 
mechanical agitation, 669 
velocity of sludge circulation, 662 
Shellfish pollution, 416 
Sherman, analysis of effluent from activated 
sludge plant, 651, 699 
Shloesing, oxidation of organic matter, 13 
Shone ejector, 239 
Shoring, see Excavation. 
Simplex filter, 694 
system of mechanical agitation, 640 
Sinking fund, 735 
data for computing, 736 
Siphons, see Dosing tanks. 
air controlled, 610 
air-lock feeds, 612, 622 
anchorage, 214 
automatic flushing, 219 
Barbour dosing apparatus, 615 
Boston Society of Civil Engineers 
report, 218 
Brooklyn, 218 
clean-out chambers, 213 
deposits in, 212 
general features, 212 
flushing, 213 
inlet chamber, 215-216 
inverted, 190 
literature, 634 
losses, 623 
Louisville, 217 
manholes, 213 
materials, 213 
Miller, 444, 610, 613 
outlet chamber, 216-217 
problems, 635 
of design, 214, 244 
size, 212-213 
spillways, 228-230 
Akron type, 229 
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Siphons, spillways, North Side pumping 
station, Chicago, 243 
tests at Massachusetts Institute 
of Technology, 230 
Weirich's tests, 230 
timed siphons, 613-614 
trapless, 622 
true, 190 
use on old sewers, 218 
velocity, 212 
Skaneateles outlet, dissolved oxygen sag, 
402 
Skimming plate for side weir, 228 
Skimming tanks, 513 
Akron tank, 514-515 
described, 513 
design, 513-514 
detention period, 513 
Imhoff's design, 514 
Kremer tank, 514 
objects, 513 
problem, 518 
Toledo, 514 
use previous to activated sludge 
treatment, 644 
Washington, D. C. tank, 515 
Worcester tank, 515 
Skimming-detritus tanks, 515 
Skinner, grit disposal, 512 
Slip, 305 
Sludge, analyses at various places, 699 
analysis, 682, 684 
beds, see Sludge drying beds. 
burning, 699 
character produced by activation, 645, 
681 
chemical precipitation, 682 
conveyors, 696 
deposits in bodies of water, 345, 409 
dewatering, 688 
alum, addition of, 690 
Baltimore, 694 
Berrigan press, 692, 694 
centrifuges, 694 
Chicago, 688 
coagulants, 689 
conditioning, 690 
conveying machinery, 696 
dryers, 695 
filtration, 689, 691, see also Sludge 
filters. 
heating, 689, 694 
lime, 690 
Milwaukee, 688, 690 
Oliver vacuum filter, 692, 694 
pH control, 366, 689 
phosphorus acid, 690 
Plainfield, 690 
presses, 692 
problem, 702 


Sludge, dewatering, relative filtering effi- 


ciency of activated sludge, 690 
Simplex, 694 
sulphuric acid, 689 


digestion, 467 


activated sludge process, 654—655 
biological activity, 468, 473 
Brockton, pH control, 475 
characteristics, diagram, 472 
course of, 469 
defined, 467-468 
excess, 654 
factors influencing digestion, 472 
gases produced, 469, 471 
humus, 469 
in contact with flowing sewage, 469 
lime, use of, 475 
organisme in, 468 
pH control, 366, 471, 475 
problem, 487 
reaction, 474-475 
reasons for, 468 
reduction in organie content, 471 
requirements, 469, 472 
ripening period, 473 
seeding, 472—473 
separate, 469 
septicization, 468 
tanks, separate, 519 
advantages, 531 
Antigo, 557, 559-560 
Boonton, 559-560 
capacity computations, 550 
design, 530 
Dorr, 521, 531 
Emscher, 531 
flat-bottomed, 550 
gas collection, 554-555 
heating, 556 = 
Kremer-Kusch, 531 
literature, 560 
Merchantville-Pensauken, 559, 
569 
operation, 530 
roofs, 553, 555 
seeding, 530 
sludge removal, 550-553 
Springfield, 531 
temperature, 530 
types, 530—531 
unwatering tanks, 551 
temperature, 472, 473-475 
volume variations, 477 


disposal, 679, 684 


final: burning, 697 
Cleveland, 696 
disposal to farmers, 697 
dumping at sea, 696 
hygienic considerations, 697 
in water, 696 
lagooning, 697 
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Sludge, disposal, final, on land, 696, 697 Sludge, potash, 683 
Passaic Valley Sewerage Com- problems, 702 
mission, 696 produced by sedimentation, 535, 542 
Providence, 696 quality, 680 
Syracuse, 697 rate of filtration of activated sludge, 
Toronto, 697 647 
typhoid, danger of, 698 return, 660 
dredges, 512 Rudolfs, investigations, 683 
drying beds, 685 treatment, 679 
area, 687 volume produced by activated sludge 
depth of bed, 686 process, 648-649, 680 
of dose, 688 by different processes of treatment, 
dosing, 688 680 
effluent, 687 well digested—in terms of B.O.D., 683 
filling, 688 Smith, Angus, aeration experiments, 636 
glass covered, 687 Soil stacks, defined, 30 
gravel, 687 size, 31 
influence of climate, 685 Soils, active earth pressure, 301 
media, 686 adhesion, 330 
plan and section, 686 angles of repose, 303-304 
problems, 702 behavior during excavation, 330 
sand, 687 capillary pressure, 330 
sludge conditioning, 688 cohesion, 301, 329 
removal, 688 consolidation, 331 
spading, 688 Coulomb’s method of earth pressure, 
stone, 687 * 304 
stop planks, 687 earth pressures, 301 
underdrains, 687 effect on irrigation, 429 
units, 687 Enger tests, 314 
fertilizer value, 430 friction, 299 
of activated sludge, 654, 683, 700 Goldbeck tests, 314 
filters, 691 graphical determination of pressure, 
bag press, 691—693 306 
Berrigan press, 692, 694 Mohr's determination of earth pres- 
chamber press, 691—692 sures, 305-306 
drum, 693-694 passive earth pressure, 301 
filtros plates, 691 pressures, 208, 301 
leaf press, 691—692 problems on loads, 317 
Oliver vacuum filter, 692—694 proportion of load transmitted by 
pressure, 696 various, 312-313 
rotary filter, 693 Rankine's formula, 302-303 
Simplex filter, 694 sand, 452, 581 
typical illustrated, 692 Stoke's law, 452 
vacuum filters, 691-694 subsidence, 451 
wire mesh, 691 suitable for irrigation, 429, 435 
Worthington press, 602—694 "Terzaghi's studies, 304 
5inal disposal, 696 weight, 304 
friction in pipes, 702 Solvay Chemical Works, sludge disposal. 
from chemical precipitation, 462 697 
from trickling filter effluents, 568 Somerville, area, 41 
grease content, 684 population density, 41 
humus, 469, 682 South Hyperion, Dorrco screen, 499 
Imhoff tank, 682 South Norwood, Eng. 
Lipman and Burgess investigation, 683 analyses of sewage and effluents, 440 
literature, 702 irrigation, 434 
methods of disposal, 684 surface irrigation, 441 
Milwaukee, 647 Southbridge, sand filter efficiency, 577 
mineral analysis, 684 Special structures, see Manholes, Inlets, etc. 
moisture content, 681 recording dimensions, location, etc., 
nitrogen in, 683 258 


phosphoric acid, 683 Specials, recording locations, 257 
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Specific gravity, effect on velocity, 137 
of sedimentation tank sludge, 543 
of soils, 452 
of water, 404 
heat, air, 367 
sewage, 367 
water, 367 
Specifications, see Estimates. 
preparation of, 250 
Spencer, sand filter efficiency, 577 
Sphaerotilus natans, 394 
Spirilla, 370 
Spofford, C. M., traffic loadings, 309 
Springfield, basic data for combined sewers, 
189 
Carlisle Brook sewer design 180, inset 
168, 170 
plan for storm water drains, inset 170 
of separate sewerage system, inset 
168 
problems based on data at, 187 
profile of separate sewer, 169 
rainfall and runoff curves, 180 
separate sludge digestion tank, 531 
sewer cost estimate problems, 742 
Sprinkling filters, see Trickling filters. 
Static analysis, 293 
Steam rollers, 310-311 
Stearns, F. P., butterfly valve for dosing 
trickling filters, 625 
dilution standard, 412 
Steps, manhole, 203, 205 
Sterilization, defined, 484 
Stickney, G. F. siphon spillways, 230 
Stockbridge, sand filter efficiency, 577 
Stoddard, development of trickling filter, 
562 
*tokes’ Law, 452 
Stone, crushed for trickling filters, 583 
Stop planks, 687 
Stoppages, of pipe sewers, 174 
Storm flows, see Rainfall; Runoff. 
allowance for combined sewers and 
storm drains, 186 
coefficient of runoff, 90 
contain organic matter, 20 
determination for combined sewers, 
176, 186 
discharge into streams, 390 
empirical methods for estimating, 103 
English standard for amount to be 
treated, 20, 63, 434 
flood flows from larger areas, 108 
ordinary storms, 186 
overflow chambers, 191, 224 
side weirs, 224 
weirs, 23 
problems, 115-116 
provision in intercepting and sepa- 
rate sewers, 62 
rain gages, 71 
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Storm flows, rainfall intensity, 75 
ratio of area tributary at outlet to 
time of flow, 96 
relation of flood runoff to drainage 
area, inset 111 
runoff determination, 176 
runoff during floods, 109 
separation from sewage, 23 
storm frequency, 184 
time-intensity-frequency curves, 75 
travel of storms, 93 
treatment, 20-21, 434 
Storm water drains, 175 
adoption of rainfall curve, 176 
Carlisle Brook drainage district, 
Springfield, 180, insets 168, 170 
defined, 2 
design data, 179, 183 
for 17 American cities, 188 
determination of runoff coefficient, 
177 
economie considerations in design, 
177 
inlet time, 178 
Kutter formula for capacity deter- 
mination, 181 
laterals, 182 
low flow conditions, 182 
manholes, 182 
maximum velocities, 141 
period of design, 178, 182 
plan of Carlisle Brook drainage dis- 
trict, inset 170 
problems in design, 187 
rational method, 187 
roof water allowance, 181 
Springfield drainage district, 180, 
insets 168, 170 
storm frequency, 184 
storm runoff, 176 
submains, 182 
Streams, active decomposition, 394 
aeration, 392 
aquatic life, 393 
bacterial action, 393 
cleaner water zone, 395 
coagulation in, 393 
currents, 407 
degradation, 393 
dilution requirements, 412 
disinfection in, 393 
dispersion in, 392 
hydrolysis in, 392 
industrial wastes pollution; 712 
light, effect on purification, 392 
oxidation in, 392 
oxygen balance, 397 
sag, 400—402 
plankton in, 393 
Potomac River reaeration, 398 
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Streams, prior appropriation, 390 
progress changes in sewage pollution, 
393 
reacration, 398, 402 
reasonable use, 390 
recovery, zone of, 395 
reduction in, 392 
riparian rights, 389 
salt and fresh water, 403 
sedimentation in, 392 
self-purification, 368, 393, 398 
temperature effects, 402 
tides and tidal prisms, 404 
use of flushing tunnels, 422 
zones of pollution, 394-397 
Street cleaning methods, 195 
inlets, 190, see also Inlets. 
wash, necessity of treating, 20 
Stress, analysis in arches, 293 
Sub-mains, adequacy, 110 
area tributary, 93 
defined, 2 
design, combined system, 182 
separate system, 170 
period of design, 33 
Subsurface irrigation, 428, 442 
advantages, 443 
area of tile field, 445 
capacity of tile, 447 
construction details, 444 
described, 428 
disadvantages, 443 
discharges, number, 446 
dosing tank, 443, 444 
irrigation tiles, 443 
leaching cesspool, 443 
length of tile, 445 
problems, 448-449 
septic tank, 444—446 
size of tile, 446 
slope of tile, 446 
. spacing of tile, 444-445 
tile distributors, 448 
underdrains, 444—445 
used extensively in United States, 
442 
Sulphur cycle, 355-357 
Surfaces, runoff from different classes, 95 
from impervious, 98 
pervious, 100 
Surveying, 246 
bench levels, 247 
field work, 246 
problem, 263 
Scranton substructure, 248 
sewers, note existing, 247 
structures, note existing, 247 
surveys, 247 
underground structures, note location, 
247 
Suspension, 352 
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Swain, G. F., determination of earth pres- 
sure, 305 
Synthetic estimates, 726 
Syracuse, area, 41 
baffled side weir, 226-227 
Dorr mechanism, 697 
leaping weir, 231 
manhole invert, 202 
steps, 205 
population density, 41 
screenings conveyor, 493 
semi-elliptical section, 283 
sludge disposal, 697 
U-shaped, 286 
Venturi flume, 163 
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Tamping loads, 314 
Tanks, dosing, for subsurface irrigation, 
443-444 
Tark screen, see Screens, fine. 
Tasmania, side weir, 225 
Taxation, 737 
"Taylor nozzle, 597 
Ten Mile Creek sewers, data, 53 
"Terzaghi's studies, 304 
Thermophone, 408 
"Thomson, studies of triangular weirs, 159 
Tide gates, 191, 232 
Boston, 232 
McNulty, 232 
Tides, 404 
problem, 405 
range on eastern and western coasts, 
405 
tidal prism, 404 
Tiedeman, efficiency of disinfection, 710 
Tieton Main Canal tunnel outlets, velocity 
head studies, 142 
Time of concentration, 89 
defined, 88 
Time of flow, 89 
“Time-distance” defined, 93 
Time-intensity-frequency curves, 75 
Timmis, W. S., water pipe sizes, 30 
Titration, 366 
"Toledo, domestic and industrial sewage, 53 
infiltration, 53 
skimming tanks, 514 
"Topeka, population, 69 
problem-population forecast, 69 
Toronto, design of activated sludge plant 
using diffused nir, 672 
screenings, 504 
sludge disposal, 697 
temperature of sewage, 367 
Traction engine, 310—311 
Traffic, loadings of various types, 308-311 
Transporting power, 136-137 
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Trap defined, 30 Trickling filters, cleaning, 574 


vented, 30 Clifford tests, 585 
Travis tank, described, 522 clogging of beds, 571 
illustrated, 521 Columbus, 590, 603 
Trench costs, 589 
hoe, 321 problem on estimating, 741 


work, backfill, 260 crushed stone, 583 


batter boards, 258 
bracing, 328 
effect of shape on pipe strength, 275 
embankment, load, 315 
excavation, 260, 318 
grades, 253-254 
inspection, 259 
laying out, 252 
lines, 253-254 
loads, 297-317 
measurement of quantities, 342 
opening the trench, 319 
pipe sizes and locations, 257 
problems, 263, 295, 317 
pumping trenches, 326 
quantity surveys, 256, 342 
records, 255 
reference work, 252 
shape, influence of, 275 
sheeting, 318, 328, 331-337 

left in place, 301 
shoring, 328—329, 341 
tamping loads, 314 
transferring line and grade to trench, 

253 
trenching machinery, 320 
use of cradles, 276 
underdraining, 276, 327 
well point work, 327 


Trenching machinery, 320 


Austin excavator, 321 
conveyor excavator, 322-323 
drag line, 321 

ladder type, 321 

Link-Belt shovel, 322 

trench hoe, 321 


defined, 479 
depth, 576-588 
design data for three plants, 633 
distribution, 593, 619 
Fiddian distributor, 595 
mains, 598 
nozzles, see Nozzles. 
revolving distributors, 594 
splash plates, 595 
tipping trays, 595-596 
water wheel, 594-595 
dosing, 566 
cycles, 608 
tanks, see Dosing tanks. 
Dunbar's experiments, 585 
early, 14, 562 
effect of depth on loading, 569 
efficiency, 581 
effluents, 567 
floor systems, Baltimore, 604—605 
Columbus underdrains, 603 
Fitchburg, 604—605 
Gloversville, 604—605 
Waterbury, 604—605 
Gloversville data, 633 
head varying valves, 625 
hydraulic computations, 626 
hydraulics of nozzles, 617 
insects, 369, 575 
Lawrence tests, 584 
literature, 634—635 
Lowcock, Corbett «and Stoddart, 
562, 590 
odors, 574 
operating results, 580 
organic growths, 588 


Trenton, area, 41 
population density, 41 
Trickling filters, Akron design data, 633 
analyses of influents and effluents, 


periodic storage and unloading, 572 
preliminary treatment essential, 566 
problems, 635 

quality of sludge, 682 


Atlanta, 579 requirements, 24 
Baltimore, 579 risers, 599 
Columbus, 579 rock, 583 
Fitchburg, 579 Royal Commission on Sewage Dis- 
Lexington, 579 posal tests, 585, 590 
Reading, 579 stone, 583 


Rochester, Brighton, 579 

area required, 716 
arrangement, 565 
automatic dosing, 609 

air-lock feeds, 612 

siphonic, 611 
bacterial removal, 711 
ballast, 565, 583, 585-586 


storage, 572 
typical grouping, 563 
underdrain system, 604 

underdrains, 603-604 
unloading of beds, 572 
work of, 369 
worms, 573, 581 

Trucks, loadings, 310 
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"Trumpet arch, 208 
Trunk sewers, defined, 2 
Leed intercepters, 62 
Tubifex, 394 
Tulsa, area, 41 
losses of head, 145-146 
population density, 41 
Tunnels, Detroit, 341 
flushing, 422 
shoring, 341 
Turneaure and Maurer, 294 
Tyler, Carollo and Steyskal, 
studies, 225, 228 
Typhoid fever, bacteria in sewage, 345, 382 
discovered by Eberth, 13 
disinfection to prevent, 484 
spread from sludge used as fertilizer, 
698 
viability of bacilli, 698 


side weir 


U 


Uncompahgre Valley project, velocity head 
studies, 142 
Underdrains, Baltimore, 604—605 
contact beds, 587, 601 
culvert pipe strength, 315 
Fitchburg, 604—605 
Gloversville, 604—605 
intermittent filters, 563, 589, 599-600 
irrigation areas, 432, 433 
leaching cesspools, 443—444 
problem in design, 449 
use in trench work, 276, 327 
trickling filter, 603 
typical for trickling filters, 604 
Underflow, 516 
Unimolecular reaction, 377 
Unit prices, 722 
curve showing fluctuation, 725 
synthetic, 726 
United States Bureau of Roads, 265 
United States Bureau of Standards, plumb- 
ing standards, 27-29 
soil and waste pipes, 31 
water pipe, 29 
United States Public Health Service, bac- 
terial standards for waters, 414 
dissolved oxygen sag formula, 400 
Illinois River studies, 399 
Ohio River studies, 399 
Potomac River studies, 398 
trickling filter efficiency, 581 
United States Reclamation Service, velocity 
head recovery studies, 142 
United States Weather Bureau, Hering's 
table of maximum intensity of 
downpour, 90 
installing rain gages, 75 
rain gage, 71 
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Valentine, manual of New York, 10 
Valves, head varying, 625 
Baltimore, 625 
Reading, 625 
Velbert, design factors of contact aerators, 
676 
Velocity, 135 
nt different depths, 130 
Bazalgette's mean, 6 
defined, 120 
depends on slope and resistance, 135 
distribution in cross-section, 134 
Dubuat’s observations, 137 
Freeman's studies, 138 
Gilbert's studies, 137 
grade and, 134 
head, 141-142 
hydraulic jump, 141, 146, 151-156 
in pipe sewers, 140 
inverted siphons, 212 
losses of head, 141 
maximum, 141 
minimum, 138 
necessary to move deposits, 137-138 
non-uniform flow, 146 
problems, 166-167 
quarterly area method of determining, 
133 
ratio of mean to maximum, 134 
relation between depth of flow and, 133 
specific gravity affects deposits, 137 
steady and uniform, 119, 135 
to prevent deposits, 62 
transporting power, 136-139 
Ventas, size, 31 
system for building, 27 
Venturi flume, 103 
gaging sewer in New York, 110, 163 
Syracuse, 164 
Parshall measuring, 163 
meter, 160 
arrangement on pressure line, 160 
diaphragm pendulum, 162 
flow-through steady but not uniform, 
119 
Hughes and Safford discharge 
formula, 160 
Vitrified clay pipe, see Pipe sewers. 
tile see also Underdrains. 
drain tile, 265 
liner plates, 141, 294 


w 


Wages, ascertaining existing, 249 

Wales, sanitary code, 7 

Wallace and Tiernan Company, chlorinator, 
706 

Ward Street sewage pumping station, 240, 
242 
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Waring, G. E., Jr., Memphis sewerage, 12 
Waring system, failure at Memphis, 12 
Warren, A. K., use of liner plates, 205 
Washington, D. C., basic data for combined 
sewers, 189 
excessive precipitation, 91 
location of recording gages, 87 
population increase, 34 
pumping necessary, 34 
skimming tank problem, 518 
, tanks, 515 
Waste stacks, defined, 30 
size, 31 
Wastes, see Industrial, 
defined, 1 
Water, see Streams. 
closets, number for number of fixtures, 
31 
consumption, Boston, 46 
Cleveland, 46 
Committee on, 47 
Denver, effect of water consumption 
on sewage, 47—48. 
domestic classified, 46 x 
fluctuations, 47—48 ы 
Fuertes data, 46 
Harrisburg, 46 
in typical Amercian cities, 45 
industrial, 46 
Manchester, 47 
Mansfield, 47 
maximum and minimum, 47 
Metcalf's data, 45—46 
metering, 44—45 
Milwaukee, 46 
rate in different parts of a city, 46 
records, 44-45 
Wellesley, 46 
fresh, 403, 410 
mains, located in Paris sewers, 8 
salt, 403, 410 ' 
induces flocculation, 457 
specific gravity, 404 
supply, for buildings, 29 
loadings for water purification plants, 
414 
mains, note location, 247 
Milwaukee intake pollution, 407 
proportion reaching sewers, 43 
safeguarding, 414 
standards for waters, 414—415 
Timmins table of pipe sizes, 30 
Waterbury, sludge analyses, 699 
trickling filter underdrains, 604—605 
Water-carriage system, 9 
Watson, activated sludge studies, 653 
Weand, butterfly valve, 625 
screen see Screens, fine. 
Weirich, siphon spillway tests, 230 
Weirs, 156 
baffled, 226-227 
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Weirs, Cippoletti, 159 
data, 159 
deflecting bulkhead, test with, 228 
formulas, 156 
Francis formula, 156 
Fteley and Stearns weir formula, 157 
Hazen and Williams’ weir experiments, 
159 
Horton's weir experiments, 159 
King’s formula, 157 
weir data, 159 
leaping, 191, 230-231 
Louisville transverse weirs, 226 
Lyman's diagrams and tables, 157 
Nimmo's side weir tests, 224, 226 
overfall, 224 
Rehbock's formula, 157 
Schoder and Turner's formulas, 158 
side weirs, 224 
skimming plate, test with, 228 
Syracuse baffled weir, 226 
leaping weir, 231 
transverse, 226 
. trapezoidal, 159 
triangular, 158 
\Well point unwatering, 327 
Wellesley, water consumption, 46 
Wellholes, 190 
Westborough, population, 54 
sand filter efficiency, 577 
sewage flow, 54 
Whipple, G. C., changes in sewage polluted 
stream, 395 
self-purification, 391 
Thermophone, 408 
Wilcox, E. R., velocity determinations, 131 
Wilkes-Barre, area, 41 
population density, 41 
Williams, Benezette, Pullman sewerage, 12 
Wilmington area, 41 
circular sewer section, 281 
population density, 41 
Wind, effect on temperature of waters, 409 
produces currents, 406 
vertical distribution of bacteria, 407 
Winslow and Phelps, estimate of organic 
matters in sewage, 355 
Wisconsin State Plumbing Code, adaptation 
of, 27-29 
Wisner, Chicago runoff, 55 
Woodward, Sherman, hydraulic jump, 146 
Worcester, erosion of inverts, 140 
grit chamber design, 486 
industrial wastes, 714 
infiltration, 52 
metering, 45 
nozzle, 597, 618-610 
population, 54, 69 
problem, population forecast, 68 
ratio of sewage to water supply, 44 
sand filter efficiency, 577 
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Worcester, screenings, 504 Ү 
sewage flow, 54 


RO TS Yarnell and Woodward, drain tile texts, 265 


velocity determinations, 131 
skimming tanks, 515 5 
sludge analysis 609 P Ei эшш Company, Shone ejector, 
trickling filter operating results, 580 
water consumption, 45 Z 


Worms, on filter beds, 573 
Limnodrilus, 394 
sewage, 304 


Zack and Edwards, gas collection, Calumet 
Plant, 555 


х Zone principle, 94 
Bphserosilus xis (994 application at Detroit, 103 


trickling filters, 369, 573, 581 Zones of pollution, 394—397 
tubifex, 394 Zoning, 42 


Worthington, press, 692-693 Zurich, Bürkli-Ziegler storm water formula, 
volute pump curves, 237 104 
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